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PREFACE  TO  THE  SECOND  EDITION 

The  second  edition  contains  all  the  material  in  the  original  text 
but  much  of  it  has  been  rewritten  and  a  great  deal  of  new  material 
added. 

The  more  important  additions  include  sections  on  complex 
alternating  waves  and  wave  analysis,  on  polyphase  alternating 
current  circuits,  on  the  construction  of  the  characteristic  curves 
of  direct-current  generators  and  motors,  on  the  design  of  direct- 
and  alternating-current  machinery,  on  the  Blondel  diagram  for 
the  synchronous  motor,  on  the  S3anbolic  method  of  analysis  of 
the  induction  motor,  on  alternating-current  commutator  motors, 
and  finally  a  chapter  on  electrical  measuring  instnmients. 

The  chapter  on  direct-current  machinery  has  been  entirely 
rewritten  and  much  enlarged,  and  to  make  it  complete  a  short 
chapter  outlining  the  design  of  a  direct-current  generator  has 
been  added. 

This  chapter  and  the  other  sections  deaUng  with  design  are  not 
intended  to  cover  the  work  requu*ed  in  a  course  on  design  but  only 
to  give  the  student  some  idea  of  the  formuIsB  and  constants 
involved. 

The  chapter  on  measuring  instruments  has  been  placed  at  the 
end  of  the  book  because  some  of  the  principles  involved  cannot 
be  well  understood  by  the  student  until  he  has  mastered  the 
theory  of  the  more  important  electrical  machines. 

It  was  originally  intended  to  introduce  problems  at  the  end  of 
each  chapter  to  be  worked  out  by  the  student  and  also'  to  give  a 
list  of  references  to  the  most  important  articles  covering  the  sub- 
ject matter  of  the  chapter,  but  there  was  danger  of  making  the 
volume  too  cumbersome.  A  number  of  good  books  of  problems 
have  been  published  recently  and  the  student  will  find  good  lists 
of  references  at  the  ends  of  the  various  sections  in  the  Standard 
Handbook. 

My  thanks  are  due  to  those  teachers  who  have  offered  valuable 

criticisms  of  the  arrangement  and  method  of  treatment  in  the 

first  edition. 

Clarence  V.  Christie. 
McGiLL  Untvbrbity,  Montreal, 
August,  1917. 


PREFACE  TO  THE  FIRST  EDITION 

This  book  has  been  compiled  as  a  foundation  for  lecture  courses 
for  junior  and  senior  students  in  Electrical  Engineering. 

The  theory  and  characteristics  of  electrical  machines  are 
developed  from  the  fundamental  principles  of  electrostatics  and 
electromagnetics.  Only  the  more  standard  types  have  been  dis- 
cussed since  familiarity  with  the  principles  of  .their  operations  will 
guide  the  student  to  a  complete  understanding  of  other  machines 
which  differ  only  in  minor  respects.  This  general  groundwork 
may  be  extended  to  suit  the  requirements  of  particular  classes. 

C.  V.  C. 
McGiLL  UNnrsRSiTY,  Montreal, 
OeUher  14,  1913. 
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ELECTRICAL  ENGINEERING 


CHAPTER  I 
ELECTROSTATICS 


1.  Electrification. — ^Bodies  which  are  charged  with  electricity 
are  said  to  be  electrified.  Charges  are  of  two  kinds  caUed  posi- 
tive and  negative.  Bodies  which  have  a  positive  charge  are 
acted  upon  by  forces  tending  to  make  them  give  up  their  charge; 
bodies  which  have  a  negative  charge  are  acted  upon  by  forces 
tending  to  convey  a  positive  charge  to  them  equal  to  their  nega- 
tive charge.  These  forces  are  exerted  through  the  medium  sepa- 
rating the  charges  and  the  medium  is  in  a  state  of  stress. 

The  body  with  the  positive  charge  is  at  a  higher  potential  than 
the  body  with  the  negative  charge  and  the  difference  of  potential 
between  the  two  is  a  measure  of  the  tendency  for  electricity  to 
pass  from  one  to  the  other. 

2.  Electrical  Conductors  and  Insulators. — If  two  metallic 
bodies  charged  to  different  potentials  are  joined  by  a  metal  wire, 
electricity  will  flow  from  one  to  the  other  until  the  potential  of 
both  is  the  same  and  the  transfer  of  electricity  will  take  place 
almost  instantaneously.  The  metal  wire  is  therefore  a  good  con- 
ductor of  electricity;  or,  it  offers  a  low  resistance  to  the  passage 
of  electricity  through  it. 

If  the  two  charged  bodies  had  been  joined  by  a  glass  rod,  there 
would  have  been  no  transfer  of  electricity  between  them,  or,  it 
would  have  taken  place  so  slowly  that  it  could  only  be  detected 
by  the  most  delicate  instruments.  Glass  is  therefore  a  very  bad 
conductor;  or,  it  offers  a  very  high  resistance  to  the  passage  of 
electricity.    It  is  called  a  non-conductor  or  insulator. 

As  all  materials  conduct  to  a  certain  extent,  it  is  not  [>ossible 
to  divide  them  absolutely  into  conductors  and  insulators,  but, 
since  the  resistance  of  a  good  insulator  is  many  million  times 
that  of  a  good  conductor,  they  may  be  so  divided  for  practical 
purposes. 
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In  the  first  class  are  silver^  which  is  the  best  conductori  copper 
and  other  metals,  graphite,  impure  water  and  solutions  of  salts. 
In  the  second  class  are  air,  which  when  dry  is  an  almost  perfect 
insulator,  glass,  paraffin,  ebonite,  porcelain,  rubber,  shellac,  oUs  and 
the  niunerous  insulating  compounds  used  in  electrical  engineering. 

3.  Electrostatics  and  Electromagnetics. — Electrostatics  com- 
prises phenomena  related  to  electric  charges  at  rest  and  to  the 
stresses  produced  in  the  fields  surrounding  them.  These  phe- 
nomena become  of  great  importance  where  very  large  differences 
of  potential  must  be  provided  for,  as  for  example  in  the  design 
and  operation  of  all  high  voltage  apparatus  and  systems. 

Electromagnetics  comprises  phenomena  related  to  electricity 
in  motion,  that  is,  to  currents  of  electricity  and  the  magnetic 
fields  produced  by  them.  Almost  all  the  problems  to  be  solved 
by  the  electrical  engmeer  come  under  this  head. 

4.  Laws  of  Electrostatics. — FirU  Law. — Like  charges  of  elec- 
tricity repel  one  another;  unlike  charges  attract  one  another. 

Second  Law. — The  force  exerted  between  two  charges  of  elec- 
tricity is  proportional  to  the  product  of  their  strengths  and  is 
inversely  proportional  to  the  square  of  the  distance  between 
them;  it  also  depends  on  the  nature  of  the  medium  separating 
them. 

This  law  can  be  expressed  by  the  formula, 

/-^;.  0) 

where  q  and  $i  are  the  charges  of  electricity,  r  is  the  distance 
between  them  in  centimeters,  A;  is  a  constant  depending  on  the 
medium  separating  the  charges  and  is  called  its  specific  inductive 
capacity  or  dielectric  constant.  The  unit  of  quantity  is  so  chosen 
that  the  dielectric  constant  for  air  is  unity;  for  all  other  sub- 
stances it  is  greater  than  unity.  The  table  on  page  43  gives 
the  dielectric  constants  for  some  of  the  most  common  dielectrics. 
/  is  the  force  in  dynes  exerted  between  the  two  charges;  if  the 
charges  are  of  the  same  kind  the  force  between  them  is  a  repulsion 
and  /  is  positive. 

5.  Coulomb. — One  electrostatic  unit  of  quantity  is  that  quan- 
tity which,  when  placed  at  a  distance  of  1  cm.  in  air  from  a 
similar  quantity,  repels  it  with  a  force  of  one  dyne. 

The  practical  unit  of  quantity  is  the  coulomb;  one  coulomb  is 

3  X  10*  electrostatic  units;  it  is  the  quantity  of  electricity  which 
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passes  a  point  in  a  conductor  when  one  ampere  flows  for  one 
second  (see  Art.  63). 

6.  Electrostatic  Field. — ^Any  space  in  which  electrostatic  forces 
act  is  called  an  electrostatic  field.  The  direction  of  the  force  at 
any  point  in  the  field  is  the  direction  in  which  a  unit  positive 
charge  placed  at  the  point  tends  to  move  and  its  intensity  is  the 
force  in  dynes  exerted  on  the  unit  charge. 

The  electrostatic  field  is  conveniently  represented  by  lines  of 
electrostatic  induction  or  dielectric  flux  drawn  in  the  direction  of 
the  force.  In  air  the  number  of  lines  per  square  centimeter  is 
equal  to  the  force  in  dynes  at  the  point  and  in  a  medium  of  di- 
electric constant  k  the  number  of  lines  per  square  centimeter  is 
equal  to  A;  times  the  force.  This  may  be  stated  in  another  way: 
Unit  electrostatic  force  produces  one  line  of  dielectric  flux  per 
square  centimeter  in  air  and  k  lines  per  square  centimeter  in  a 
medium  of  dielectric  constant  k. 

The  electrostatic  force  at  a  point  is  expressed  in  dynes  and  is 
represented  by  fF;  the  dielectric  flux  density  at  a  point  is  expressed 
in  lines  per  square  centimeter  and  is  represented  by  3>. 

7.  Field  Surrounding  a  Point  Charge. — ^At  a  distance  r  cm.  in 
air  from  an  isolated  charge  q,  a  unit  charge  is  acted  on  by  a  force 

(F  =  ;J  dynes;  (2) 

r 

and  the  dielectric  flux  density  produced  at  the  point  is 

5)  =  (F  ^  -^  lines  per  square  centimeter.  (3) 

This  density  is  produced  over  the  surface  of  a  sphere  of  radius  r 
and  therefore  the  total  dielectric  flux  from  the  charge  q  is 

4/  =   ~  4irr*  =  4vq  lines. 

Consider  the  same  charge  surrounded  by  a  medium  of  dielectric 
constant  k. 
The  force  exerted  on  a  unit  charge  at  a  distance  r  cm.  from  q  is 

^  =  j|r2  dynes; 

the  dielectric  flux  density  produced  is 

5)  =  (Ffc  =  -i  lines  per  square  centimeter, 
r* 

and  therefore  the  dielectric  flux  from  charge  g  is,  as  before, 

^  =  4twq  lines.  (4) 
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Fig.  1  represents  the  electrostatic  field  about  a  positive  point 
charge.    The  lines  of  flux  extend  out  radially  in  all  directions. 

8.  Dielectric  Flux  from  a  Unit  Charge. — The  dielectric  flux 
from  a  unit  charge  is  4t  lines  by  equation  4.  Thus  if  a  dielectric 
flux  ^  starts  from  any  surface  the  positive  charge  on  that  surface 

is  g  =  Ti  ^^tS;  and  if  a  flux  ^  ends  on  any  surface  the  negative 

charge  on  that  surface  is  —  g  =  j-  units. 


A 

+ 


B 


Fio.  1. — Field  surround- 
ing a  point  charge. 


FiQ.  2. — Field  between  two 
point  charges. 


FiQ.  3. — Field  between 
two  parallel  plates. 


A  unit  positive  charge  is  always  associated  with  each  4gr  lines 
leaving  a  surface  and  a  unit  negative  charge  with  each  4t  lines 
entering  a  surface. 

9.  Field  between  Two  Point  Charges. — ^The  field  between  two 
point  charges  q  and  —q  consists  of  curved  lines  extending  from 
the  positive^  to  the  negative  charge. 

The  direction  and  intensity  of  the  force  at  any  point  such  as 
P  may  be  obtained  by  combining  the  forces  exerted  at  the  point 
by  the  two  charges  as  shown  in  Fig.  2.     If  a  unit  positive  charge 

is  placed  at  the  point  P  it  is  repelled  by  q  with  a  force  /i  =  -^ 
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and  is  attracted  by  —  g  with  a  force  /2  =  -^-     The  resultant 

force  at  the  point  is  9^p  and  it  is  the  vector  sum  of  /i  and  ft. 

If  D  cm.  is  the  distance  between  the  charges,  the  force  at  a 
point  on  the  line  joining  the  charges  distant  r  cm.  from  the  charge 
q  is 

^0  =  ^2  +  (J)  !,  y)2  dynes. 

Since  the  medium  is  air  the  flux  density  at  any  point  is  numeric- 
ally equal  to  the  force  0^  at  the  point. 

10.  Field  between  Parallel  Plates. — The  field  between  two 
parallel  plates  A  and  B,  Fig.  3,  charged  respectively  with  +q 
and  —  g  units  per  square  centimeter  consists  of  straight  lines 
normal  to  the  plates  except  near  the  edges  where  they  become 
slightly  curved. 

The  dielectric  flux  density  is  uniform  throughout  the  volume 
between  the  plates,  and  its  value  is 

3>  =  4irg  lines  per  square  centimeter.  (5) 

If  the  medium  between  the  plates  is  air,  the  electrostatic  force 

at  any  point  is 

IF  =  3>  =  4twq  dynes.  (6) 

If  the  medium  has  a  dielectric  constant  k,  the  force  is 

^  "  "fc  "  T^  dynes.  (7) 

11.  Potential. — The  difference  of  potential  between  two  points 
is  measured  by  the  work  done  in  carrying  a  unit  charge  from  one 
to  the  other  against  the  electrostatic  force  in  the  field;  it  is  there- 
fore the  line  integral  of  the  force  between  the  points. 

The  difference  of  potential  between  the  two  plates  in  Fig.  3  is 

^dr  =  ^ft^'^t,  (8) 


'£ 


where  t  cm.  is  the  distance  between  the  plates. 

Difference  of  potential  tends  to  cause  electricity  to  flow  from 
one  point  to  the  other  and  is  therefore  called  electromotive  force. 

Unit  difference  of  potential  (electrostatic)  exists  between  two 
points  when  one  erg  of  work  is  done  in  conveying  unit  charge 
from  one  to  the  other. 

The  earth  is  usually  taken  as  the  arbitrary  zero  of  potential, 
and  the  potentials  of  other  bodies  are  given  with  reference  to  it. 
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If  a  difference  of  potential  is  produced  between  two  points  on 
a  conductor,  electticity  will  flow  from  the  point  of  high  potential 
until  the  potentials  of  all  parte  of  the  conductor  are  the  same. 

When,  however,  the  difference  of  the  potential  is  maintuned 
by  an  electric  generator  a  current  of  electricity  flows  cODtinuously 
from  one  point  to  the  other. 

When  a  difference  of  potential  is  produced  between  two  con- 
ductors separated  by  an  Insulating  material,  the  material  is  sub- 
jected  to  a  stress  and  lines  of  dielectric  flux  pass  through  it. 

12.  Volt — The  practical  unit  difference  of  potential  or  electro- 
motive force  is  called  the  volt.  One  electrostatic  unit  is  equal 
to  300  volts. 

13.  Induced  Charges  of  Electricity. — Wben  a  positively 
charged  body  A,  Fig.  4,  is  brought  near  to  an  insulated  conductor 
BC,  a  negative  charge  is  induced  on  the  nearer  side  B  and  an 
equal  positive  charge  on  the  farther  side  C.     The  explanation  is 


PiQ.  4. — Induced  cbsrgee.  Fio.  5. — Induced  charges. 

that  the  potential  of  the  end  B  due  to  the  charge  on  A  is  higher 
than  that  of  C,  but,  since  BC  is  a  conductor,  as  soon  aa  there  is 
a  difference  of  potential  between  two  points  on  it,  electricity 
flows  from  the  re^on  of  high  potential  at  £  to  the  region  of  low 
potential  at  C;  thus  a  positive  charge  appears  at  C  and  an  equal 
negative  charge  at  B  and  these  charges  so  distribute  themselves 
over  the  surface  of  BC  that  the  potential  at  every  point  on  it  is 
the  same,  being  the  sum  of  the  potentials  due  to  the  charge  on  A 
and  the  two  charges  on  BC. 

The  same  result  is  illustrated  in  Fig.  5,  which  shows  the  dielec- 
tric flux  produced. 

The  flux  from  A  extends  out  radially  in  all  directions.  In  the 
region  surrounding  BC  the  lines  are  deflected  and  a  large  number 
pass  through  the  conductor  BC,  since  its  dielectric  constant  is 
infinite  and  therefore  it  offers  an  easy  path.    For  every  4t  lines 
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entering  at  £  a  unit  negative  charge  appears  on  the  surface, 
and  for  every  4t  lines  leaving  at  C  a  imit  positive  charge  appears. 
14.  Equivalent  Charges. — A  uniformly  distributed  charge  on 
the  surface  of  a  sphere  acts  as  though  it  were  concentrated  at  the 
center.    If  a  sphere  of  radius  B  cm.  has  a  charge  Q  uniformly 

distributed  over  its  surface,  the  density  of  the  charge  is  TTpiJ 

and  since  4t  lines  emanate  from  unit  charge,  the  flux  density  at 

the  surface  of  the  ^here  is  T~pi  —  pi  ^^^  P®^  square  centimeter. 

If  the  charge  Q  is  concentrated  at  the  center  of  the  sphere,  then, 
by  formula  (3),  the  flux  density  at  a  distance  R  cm.  from  the 

charge  is  pi  and  therefore  the  uniformly  distributed  charge  on 

the  surface  of  the  sphere  may  be  represented  by  an  equal  charge 
concentrated  at  the  center. 

Similarly  a  uniformly  distributed  charge  on  the  surface  of  a 
cylinder  may  be  represented  by  an  equal  charge  uniformly  dis- 
tributed along 'the  axis  of  the  cylinder. 

16.  Distribution  of  Potential  in  the  Space  Surrounding  a  Point 
Charge. — In  Fig.  6  a  positive  charge  q  is  placed  at  the  point  0 


+« 


Pi 


(<- 


Fio.  6. — Distribution  of  potential  about  a  point  charge. 


at  an  infinite  distance  from  all  other  charges.  The  potential  at 
a  point  Pi,  distant  Vi  cm.  from  0,  is  the  work  done  in  moving 
unit  charge  from  a  point  of  zero  potential  to  the  point  Pi  against 
the  forces  in  the  field.  The  intensity  of  the  force  at  a  distance 
r  cm.  from  0  is  by  equation  2 

$F  =  ^  dynes; 

the  work  done  in  moving  a  unit  charge  against  this  force  through 
a  distance  dr  is 

3^dr  =  g^ergs; 


8  ELECTRICAL  ENGINEERING 

and  the  work  done  in  moving  the  charge  from  a  point  of  zero 
potential  to  Pi  is 

dr 


61  =    I     CFdr  =    I    g 

t/ri  Jri 


r« 


=  ^  ergs;  (9) 

therefore,  the  potential  at  a  point  due  to  a  charge  of  electricity 
is  equal  to  the  charge  in  electrostatic  units  divided  by  its  distance 
in  centimeters  from  the  point. 

16.  Potential  at  a  Point  Due  to  a  Number  of  Charges. — If 
there  are  several  charges  qi,  gs^  ^s^  etc.,  in  the  field,  the  potential 
at  any  point  is  the  sum  of  the  potentials  due  to  the  separate 
charges  and  is 

e  =  ?i  +  ?*+2i  +  etc.  =  Xj,  (10) 

Ti       r%       rz  ^T 

where  ri,  rj,  rs,  etc.,  are  the  distances  from  the  various  charges  to 
the  point  (Fig.  7). 


B 


Fio.  7. — Potential  due  to  a  num-  Fio.  8. — Potential  due  to  a  charged 

ber  of  charges.  surface. 

17.  Potential  at  a  Point  Due  to  a  Charged  Surface. — In  Fig.  8 
AB  is  a  surface  with  a  non-imiform  distribution  of  charge  over  it; 
if  dg  is  a  small  element  of  charge  at  a  distance  r  cm.  from  the 
point  P,  the  potential  at  P  due  to  the  charge  dq  is 

r 
and  the  potential  due  to  the  total  charge  on  the  surface  is 

(11) 


-/^ 
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18.  Equipotential  Surfaces. — Surfaces  of  which  all  points  are 
at  the  same  potential  are  called  equipotential  surfaces. 

In  Fig.  9,  A  is  an  isolated  sphere  of  radius  R,  charged  with 
Q  units  of  electricity.  Any  spherical  surface  drawn  about  the 
center  of  A  is  an  equipotential  surface.    The  potential  of  surface 

Q  Q  Q 

(1)  is  — ,  that  of  (2)  is  —  and  that  of  the  sphere  A  is  b^* 
Ti  r%  K 

The  difference  of  potential  between  surfaces  (1)  and  (2)  is 

and  is  the  work  that  must  be  done  in  taking  a  unit  charge 

from  any  point  on  (2)  to  any  point  on  (1).  It  makes  no  differ- 
ence what  path  the  charge  follows,  beccKise  its  path  can  always 
be  resolved  into  two  displacements,  one 
along  the  equipotential  surface  and  the 
other  normal  to  it;  no  work  is  done  in 
moving  along  the  equipotential  surface, 
since  there  is  no  opposing  force  and  there- 
fore all  the  work  is  done  in  the  displace- 
ment along  the  normal. 

The  electrostatic  force  on  an  equipoten- 
tial surface  is  normal  to  the  surface,  there-       ^    ^    ^    .    .    ..  , 

.  ,.  J?     .    J      ^.  11  ^o-  ®- — Equipotential 

fore    lines    of   mduction   pass  normally  surfacea. 

through  equipotential  surfaces. 

Electric  conductors  not  carrying  current  are  equipotential  siu*- 
faces,  since  if  differences  of  potential  did  exist  electricity  would 
flow  from  the  points  of  high  potential  until  the  potential  became 
uniform  throughout  the  conductor. 

19.  Potential  Gradient — The  potential  gradient  at  a  point  is 
the  space  rate  of  change  of  potential  at  the  point  measured  in 
the  direction  of  the  electrostatic  force. 

The  difference  of  potential  between  two  points  is 


-X 


if  dr,  (12) 


where  7  is  the  electrostatic  force  at  any  point  and  D  is  the  dis- 
tance between  the  points.    The  potential  gradient  at  any  point  is 

a-|=^  (13) 

and  is  equal  to  the  electrostatic  force  at  the  point. 

In  practical  imits  the  potential  gradient  is  expressed  in  volts 
per  centimeter  or  kilovolts  per  centimeter. 
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20.  Potential  and  Potential  Gradient  Near  a  Charged  Sphere. 

—  Determine  the  potential  and  potential  gradient  in  the  field 
surrounding  an  isolated  sphere  of  radius  R  charged  with  Q  imits 
of  electricity  (Fig.  10). 

The  charge  Q  is  imiformly  distributed  over  the  surface  of  the 
sphere  and  may  be  considered  as  an  equal  charge  Q  concentrated 
at  the  center  (see  Art.  14). 

The  potential  at  a  point  P,  distant  r  cm.  from  the  center  of 
the  sphere  is 

.  =  «. 

r 
The  potential  gradient  at  P  is 

de  Q 


^      dr  r*' 

and  is  equal  to  the  electrostatic  force  at  the  point. 


(14) 


Curve  L   tf —-St- 

r 


Fio.  10. — Potential  and  potential  gradient  near  a  charged  sphere. 

Curve  1,  Fig.  10,  shows  the  variation  of  potential  with  distance 
measured  from  the  center  of  the  sphere.  The  equation  of  this 
curve  is 

,     Q 

r 

Q 

Across  the  sphere  the  potential  is  constant  and  is  equal  to  p » 
but  near  the  surface  it  falls  off  very  rapidly. 

The  potential  gradient  at  any  point  is  represented  by  the  slope 
of  the  tangent  to  the  potential  curve  at  that  point;  its  values  are 
plotted  in  curve  2.    The  equation  of  this  curve  is 

^      dr  r^ 
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21.  Potential  and  Potential  Gradient  between  Two  Charged 
Spheres. — Determine  the  potential  and  the  potential  gradient  at 
any  i>oint  between  two  spheres  A  and  B  (Fig.  11)  of  radius  R  cm. 
if  the  distance  between  their  centers  is  D  cm.  and  they  have 
charges  of  Q  and  —Q  respectively.  This  last  condition  means 
that  all  the  lines  of  dielectric  flux  which  leave  the  sphere  A  fall  on 
the  sphere  B. 


Fio.  11. — Potential  and  potential  gradient  between  two  charged  spheres. 


At  a  point  P  on  the  line  joining  the  centers  of  the  two  spheres 
and  at  a  distance  of  r  cm.  from  the  center  of  A  the  potential  due 

Q 

to  the  charge  Q  on  A  is  — ,  and  that  due  to  the  charge  —  Q  on  B 
;  the  actual  potential  at  P  is,  therefore, 


IS 


D  -  r^ 


Q  •       Q 
*       r       D-r 


Midway  between  the  spheres  the  potential  is 

Q  Q 


D/2 
At  the  surface  of  A  it  is 


Q_ 

R 


D-D/2 


Q 


=  0. 


(15) 


(16) 


D-B 

The  potentials  at  all  points  between  A  and  B  are  plotted  in  curve 
1  (Rg.  11). 
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The  potential  gradient  at  P  is 

_  ^  =  _  ^  _       Q       =  _  /Q    .        Q      \      ^7^ 
dr  r«       (i)-r)«  \r«  "^  (D  -  r)V       ^^ 

Midway  between  the  spheres  the  potential  gradient  is 

_  /     Q     J.      Q     \  _  _  8Q  ns^ 

\(D/2)*  "^  (Z)/2)V  "       Z)»  ^°' 

which  is  its  minimum  value  and  at  the  surface  of  either  sphere  it 
is 

Q+      Q     ,  (19) 

its  maximum  value. 

The  potential  gradient  is  plotted  in  curve  2,  Fig.  11. 

It  has  been  assumed  that  the  charges  on  the  spheres  are  uni- 
formly distributed,  this  is  not  correct  as  may  be  seen  by  an  inspec- 
tion of  the  field  between  two  point  charges  in  Fig.  2.  The 
flux  and  the  charges  are  concentrated  on  the  sides  of  the  spheres 
which  are  facing  one  another  and  the  centers  of  the  charges  are 
drawn  together  through  a  very  short  distance.  Where  the  dis- 
tance between  the  spheres  is  large  compared  to  the  radius,  the 
error  is  small. 

22.  Capacity. — Conductors  of  different  sizes  and  shapes  have 
different  capacities  for  storing  electricity.  If  two  conductors  of 
different  capacities  are  charged  with  equal  quantities  of  electric- 
ity, they  will  be  raised  to  different  potentials,  the  one  of  small 
capacity  will  be  raised  to  a  high  potential  and  the  one  of  large 
capacity  to  a  low  potential. 

The  potential  to  which  a  body  is  raised  varies  directly  as  the 
quantity  of  electricity  stored  in  it  and  inversely  as  its  capacity 
and  may  be  expressed  by  the  formula 

E  =  ^'  (20) 

where    Q  is  the  quantity  of  electricity,  or  charge, 
C  is  the  capacity  of  the  body, 
E  is  the  potential. 

The  capacity  therefore  is 

C  =  |.  (21) 

and  is  equal  to  the  charge  divided  by  the  potential,  or  it  is  equal 
to  the  charge  per  unit  potential. 
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A  body  has  unit  capacity  (electrostatic)  when  one  unit  of  elec- 
tricity is  required  to  raise  its  potential  by  unity. 

A  sphere  with  a  radius  of  1  cm.  has  unit  capacity,  because 
if  a  charge  of  one  unit  be  given  to  it  it  will  act  as  though  it 
were  concentrated  at  the  center  and  will  produce  at  the  surface 
unit  potential.  The  capacity  of  a  sphere  of  radius  R  cm.  is  R 
electrostatic  units. 

23.  Farad. — ^The  practical  imit  of  capacity  is  the  farad.  A 
conductor  has  a  capacity  of  one  farad  when  one  coulomb  of  elec- 
tricity is  required  to  raise  its  potential  by  one  volt. 

1  coulomb      3  X  10« 


1  farad  = 


1  volt  J^oo 

9  X  10^1  electrostatic  units.      (22) 


The  farad  is  a  very  large  unit  and  capacities  are  usually 
expressed  in  microfarads  or  millionths  of  a  farad. 

24.  Dielectric  Permeance. — The  foregoing  explanation  of 
capacity  is  apt  to  be  misleading.  A  conductor  has  capacity  only 
with  respect  to  surrounding  objects, 
since  the  electrostatic  energy  is  not 
stored  on  or  in  the  conductor  itself 
but  in  the  field  between  the  conductor 
and  surroimding  conductors. 

In  Fig.  12,  A  is  a  conductor  placed 
niear   a   large   conducting   plane   B.  ~B^ 

Assume   a   potential   difference   E  to        Fig.  12.-Permeance  of  the 
*^  1     T^        1  n    Pa^li  between  a  conductor  and 

exist    between    A    and   S,   then   E   a  plane. 
measiu*es  the  work  in  ergs  that  must 

be  done  in  carrying  a  unit  charge  from  £  to  A  against  the  elec- 
trostatic forces  in  the  field.  These  forces  produce  a  dielectric 
flux  passing  from  A  to  B. 

The  total  dielectric  flux  ^  is  proportional  to  the  difference  of 
potential  E  and  to  the  permeance  of  the  path  (P. 

The  permeance  (P  is  directly  proportional  to  the  cross-sectional 
area  of  the  path  and  to  its  dielectric  constant  and  is  inversely 
proportional  to  the  length  of  the  path.  It  is  usually  difficult  to 
calculate  the  permeance  directly,  since  the  section  of  the  path 
varies  throughout  its  length.    In  such  cases  the  dielectric  flux 

^  or  the  electric  charge  Q  =  j-  ia  assumed  and  the  potential  dif- 
ference E  calculated  as  in  the  preceding  examples. 
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A 


The  permeance  is  then 


(P  =  ^  = 


rl^  _4wQ  _ 


E        E 


=  4t(7, 


(23) 


and  is  equal  to  the  capacity  of  the  system  consisting  of  the  two 
conductors  and  the  dielectric  between  them  multipHed  by  4t. 

25.  Condenser. — ^An  electrical  condenser  is  an  arrangement  of 
conductors  which  is  capable  of  storing  a  large  quantity  of  elec- 
tricity, or  which  has  a  large  capacity.  It  is  one  in  which  a  large 
flux  is  produced  when  a  given  potential  difference  is  apphed  to 
its  terminals. 

The  capacity  of  a  condenser  is  measured  by  the  amount  of 
charge  necessary  to  raise  its  potential  by  unity,  and  is  therefore 
equal  to  the  positive  charge  on  it  at  any  time  divided  by  the 
potential  difference  between  its  terminals;  this  relation  is  ex- 
pressed by  the  equation 

Q 


(7  = 


E 


26.  Parallel  Plate  Condenser. — ^Determine  the  capacity  of  a 
condenser  formed  of  two  parallel  plates  each  having  an  area  of 


(O 

Parallel  plate  condensers. 


A  sq.  cm.  separated  by  t  cm.  of  material  of  dielectric  constant  h 
Fig.  13(a). 

If  a  difference  of  potential  E  is  applied  between  the  terminals 
a  dielectric  flux  ^  is  produced  passing  from  the  plate  of  high 

4^ 


potential  to  the  plate  of  low  potential;  a  positive  charge  Q  = 


therefore  appears  on  one  plate  and  a  negative  charge —Q  —  ""T" 

Q 

on  the  other;  the  density  of  the  charge  on  the  plates  is  9  »  j 
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units  per  square  centimeter,  and  the  dielectric  flux  density  be- 
tween the  plates  is  SD  =  Arq  ^'-r'  =  'l  ^^  per  square  centi- 
meter. The  thickness  of  the  dielectric  is  assumed  to  be  so  small 
that  the  lines  of  flux  travel  directly  across  from  one  plate  to  the 
other. 

The  intensity  of  the  electrostatic  force  i^ 

^      K       Ak  ^^^^ 

The  difference  of  potential  between  the  plates  is  the  work 
done  in  carrying  a  unit  charge  from  one  plate  to  the  other  against 
the  force  3^;  it  is  therefore 

since  7  is  constant;  and  the  capacity  of  the  condenser  is 


^       E 


—        electrostatic  units.  (25) 


Ak 

The  capacity  therefore  varies  directly  with  the  area  of  the 
plates  and  with  the  dielectric  constant  of  the  material  separating 
them,  and  inversely  as  the  distance  between  them. 

When  the  plates  are  separated  by  air  the  capacity  is 

C  =  ^^.  (26) 

In  order  to  increase  the  capacity  of  such  a  condenser  a  large 
number  of  plates  are  used  joined  in  multiple  and  separated  by 
very  thin  sheets  of  dielectric  as  shown  in  Fig.  13b. 

27.  Capacity  of  Concentric  Cylinders. — Determine  the  capac* 
ity  of  a  condenser  formed  of  two  concentric  cylinders,  Fig.  14, 
of  radii  Ri  and  R2  cm. 

If  a  charge  of  q  units  per  centimeter  length  is  given  to  the 
inner  cylinder,  lines  of  dielectric  flux  pass  out  radially  and  pro- 
duce, at  a  distance  r  cm.  from  the  axis  of  the  cylinder,  a  flux 
density 

5)  =  zr-^  =  —  lines  per  square  centimeter. 
ZnT       r 
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If  the  dielectric  constant  of  the  material  is  k,  the  electrostatic 
force  at  the  point  is 

^  =  lfc=F**ynes, 
and  the  diflFerence  of  potential  between  the  two  cylinders  is 

The  capacity  per  centimeter  length  of  the  condenser  is 

^  =  ^  *=  o D~  — 5"  electrostatic  units.      (28) 

This  is  the  case  of  a  single-conductor  cable  with  a  lead  sheath, 
and  the  capacity  is  usually  expressed  in  farads  per  mile;  it  is 

^  fe  2.54  X  12  X  5,280 

-  ,      iJ,  ^  9  X  10" 

k  2.54  X  12  X  5,280 


2  X  2.303  logi.  !-•  ^  ^  ^^" 

k 
«  3.82  X s-  X  10-«  farads  per  mile.  (29) 

logio  ^ 

28.  Potential  and  Potential  Gradient  between  Concentric 
Cylinders. — Assume  that  the  potential  of  the  inner  cylinder  in 
Fig.  14  is  E  and  that  of  the  outer  one  is  zero. 

The  charge  per  centimeter  length  is 

kE 
q  ^  CE  -  —    -^-  by  equation  (28). 

The  potential  at  radius  r  is 

•'  J'   '°«Ki 

llogr]     =£ ^.  (30) 


log  p  log  p- 
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The  potential  gradient  at  radius  r  is 


'  kr  ' 


AtJ  »1) 


it  has  its  maximum  value  at  the  surface  of  the  inner  cylinder. 

(32) 

Curve  1,  Fig.  14,  shows  the  variation  of  the  gradient  from  one 
conductor  to  the  other. 

The  area  under  the  curve  represents  the  difference  of  potential, 
E,  between  the  conductors. 


Fio.  14. — Conosntria  eyliodera. 

The  ends  of  the  outer  cylinder  are  shown  turned  out  at  a 
radiuB  not  less  than  the  distance  between  the  conductors.  This 
prevents  concentration  of  flux  at  the  ends  which  might  cause  a 
breakdown  if  the  difference  of  potential  were  very  great. 

29.  Capaci^  of  Parallel  Conductors. — Determine  the  capacity 
of  two  parallel  cylindrical  conductors  A  and  B,  Fig.  15(6)  of 
radius  R  cm,  suspended  in  air  at  a  distance  of  D  cm.  between 
centers. 

When  a  difference  of  potential  E  is  applied  between  them  a 
dielectric  flux  ^l/  passes  across  from  A  to  S  and  a  positive  charge 

J, 
Q  =  ~Ti  appears  on  A  and  an  equal  negative  charge  —  Q  =  — 


onB. 


If  9  is  the  charge  per  centimeter  length  on  A,  the  electrostatic 
force  at  any  point  Q,  on  the  hne  joining  the  centers,  distant  r  cm. 
from  A  and  D  —  r  cm.  from  B  is  the  resultant  of  the  forces  exerted 
by  the  charges  on  A  and  B  acting  independently. 
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From  each  centimeter  length  of  A,  A^q  lines  of  dielectric  6ux 
extend  out  normally  and  produce  at  the  point  Q  a  flux  density 

D^  =■  ^-^  =  —  lines  per  square  centimeter. 

The  electrostatic  force  at  the  point  Q  is 


5^  =  »-  = 


;  dynes 


and  acts  from  AUi  B. 


Fio.  15, — Electrostatio  field  betwee 


3ar&]lel  cylbdrical  conductor*. 


The  charge  ~q  on  B  produces  at  Q  a  force 

*'       i)  - 
in  the  same  direction  as  7^. 
The  resultant  force  at  Q  is 

■  2g  I      2g 
■"        "^D-r 


, +  ff» 


-  dynes 


dynes. 


The  work  done  in  moving  a  unit  positive  charge  from  fi  to  A  is 
equal  to  the  difference  of  potential  between  the  two  conductors; 
it  is 


nU  -  It 


'  log  r  - 


-2}[log^ 


log(D 
•  R 


log  7 


.  45log- 


■  (34) 
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The  capacity  of  the  two  conductors  per  centimeter  length  is 

C  =  ^  = =fZ 5  = p^ 5  electrostatic  units.   (35) 

4g  log  — ^—       4  log  — ^— 

The  capacity  per  mile  of  a  line  consisting  of  two  conductors  is 

2.54  X  12  X  6,280 


C  = 


4  X  2.303  logio  ^-g^  X  9  XlO" 

19.4  X  10-*  .      ,  ,«^. 

yT 5-  farads.  (36) 

1         U  —  it 
logio 


R 


It  is  sometimes  useful  to  separate  the  capacity  of  the  line  into 
the  capacities  of  the  two  conductors  forming  it.  The  potential 
of  the  point  0  midway  between  the  conductors  is  zero  and  the 
potential  of  conductor  A  is 

Ea^2^^  ^^^  ~W 

and,  therefore,  the  capacity  of  A  per  centimeter  length  between 
the  conductor  and  the  neutral  or  point  of  zqto  potential  i^ 

Ca  —  -^  — ^Tx 5  = f\ 5  electrostatic  units  (37) 

JC/A        oi       JJ  —  K        rti       U  —  It 

^  ^^      R  ^^  — R~~ 

and  the  capacity  of  each  conductor  in  farads  per  mile  is 

^  _  38.8  X  ia->  •   . 

logio  — ^ — 

30.  Potential  and  Potential  Gradient  between  Parallel  Con- 
ductors.— ^The  potential  at  the  point  Q,  Fig.  15(b),  is  the  work 
done  in  moving  a  unit  positive  charge  from  the  neutral  point  0  to 
the  point  Q;  it  is 


=  2g[logr-log(D-r)];'^' 


o    1      ^-r 
a»  2q  log  — - — 
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^"*  q  =  CE 5 5  from  equation  (35), 

41og-^ 

and,  therefore, 

*  =  2X— -^^Xlog-^.^—^^    (39) 

^^      R  ^^      R 

This  equation  is  plotted  in  curve  1,  Fig.  16(a). 

The  potential  of  conductor  A  is  —  and  that  of  B  is  —  —  • 

^  z 

The  potential  gradient^  at  any  point  Q,  which  is  equal  to  the 
intensity  of  the  electrostatic  field  at  the  point,  is  given  by  the 
equation 

de_2<z      _2g___       f       D        1 

=   --W^iv^)]  (^0) 

21og-^- 
or  expressed  in  terms  of  the  potential  of  the  conductor  A  it  is 

For  small  values  of  r  and  R  this  may  be  written 

g  =  ^^-  (42) 

r  log^ 

If  £?  and  Ea  are  expressed  in  volts  the  potential  gradient  g  is 
expressed  in  volts  per  centimeter. 

Equation  40  is  plotted  in  curve  2,  Fig.  16(a). 

If  £  is  taken  as  200,000  volts,  D  as  200  cm.  and  i2  as  1  cm., 
the  maximum  gradient,  which  occurs  at  the  surface  of  the  con- 
ductor is 

^"^-  ^  ,      D^-fi  1B(D-B)j  ^^^ 

100,000/200]       .^^^n       IX  X-      X         J  *u 

=  1 — 1QQ  I  ?QQ  I  =  19,000  volts  per  centuneter  and  the 
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minimum  gradient,  which  occurs  at  the  point  midway  between  the 
conductors,  is 

„       _       E^  \     D      \   _         AE^ i^. 

=  i — 77^  X  ^7^  —  3,800  volts  per  centimeter, 
log  199       50 

If  the  two  conductors  had  been  suspended  in  a  medium  of 
dielectric  constant  k  and  the  same  difference  of  potential  applied 
between  them  the  capacity  and  the  charge  per  centimeter  would 
have  been  increased  in  the  ratio  A;  but  the  potential  and  potential 
gradient  would  remain  as  before. 

31.  Dielectric  Field  and  Equipotential  Surfaces  between  Par- 
allel Conductors. — ^The  field  between  two  parallel  conductors  is 
shown  in  Fig.  15  (d)*  It  is  obtained  by  superposing  the  fields  due 
to  the  conductors  A  and  B  separately.    At  the  point  P  in  Fig. 

16(6)  the  two  forces  acting  are  /i  =  -^  due  to  the  charge  on  A 

2q 
and  /»  =  -^  due  to  the  charge  on  B,    These  two  forces  may  be 

combined  vectorially  to  give  the  resultant  force  ?p,  which  is 
tangent  to  the  line  of  force  passing  through  P.  The  lines  of 
force  are  excentric  circles  cutting  the  conductors  normally  and 
passing  through  points  slightly  displaced  from  their  centers. 

A  number  of  equipotential  surfaces  are  also  shown  in  Fig. 
15  (d);  they  are  excentric  cylinders  surrounding  the  conductors 
with  their  centers  on  the  line  joining  the  conductor  centers. 

The  equations  of  these  surfaces  may  be  found  as  follows: 

In  Fig.  15(c)  the  point  P  has  coordinates  r\  and  r%  referred  to 
the  centers  of  the  two  conductors,  and  coordinates  x  and  y  re- 
ferred to  the  rectangular  axes.  It  is  required  to  determine  the 
equation  of  th^  equipotential  surface  passing  through  P. 

The  potential  at  P  is 

L       ^1  ^«  J  n 

=  2C£;iogp  (45) 
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and  t     Ti         e 

log-  = 


ri      2CE 
or 

r         -^ 

—  =  €  2^^  =  fc  =  a  constant  for  the  surface. 

ri 

Expressing  ri  and  ri  in  terms  of  x  and  y, 

r2  =  fcri  or  rj*  =  fcVi* 
(Z)  -  x)«  +  y*  =  A:»  (x*  +  y«) 

or,  simplifying, 

(Jk«  -  1)  X*  +  2Z)x  +  (k*  -  1)  y»  =  2)» 
,  ,      2D         .     ,  Z)» 

*   ■^fc«-l^"*"(fc«-l)«"*"^       fc«- 1  "^  (Jfc«-1)«"  (Jk«-1)« 

('+0^)"+»--(*-^)*     («» 

This  is  the  equation  of  a  circle  with  its  center  at  the  point 

(-  jfeTZTii  o)  and  of  radius  {j^rzry  *  (^7) 

Thus  the  equipotential  surfaces  are  cylinders  (the  traces  in  the 
xy  plane  are  circles)  and  may  be  determined  by  assuming  any 


potential  e  and  substituting  the  value  k  ^  c^^' in  the  equations 
above. 

32.  Capacity  of  a  Single  Wire  to  Earth. — Determine  the  capac- 
ity of  a  single  wire  of  radius  R  cm.,  suspended  at  a  height  H  cm. 
above  the  earth.  If  the  wire  is  raised  to  a  potential  E  above 
the  earth  potential,  lines  of  dielectric  flux  will  pass  from  the  wire 
to  earth  as  shown  in  Fig.  16.    If  ^  is  the  flux  from  each  centi- 

meter  length  of  A,  then  g  =s  ^  is  the  charge  on  each  centimeter 

of  il,  and  a  corresponding  negative  charge  —  g  appears  on  the 
earth,  but  it  is  not  evenly  distributed  being  most  concentrated 
directly  beneath  the  wire. 

The  flux  passing  from  the  wire  A  to  the  earth  would  be  im- 
changed  if  the  charge  on  the  earth  wer^  collected  on  a  second 
wire  B  placed  at  a  distance  H  cm.  below  the  earth.  Its  potential 
would  be  —  £. 
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The  difference  of  potential  between  A  and  B  iB2E  and  from 
equation  (34) 

2B  =  iq  log  ^^^^- 

thua  the  capacity  of  the  single  wire  with  respect  to  the  earth  per 
centimeter  length  is 

^  =  I  =  TT^H^R  '  ,,      Ih-R  «-  ^^^'      ^*«^ 
2g  log     -^ —       2  log ^ — 

and  the  capacity  in  farads  per  mile  is 

„       38.8  X  10-» 


(49) 


R 


33.  Capacity  of  a  Sphere  to  Earth. — In  Fig.  17,  A  is  a  sphere 
of  radius  R  cm.  at  a  height  H  cm.  above  the  earth.  If  A  is 
riused  to  a  potential  E  above  earth  potential,  a  dielectric  flux 
^  is  produced  passing  from  the  sphere  to  the  earth  as  shown 

J/ 
and  a  positive  charge  Q  =  ji  appears  on  A  and  an  equal  negative 

charge  on  the  earth. 

Without  changiDg  the  distribution  of  flux  in  any  way  the  nega- 
tive charge  on  the  earth  may  be  assumed  to  be  collected  on  a 
sphere  5  similar  to  A  but  placed  at  a  distance  H  cm.  below  the 
surface.  The  distribution  of  potential  between  two  such  spheres 
was  worked  out  in  Art.  21.  The  potential  midway  between 
them  is  zero,  the  potential  at  the  surface  of  A  is 

^  -  I  -  2H^-R  ^^  «q"''"'*°  (16), 
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and  therefore  the  capacity  of  the  sphere  is 

Q  1 


^  "E-Q 


Q 


electrostatic  units.  (50) 


R       2H  —  22      22      2«    —  22 
When  H  is  very  large  compared  to  22  the  capacity  is 


C  = 


1 


1/22 


=  22  as  in  Art.  22. 


34.  Condensers  in  Multiple. — If  a  number  of  condensers  of 
capacities  Ci,  C^  and  Ci  are  connected  in  multiple,  as  shown  in 
Fig.  18,  and  a  difference  of  potential  E  is  applied  to  the  terminals, 
each  condenser  receives  a  charge  proportional  to  its  capacity, 

Q2  =  CiEf 
Qz  =  C^E, 

and  the  total  charge  on  the  system  is 

e  =  Oi  +  Qi  +  Os  =  i?  (Ci  +  (72  +  Cz). 


^1^ 


W 


0 


♦  E 


Ci 
El 


-Q    *Q 


C, 

E, 


-Q 


^if^ 


Fia.  18. — Capacities  in  multiple. 


Fia.  19. — Capacities  in  series. 


The  capacity  of  the  system  is 


C^  -p  =  Ci  +  C2  +  Cs, 


(51) 


and  therefore  the  capacity  of  a  number  of  condensers  connected 
in  multiple  is  equal  to  the  sum  of  their  separate  capacities. 

35.  Condensers  in  Series. — When  a  number  of  condensers  of 
capacities  Ci,  C2  and  Cz  are  connected  in  series,  as  in  Fig.  19,  and 
a  difference  of  potential  E  is  applied  to  the  terminals  of  the  sys- 
tem, a  charge  Q  appears  on  each  condenser  and  the  potential  E 
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divides  up  among  the  condensers  in  inverse  proportion  to  their 
capacities. 
The  drop  of  potential  across  condenser  (1)  is 


that  across  (2)  is 

and  that  across  (3)  is 

F    -^' 

but 

E 

^  El  -i-  Et  -jr  Es 

_Q  ^Q  ^Q 

Ci      Ct      Cz 

-^{k+k^^)' 


and,  therefore,  the  capacity  of  the  system  consisting  of  three  con- 
densers in  series  is 

C  =  |=^-^.  (62) 

Ci      C%      Cz 

When  two  equal  condensers  of  capacity  C  are  connected  in 
series,  their  combined  capacity  is 

Ci  =  J Y  =  2 '  ^^^ 

C^C 
and  is  equal  to  one-half  of  the  capacity  of  either  condenser  alone. 
38.  Energy  Stored  in  a  Condenser. — When  a  condenser  is 
being  charged,  work  is  done  in  rais- 
ing the  charge  through  the  difference 
of  potential  between  the  terminals, 
and  this  amount  of  energy  is  stored 
in  the  electrostatic  field  of  the  con- 

,  FiQ.  20. 

denser. 

In  Fig.  20,  PN  is  a  condenser  of  capacity  C  formed  of  two 
parallel  plates  separated  by  t  cm.  of  a  dielectric  of  constant  k. 
When  a  potential  difference  e  is  produced  between  the  plates  by 
the  generator  G,  electricity  flows  from  jV  to  P  tmtil  the  charge 
onP  is 

q  =  Ce] 
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if  the  potential  e  is  increased  by  de  the  charge  q  is  increased  by 
dq  ^  C  de  and  the  work  done  in  raising  the  charge  dq  through 
the  difference  of  potential  e  is 

dw  ==  €  dq  ^  Ce  de. 

The  total  work  done  in  charging  the  condenser  with  a  quantity 
of  electricity  Q,  or  to  a  difference  of  potential  E,  is 

W  =-  Idw  I    Cede 


=  C  2  ergs.  (54) 

Thus  the  work  done  in  charging  a  condenser,  or  the  energy 
stored  in  the  electrostatic  field  of  the  condenser,  is  equal  to  one- 
half  of  the  capacity  multiplied  by  the  square  of  the  difference  of 
potential  between  the  terminals. 

Equation  (54)  may  be  expressed  in  two  other  forms  by  substi- 

W  =  \qE,  (65) 

W~\%-  (56) 

If  the  area  of  the  plate  P  is  ii  sq.  cm.,  then  the  dielectric  flux 
density  between  the  plates  is 

D  =  —j=-  lines  per  square  centimeter, 

and  the  electrostatic  force  is 

SF  =  X  dynes. 

The  potential  difference  between  the  plates  is 

E  =  m  =  '^, 

k 
and  the  capacity  of  the  condenser  by  equation  (25)  is 
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Substituting  these  values  for  E  and  C  in  equation  (54)  gives 
a  fourth  expression  for  the  energy  stored  in  the  field,  namely 

=  A«  X  g^  ergs.  (57) 

Since  the  volume  of  the  field  is  At  c.c.  and  the  flux  density  is  uni- 
form, the  energy  stored  per  cubic  centimeter  of  the  field  is 

^  =  g^  ergs,  (58) 

or 

K7  =  -g-  ergs.  (59) 

Thus,  the  energy  stored  per  cubic  centimeter  in  an  electro- 
static field  is  equal  to  the  square  of  the  dielectric  flux  density 

multiplied  by  q-t,  or  is  equal  to  the  square  of  the  intensity  of 

k 
the  electrostatic  force  multipUed  by  q-* 

From  equation  (54)  a  very  useful  definition  of  capacity  may  be 
obtained, 

C  =  ^.  (60) 

or  the  capacity  of  a  condenser  is  equal  to  twice  the  energy  stored 
in  its  field  divided  by  the  square  of  the  difference  of  potential 
across  its  terminals,  or  the  capacity  is  equal  to  twice  the  energy 
stored  when  the  difference  of  potential  is  imity. 

37.  Stresses  in  an  Electrostatic  Field. — The  energy  stored  in 
an  electrostatic  field  is 

TT  =  Cy  ergs; 
and  the  energy  stored  per  cubic  centimeter  is 

These  two  equations  represent  the  potential  energy  of  the  field. 
Stresses  exist  throughout  the  field  tending  to  reduce  the  potential 
energy  to  a  minimum;  first,  there  is  a  tension  along  the  lines  of 
induction  tending  to  shorten  them  and  to  draw  the  bounding 
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surfaces  of  the  field  together  and  so  reduce  the  volume  to  zero; 
second,  there  is  a  pressure  at  right  angles  to  the  lines  tending 
^^^1^^^^^^^        to  spread  them  apart  and  so  reduce  the 

density  in  the  field.    Since  the  system  is  in 
"     equilibrium  these  two  stresses  are  of  equal 

. ..:::^>    magnitude. 

To  obtain  an  expression  for  the  stress  per 
-.  '^  2  square  centimeter  on  the  bounding  surfaces, 

consider    the    parallel   plate    condenser   in 
Fig.  21.    The  energy  stored  in  the  field  is  by  equation  (57) 


1 


W  =  AtX^  ergs. 

If  a  force  of  P  dynes  is  applied  to  one  of  the  plates  and  the  dis- 
tance between  the  plates  is  increased  by  amount  dt^  the  work 
done  iaPdt  ergs.  The  charges  on  the  plates  are  assumed  to  re- 
main constant  and  therefore  the  flux  density  remains  constant, 

but  the  volume  of  the  field  is  increased  by  the  amoimt  A  dt  c.c, 

3D* 
and  the  energy  stored  in  it  is  increased  hy  A  dt  X  ^-r,  but  the 

increase  in  the  stored  energy  is  equal  to  the  work  done  by  the 
force  P  and,  therefore,   • 

Pdt^AdtX^ 
and 

P  =  A  X  ^  dynes.  (61) 

This  is  the  pull  exerted  by  the  field  on  each  plate  of  the  condenser 
tending  to  draw  them  together. 
The  pull  per  square  centimeter  is 

thus,  the  pull  per  square  centimeter  on  any  charged  surface  is 
equal  to  the  square  of  the  induction  density  at  the  point  divided 
byftri. 

This  is  the  value  of  the  tension  along  the  lines  of  force  tending 
to  shorten  them,  and  also  the  value  of  the  pressure  at  right  angles 
to  the  lines  tending  to  spread  them  apart. 

38.  Force  Exerted  on  a  Dielectric  by  an  Electrostatic  Field* 
— ^Fig.  22  shows  two  metallic  plates  of  area  A  sq.  cm.  separated 
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by  a  dielectric  of  constant  k  and  thickness  t  cm.  Determine 
the  pull  required  to  remove  the  dielectric  from  the  condenser 
against  the  opposing  force  due  to  the  field. 

(a)  Assume,  first,  that  the  condenser  has  a  charge  Q  and  is  not 
connected  to  any  source  of  potential. 

The  energy  stored  in  the  condenser  is 

^^      2Ci      2Ak        Ak  ' 

when  the  dielectric  is  removed  the  stored  energy  is 

'^^      2C2       2J^         A 

where  Ci  is  the  capacity  before  and  Ci  is  the  capacity  after  the 
dielectric  is  removed. 


i 


Dl«l«etrle 
Ooactaal  k 


FlO.  22. 


(6) 


4-^P 


^ 


The  change  of  stored  energy  is 

m^  - 1) 


TTa  -  TTi  = 


and  this  is  equal  to  the  average  pull  P  multiplied  by  thp  distance 
through  which  it  is  exerted  =  Pd. 
Therefore,  the  average  pull  is 


P    = 


but  Q  =  CiEi  = 


AkEi 
4itt 


,  where  Ei  is  the  initial  difference  of 


potential  between  the  plates;  and,  therefore, 


P  = 


2t<  A%^Ei^ 
Ad    l&wH 


n^  -I)-'- 


Ak  {k  -  1)  Ei^ 


»irtd 


dynes.       (W) 


The  final  potential  difference  between  the  plates  is 

E2  ^  TT  ~  kE\, 
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(b)  Assume,  second  that  the  difference  of  potential  Ei  is 

maintained  constant  by  a  generator,  Fig.  22(6),  and  fuid  the 

pull  required  to  remove  the  dielectric. 

Initial  stored  energy  is 

_      El*  _Ak  Ei\ 

the  final  stored  energy  is 

The  loss  of  stored  energy  is  / 

TTi  -  TTj  =  ^  (A;  -  1). 

This  amount  of  energy  is  given  back  to  the  generator  supply- 
ing the  charge  and  as  before  the  average  pull  required  is 

The  ratio  of  the  pulls  required  in  the  two  cases  (a)  and  (b)  is 

Ak  (fc  -  1)  Ei^ 

Pi  "  A(k  -  1)^1^ 

39.  Effects  of  Introducing  Dielectrics  of  Various  Specific  In- 
ductive Capacities  into  a  Uniform  Field. — 1.  Fig.  23  shows  a 
parallel  plate  condenser  with  air  as  dielectric. 

t  »  distance  between  plates  in  centimeters. 
A  ~  area  of  each  plate  in  square  centimeters. 
E  =  difference  of  potential  between  plates. 
^  «  dielectric  flux. 

SD  =  -J  =  dielectric  flux  density. 

3r  =  SD  =  electrostatic  force  in  the  field. 

Since  the  force  is  constant  throughout  the  field,  therefore, 

E  =  m 

and  the  electrostatic  force  or  the  stress  in  the  air  is 

E 

If  £  is  expressed  in  volts,  the  potential  gradient  or  the  stress 

may  be  expressed  as 

E 
g  ^  -r  volts  per  centimeter. 
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Assuming  that  E  »  25,000  volts  and  t  —  1  cm.  the  gradient  or 

stress  is  J  =  y  =  — ^j —  =  26,000  volts  per  centimeter.    Air  has 

a  dielectric  strength  of  31,000  volts  per  centimeter  and  it  will 
therefore  i^ot  break  down  in  this  case. 

2.  In  Fig.  24  a  sheet  of  glass  of  thickness  0.3t  and  dielectric 
constant  X;  =  6  is  introduced  into  the  field  as  shown  and  the 
difference  of  potential  is  the  same  as  before. 


■  ■ 


l^« 


Fig.  23. 


Ullinti^VillllE 


Fio.  24. 


FiQ.  25. 


The  dielectric  flux  density  S)  is  constant  throughout  the  field; 
the  electrostatic  force  in  the  air  is 

the  drop  of  potential  across  the  air  portion  of  the  field  is 

El  =  0.7t  X  ^A  =  OJt  X  3); 

the  electrostatic  force  in  the  glass  is 

_  5>  _  © 
^^  -  ifc  ■"  6  ' 

The  drop  of  potential  across  the  glass  is 

Et  =  0.3t  X  5o  =  0.3i  X  ^  =  0.05t  X  ©; 

o 

the  difference  of  potential  between  the  plates  is 

E  =  El  "H  Ei 

=  0.7t  X  SD  +  O.Obt  X  3) 
=  0.75«D, 

and  the  dielectric  flux  density  is 

0.75£       3  t ' 
thus  the  stress  in  the  air  is 

^-  =  ^  =  37' 
and  is  greater  than  it  was  in  the  first  case. 

Again,  assuming  E  »  25,000  volts  and  1=1  cm.,  the  gradient 

4  E      4 
intheairis^«gy  =  gX  26,000  =  33,000  volts  and  the  air 

will  break  down. 


aD  = 
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In  this  case  by  introducing  a  dielectric  of  high  specific  inductive 
capacity  and  much  greater  dielectric  strength  than  the  air,  the 
air  is  made  to  break  down.    It  now  becomes  a  conductor  and 

the  full  stress  of  25,000  volts  comes  on  the  glass.    The  potential 

25  000 
gradient  in  the  glass  becomes  g  —     ^  o     =  83,000  volts  per 

centimeter. 

3.  Fig.  25  shows  the  same  pair  of  plates  with  three  sheets  of 
dielectric  introduced  between  them,  of  thickness  <i,  <i  and  U  and 
dielectric  constants  ki,  k^  and  kz  respectively. 

S)  ==  dielectric  flux,  which  is  constant  throughout  the  field. 
^1  =  y-  =  stress  in  layer  (1), 

^2  =  T.-  =  stress  in  layer  (2), 

3D 
tFs  =  T-  =  stress  in  layer  (3), 

3D 
El  =  ^ih  =  ?r  ^1  ~  ^^P  ^^  potential  across  (1), 

3D 
E2  =  ^2^2  =  T-  <2  =  drop  of  potential  across  (2), 

1C2 

3D 
Ez  =  ^zh  =  ,—  ^8  =  drop  of  potential  across  (3); 

fCz 

the  difference  of  potential  between  the  plates  is  * 

E  =  El  -|-  E2  "I"  Ez 

and  the  dielectric  density  is 

E  ■ 


JJ 

(1 

k. 

+1; 

and  the  total  flux 

is 

V^ 

^ 

^^« 

»A 

E 
^kt 

^(P 

where 

M 

<P  = 

E 

A 

equation 

(23), 

+  ^ 
^A;, 

is  the  permeance  of  the  path  between  the  plates. 
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The  drop  of  potential  across(l)  is 

3Wi  E 


Ei^ 


ki 


ki/ti 
t 


'  /—  J.  —  J-  —\ 
\  \fci  "^  ki^  kj 


(66) 


and  the  potential  gradient  is 

El 


E 


"'  =  77  = 


*  Vfcl         ^2         kzl 


(67) 


The  potential  gradients  in  (2)  and  (3)  may  be  expressed  by 
similar  equations. 

From  the  last  two  examples  it  is  seen  that  a  uniform  field  can 
be  made  non-uniform  by  introducing  dielectrics  of  various  specific 
inductive  capacities,  and  that  the  stresses  in  the  various  dielec- 
trics vary  inversely  as  their  specific  inductive  capacities. 

4.  In  Fig.  26  a  block  of  dielectric  constant  k  is  introduced  into 
the  uniform  field  as  shown. 

The  stress  in  the  air  is 

E 


^A   = 


r 


and  is  the  same  as  before  the  dielectric  was  introduced. 
The  stress  in  the  dielectric  is  also 

E 
but  the  flux  density  in  the  dielectric  is 


Fio.  26. 


FiQ.  27. 


Fio.  28. 


The  permeance  of  the  path  is  increased  and  an  increased  flux 
is  produced  passing  between  the  plates,  but  since  the  increased 
flux  is  all  confined  to  the  dielectric  there  is  no  increase  in  the  stress 
in  the  air. 

5.  In  Fig.  27,  the  same  block  of  dielectric  is  shown  with  a 
groove  cut  in  it.    The  air  in  the  groove  is  very  highly  stressed 

3 
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and  as  the  difference  of  potential  between  the  plates  is  increased, 
this  air  will  be  the  first  to  break  down. 

6.  Fig.  28  is  another  example  of  the  same^ thing.  The  stress  on 
the  air  in  the  pockets  a  and  b  is  high.  As  the  difference  of  poten- 
tial is  increased  this  air  will  break  down  and  become  conducting 
and  there  will  be  a  discharge  over  the  surface  acb  at  a  potential 
difference  much  lower  than  that  required  to  break  over  the  shorter 
surface  d/,  where  the  stress  is  uniform, 

7.  In  Fig.  29,  A  is  a  small  piece  of  material  with  a  high  dielectric 
constant  such  as  a  drop  of  oil.    It  offers  a  local  path  of  high 


Fio.  29. 


Fio.  30. 


FiQ.  31. 


Fia.  82. 


permeability,  and  a  greater  flux  density  is  produced  in  it  than  in 
other  parts  of  the  field,  and  therefore  the  stress  in  the  air  at  its 
surface  will  be  greater  than  the  average  stress  throughout  the 
field. 

8.  In  Fig.  30  the  drop  of  oil  is  replaced  by  a  knob  on  the  con- 
ductor forming  one  boundary  of  the  field.  Since  the  dielectric 
constant  of  the  conducting  knob  is  infinity  the  stress  in  the  air  at 
its  surface  will  be  greater  than  in  the  case  of  the  oil. 

9.  Fig.  31  shows  the  field  at  the  edge  of  the  condenser  in  case 
(1).  In  this  region  the  dielectric  flux  density  is  not  uniform,  and 
just  at  the  edges  of  the  plates  it  is  greater  than  in  the  main  body 
of  the  field.  The  electrostatic  stress  is  also  greater  than  the 
average  value. 

This  condition  may  be  corrected  by  turning  out  the  edges  of 
the  plates  or  electrodes  at  a  radius  not  less  than  the  distance 
between  them  as  shown  in  Fig.  32. 

40.  Effect  of  Introducing  Conductors  into  Electrostatic  Fields. 
— ^An  insulated  conductor  may  be  introduced  into  an  electrostatic 
field  without  changing  the  flux  distribution  if  it  is  placed  entirely 
on  an  equipotential  surface.  Fig.  33(b)  shows  such  a  case. 
The  conductor  takes  the  potential  of  the  surface  on  which  it  lies. 

In  Fig.  33(c)  the  conductor  does  not  he  along  one  of  the  original 
equipotential  surfaces  and  the  distribution  of  flux  is  changed  as 
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flhowD.  The  dbnductor  is  an  equipoteatial  surface  and  the  lines 
of  force  enter  it  normally.  Its  potential  is  fixed  by  the  relative 
capacities  between  it  and  tbe  two  plates  forming  the  boundaries 
of  the  field.  If  it  is  placed  symmetrically  between  the  plates 
its  potential  is  the  mean  of  the  potentials  of  the  plates. 

In  Fig.  15  which  represents  the  field   between  two  parallel 
cylindrical  conductors  an  insulated  conducting  cylinder  may  be 


(o) 


r^E^ 


Tja.  33. 


(') 


placed  on  any  one  of  the  equipotential  surfaces  without  changing 
the  field;  and  if  this  cylinder  is  then  connected  to  a  source  of 
potential  of  the  same  value,  the  original  conductor  may  be  re- 
moved without  changing  the  field  external  to  the  cylinder. 

41.  Graded  Insulatioa  for  Cables. — Pig.  34(a)  shows  a  single- 
conductor  cable  insulated  with  a  dielectric  of  constant  %i  —  6; 


Fig.  34. — OT&ded  inBul&tion  tor  cables. 

the  radius  of  the  conductor  is  iii  =  0.4  cm.  and  the  inside  radius 
of  the  sheath  is  A*  =  2.4  cm.  If  the  sheath  is  grounded  and  the 
conductor  is  raised  to  a  potential  E,  the  potential  at  any  point 
in  the  dielectric  at  a  distance  r  cm.  from  the  center  of  the  con- 
ductor is 

log- 


i(« 


by  equation  (30) 
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and  the  potential  gradient  or  stress  at  the  point  i^ 
J-  jp 

Q  —  T  ^ d"  volts  per  centimeter  by  equation  (31). 

at  1       XV4 

rlog^ 

The  gradient  is  plotted  in  the  figure  and  the  hatched  area  under 
the  curve  represents  the  difference  of  potential  E. 

The  maximum  gradient  or  stress  occurs  at  the  surface  of  the 
conductor  where  r  =  i2i;  it  is 

E 

QmtLX.  = ^  (68) 

iji  log  I; 

If  the  maximum  allowable  stress  is  assumed  to  be  100,000  volts 
per  centimeter,  then  the  maximum  difference  of  potential  at 
which  the  cable  can  be  operated  safely  is 

^=i/max.  Xfiilogiej^-* 

=  100,000  X  0.4  log  ^  =  72,500  volts.  (69) 

In  this  case  the  stress  in  the  outer  layers  of  the  dielectric  is  far 
below  the  maximum  allowable  stress  and  the  material  is  not 
used  to  the  best  advantage. 

The  capacity  of  this  cable  per  centimeter  length,  equation  (28) 

is 

k                   6 
C  = —^  = ^r-z  =  1.585  electrostatic  units. 

Fig.  34(b)  shows  the  same  cable  insulated  with  three  layers  of 
materials  of  dielectric  constants  fci  =  6,  fcj  =  4  and  is  =  2; 
the  outside  radii  of  the  three  layers  are  R2  —  0.6,  Rz  =  1.2  and 
Ri  =  2.4  cm. 

If  g  is  the  charge  per  centimeter  length,  the  dielectric  flux  den- 
sity at  radius  r  is 

3D  =  —  lines  per  square  centimeter 
r 

and  the  electrostatic  force  or  stress  in  the  medium  is 

^  =  Yr  ^^^^^' 
where  A;  has  different  values  in  the  three  dielectrics. 
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In  order  to  make  the  stresses  in  the  various  parts  of  the  insula- 
tion equal  it  would  be  necessary  to  place  next  to  the  conductor 
a  material  of  high  dielectric  constant  ki  and  to  decrease  this  con- 
stant gradually  in  succeeding  layers  in  inverse  proportion  to  the 
distance  from  the  center  of  the  conductor.  This  would  be  a 
very  expensive  process  and  it  is  not  necessary  since  good  results 
can  be  obtained  by  using  three  or  four  layers  of  dielectric. 

The  stress  in  the  outer  layer  is 

and  the  drop  of  potential  across  it  is 
the  stress  in  the  second  layer  is 

'•  -  B-  ™ 

and  the  drop  of  potential  across  it  is 

the  stress  in  the  inner  layer  is 

and  the  drop  of  potential  across  it  is 

The  difference  of  potential  between  the  conductor  and  the 
sheath  is 

E-a  +  a  +  ^.-?Slo.|-:  +  |lo,|  +  |log|.  (76) 
The  capacity  of  the  cable  per  centimeter  length  is 

=  0.85  electro- 


2  /I  lojt  —  +  -  loK  —  +  -  loK  ^-^)        static  units. 
\6  ^  0.4  ^  4  ^  0.6  ^  2  ^  1.2/ 
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The  maximum  stress  or  gradient  in  (1)  is 

JFmax.  =  I  p    =  y-5-  electrostatic  units, 

2CE 
or  Quiax.  —  -t-d"  volts  per  centimeter;  (78) 

KilCi 

the  maximum  gradient  in  (2)  is 

__  2CE  /7o^ 

and  the  maximum  gradient  in  (3)  is 

^m»x.  =  -j^'  (80) 

If  the  three  materials  have  the  same  dielectric  strength,  the 
thickness  should  be  so  chosen  that  the  three  maximum  stresses 
,  are  equal.  The  required  condition  is  that  fcifii  =  fctBj  = 
ksRz.  In  the  present  case  the  three  materials  are  assumed  to 
have  the  same  maximum  allowable  stress  of  100,000  volts  per 
centimeter. 

If  the  allowable  maximiun  stress  in  layer  (2)  had  been  only 
50,000  volts  per  centimeter  or  one-half  of  that  in  (1),  As  should 
have  been  chosen  so  that  kjt^  =  2A;ii2i  and  would  have  been 
1.2  instead  of  0.6.* 

The  maximiun  difference  of  potential  which  can  be  applied  to 
this  cable  can  be  found  by  substituting  niunerical  values  in  any 
one  of  the  equations  for  maximum  gradient. 

From  equation  (78) 

_  2CE 
^'^'-  "■  kiRi 
and  thus 

E  =  i7max.  X  ^  =  100,000  X  ^^^  =  141,000  volts. 

The  gradient  from  conductor  to  sheath  is  shown  by  the  dis- 
continuous curve  in  Fig.  34(6),  and  the  area  under  the  curve 
represents  the  safe  operating  voltage  of  the  cable. 

In  this  case  by  grading  the  insulation  on  the  cable  without 
changing  the  outside  diameter  the  safe  operating  voltage  has 
been  increased  by  95  per  cent,  and  at  the  same  time  the  capacity 
has  been  decreased  about  45  per  cent. 
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42.  Air  Fflms  in  Generator  Slot  Insulation. — ^Fig.  35  shows  a 
section  of  one  slot  of  a  three-phase,  ll;000-yolt  generator  with 
a  chain  winding.  The  insulation  on  the  coils  in  addition  to  the 
insulation  between  turns  consists  of  h  »  0.2  cm.  of  molded  mica 
with  a  dielectric  constant  ki  ~  4,  <2  =  0.4  cm.  of  varnished  cloth 
of  dielectric  constant  k^  ==  5,  and  an  outer  wrapping  of  fiber  of 
thickness  <8  =  0.1  cm.  and  dielectric  constant  k^  =  2.  A  film 
of  air  of  thickness  U  =  0.05  cm.  is  assumed  to  be  included  in  the 
slot.    Determine  the  maximiun  stress  in  the  air. 


Core 


Gore 


Copp«r 

Dooble  Cotton  CoTtr 
(Keclocted) 

Molded  MlCA 
0.2  Cm.,  ik I- 4 
Yaralibed  Cloth 
0.4  Cm..J|;s-5 
Fibre  0.1Cio..Ai«l 
Film  0.08  Cm. .ib 4-1 


Fxo.  35. — Slot  insulation  for  an  11,000  volt  generator. 


The  maximum  voltage  to  neutral,  i.e.,  between  any  coil  and 

the  corOj  is  foimd  at  the  terminal  coil  of  any  one  of  the  phases 

11  000  — 

and  its  value  is  —^  X  V2  =  8,960  volts  (see  Art .  123).    The 

V3 

side  of  the  coil  and  the  side  of  the  slot  may  be  considered  as  form- 
ing the  plates  of  a  condenser  with  four  layers  of  insulation  and 
the  stress  in  the  air  may  be  found  from  equation  (67), 


g»ir  =* 


E 


8,960 


*nifc;  +  fci  +  fci  +  ik  J 

8,960 
0.23 


(-. 


0.2   .    0.4   .    0.1   .    0.05 


4    +    6 


+  -^  + 


1 


') 


=  39,000  volts  per  centimeter. 


This  is  well  above  the  critical  stress  in  air  (31,000  volts  per 
centimeter)  and  the  air  will  therefore  break  down  and  ozone  and 
nitric  acid  will  form,  which  will  attack  the  insulation.  If  the  air 
is  continually  renewed  by  the  expanding  and  contracting  of  the 
coil  due  to  alternate  heating  and  cooling,  the  corrosive  action 
may  go  on  until  the  insulation  is  broken  down  and  the  coil  be- 
comes grounded.  The  corners  of  the  conductors  should  be 
rounded  ofif  to  prevent  local  concentration  of  flux  and  increased 
stress  as  shown  in  Fig.  35. 
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13.  Condenser  Bushing. — The  leads  from  transformers,  in 
some  cases  must  be  insulated  for  very  liigh  voltages  and  it  is  diffi- 
cult to  make  the  terminals  of  reasonable  size.  This  can  be  ao- 
complished  only  by  making  each  part  of  the  insulating  material 
take  care  of  its  proper  proportion  of  the  total  stress.  One 
method  of  obtaining  this  result  is  illustrated  in  Fig.  36,  which  is  a 
cross-section  of  a  condenser  bushing. 


HHHH 


Fig.  3fl. — Condenser  buBhiiiK. 

The  conductor  is  a  hoUow  tube  of  sufficient  radius  to  reduce  the 
stress  at  its  surface  to  a  safe  value  and  it  is  placed  as  far  away 
from  the  other  terminal  as  possible.  The  tube  is  wrapped  with 
layers  of  insulating  material  separated  by  their  sheets  of  metal. 
Adjacent  metal  sheets  with  the  dielectric  between  them  form 
condensers  which  should  all  have  approximately  the  same  capac- 
ity, but  since,  due  to  the  increase  in  diameter,  the  outer  plates 
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tend  to  have  greater  areas  than  the  inner  ones  they  must  be  made 
shorter.  The  lengths  of  succeeding  plates  are  reduced  by  equal 
amounts  in  order  to  get  as  long  a  surface  leakage  path  as  possible 
and  if  necessary  the  stresses  can  be  equalized  by  varying  the 
thickness  of  the  dielectric.  The  whole  bushing  is  covered  with  a 
cylinder  filled  with  an  insulating  compoimd. 

44.  Dielectric  Strength. — The  dielectric  strength  of  an  insulat- 
ing material  is  measured  by  the  difference  of  potential  required  to 
pimcture  it,  but  this  is  a  quantity  which  is  dependent  to  a  large 
extent  on  the  conditions  imder  which  the  stress  is  applied.  The. 
test  is  usually  made  by  applying  an  alternating  voltage  to  the 
specimen,  which  is  placed  between  two  electrodes.  Frequencies 
of  from  40  to  60  cycles  per  second  are  generally  used  and  the 
shape  of  the  voltage  wave  is  approximately  sinusoidal.  In 
this  case  the  ratio  of  the  maximum  voltage,  which  is  responsible 
for  the  pimcture,  to  the  effective  voltage,  which  is  indicated  by 
the  voltmeter,  is  V5  to  1. 

The  dielectric  strength  is  variously  expressed  in  volts  per  mil, 
volts  per  inch,  volts  per  millimeter,  or  volts  per  centimeter. 

The  most  important  conditions  affecting  the  test  are:  (1) 
thickness  of  the  specimen;  (2)  shape  of  the  electrodes;  (3)  medium 
in  which  the  test  is  made;  (4)  temperature;  (5)  pressure;  (6)  time 
of  application  of  the  voltage;  (7)  frequency  of  the  impressed 
voltage;  (8)  wave  shape  of  the  impressed  voltage. 

1.  Fig.  37  shows  the  variation  of  apparent  dielectric  strength 
with  thickness. 

When  an  alternating  voltage  is  impressed,  the  changes  in  the 
direction  of  the  stress  cause  a  loss  in  the  dielectric  resulting  in 
a  rise  of  temperature,  which  decreases  the  dielectric  strength.  A 
thin  specimen  can  more  easily  radiate  this  heat  than  a  thicker  one 
and  so  its  temperature  does  not  rise  to  the  same  extent.  Further, 
it  is  more  difficult  to  make  thick  sheets  of  dielectric  as  homoge- 
neous and  free  from  flaws  as  thin  ones.  Both  of  these  con- 
ditions tend  to  make  the  thin  specimen  show  greater  strength 
under  test. 

When  a  considerable  thickness  of  dielectric  is  required  it  is 
advisable  to  build  it  up  of  a  number  of  thin  sheets  held  by  an 
insulating  varnish  as  this  makes  the  product  more  flexible 
and  it  is  not  likely  that  a  flaw  will  extend  through  more  than 
one  sheet. 

2.  If  the  electrodes  are  not  properly  shaped,  excessive  stresses 
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may  occur  at  certain  points  and  cause  a  breakdown  at  a  lower 
voltage  than  normal.  For  example,  transformer  oil  which  will 
stand  225  to  .250  volts  per  mil  when  tested  between  half-inch 
discs  will  only  stand  about  200  volts  per  mil  when  tested  betweep 
half-inch  spheres. 

3.  If  a  sheet  of  material  is  tested  between  spherical  electrodes 
under  oil  it  will  show  a  lower  dielectric  strength  than  it  would  if 
tested  in  air,  since  the  air  will  break  down  first  and  so  give  the 
effect  of  flat  electrodes. 

4.  In  general  an  increase  of  temperature  results  in  a  decrease 
in  dielectric  strength  unless  the  increase  of  temperature  reduces 
the  amount  of  moisture  in  the  dielectric.  It  is  a  complex 
phenomenon. 
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Fig.  37. — Typical  curve  of  disruptive 
strength  w.  thickness. 


Fia.  38. — Typical  curve  of  puncture 
voltage  vs.  time. 


5.  The  dielectric  strength  of  air  and  oil  increase  directly  with 
the  pressure. 

6.  Fig.  38  shows  the  variation  of  dielectric  strength  with 
time  of  application  of  the  voltage. 

A  given  material  will  withstand  a  much  higher  voltage  for  a 
short  time  than  it  will  for  an  extended  period.  For  this  reason,  in 
making  high-voltage  tests  on  machines  the  stress  must  be  applied 
for  a  specified  time. 

7.  Increase  of  frequency  results  in  an  increase  of  loss  and  a 
rise  in  temperature,  which  decreases  the  dielectric  strength. 

8.  The  breakdown  is  the  result  of  the  maximum  value  of  the 
impressed  voltage.  If  the  wave  is  peaked  the  ratio  of  maximum 
to  effective  value  will  be  greater  than  with  a  sine  wave  and  the 
material  will  break  down  with  an  effective  voltage  lower  than 
normal. 

In  the  following  table  are  given  approximate  values  of  the 
dielectric  constants  and  dielectric  strengths  for  materials  in  com- 
mon use  in  electrical  engineering. 


ELECTROSTATICS 


43 


Tabub  of  Diblbctric  Constants  and  Diblbctbic  Stbbngtbb 


MaterUl 


Dieleotrio 

oonstant 

k 


Dieleotrio 

atrength, 

volts  per  mil 


Air 

Asphalt 

Cellulose  acetate 

Cloth,  oaed 

Cloth,  varnished 

Cotton  impregnated 

Cotton  not  impregnated. 

Ebonite 

Fiber 

Fullerboard 


1.0 
2.7 


Fullerboard  varnished . . . 

Glass 

Gutta  percha 

Mica 

Molded  mica  or  micanite. 
ParaflBji  wax 


Porcelain. 


Rubber 

Rubber  compounds. 

Shellac 

Slate 


Transformer  oil. 


Vacuum 


3.6-5-6 


l.fr-3.6 

2.0 

7.5  at  100*^C. 


2.9  at    26*»C. 
6.5-10.0 
3.0-6.0 
2.5-6.0 
2.6-6.0 
1.9-2.3 

4.0-6.0 


:S} 


2.0-3 
3.0-4 
2.76 
6.0-7.0 

2.6 


0.9994 


79 

30 
300-1,800 
760-1,000 
600-1,300 

86 

21 

1,700-3,760 

150-260 


300 
160-300 

1,000-2,500 

900 

300 
f300 
\220-240 

300-500 


5-10 
225-250 

200 


Remark! 


31,000  volts  per  cm. 
60  mils  thick 

10  mils  thick 

5-16  mils  thick 

7  mils  thick 

7  mils  thick 

Up  to  20  mils 

Boiled  in  transformer 
oil. 


100  mils  thick 
500  mils  thick 


Between  0.5-in.  discs 
0.2  in.  apart. 
Between   0.5-in. 
spheres   0.15-in. 
apart. 


46.  Breakdown. — ^When  a  discharge  takes  place  between  two 
electrodes  in  a  gaseous  or  liquid  dielectric,  the  natural  circulation 
of  the  material  heals  the  break  and  the  insulating  qualities  are 
not  impaired.  If  the  discharge  in  oil  is  very  heavy  some  of  the 
oil  becomes  carbonized  and  the  carbon  particles  tend  to  line  up 
in  the  field  of  greatest  stress  and  reduce  the  dielectric  strength. 

Particles  of  moisture  in  oil  due  to  their  high  dielectric  constant 
seek  the  most  intense  parts  of  the  field  and  cause  an  increase  of 
stress  and  tend  to  cause  breakdown. 

One-tenth  of  1  per  cent,  of  water  in  transformer  oil  will  reduce 
Xte  dielectric  strength  to  20  per  cent,  of  its  original  value, 
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With  porcelain  or  glass  when  breakdown  occurs  the  material 
is  ruptured  and  its  insulating  value  destroyed. 

In  the  case  of  cotton  or  silk  fabrics  the  overstress  causes  local 
breakdown  accompanied  by  carbonization  and  a  weak  spot  de- 
velops which  gradually  extends  imtil  complete  rupture  occurs. 

46*  Dielectric  Losses. — If  a  constant  voltage  is  impressed  on 
the  terminals  of  a  condenser  (Fig.  13)  a  dielectric  field  is  set  up 
and  the  dielectric  material  is  in  a  state  of  stress.  So  long  as  the 
voltage  is  maintained  constant  there  is  not  consiunption  of  energy 
due  to  this  cause.  When,  however,  an  alternating  voltage  is 
impressed  the  stresses  in  the  dielectric  alternate  in  direction.  If 
the  dielectric  were  perfectly  homogeneous  all  the  energy  stored 
in  the  field  during  the  increase  of  voltage  would  be  returned  as  it 
decreased  again  and  no  energy  would  be  consumed.  This  occurs 
in  the  case  of  gaseous  and  of  some  liquid  dielectrics.  In  solid 
dielectrics  some  energy  is  consumed  in  reversing  the  stress  in  the 
material  and  appears  as  heat  causmg  a  rise  in  the  temperature  of 
the  dielectric.  The  loss  of  energy  is  proportional  to  the  square 
of  the  impressed  voltage,  that  is,  to  the  square  of  the  dielectric 
stress  and  is  called  the  dielectric  hysteresis  loss;  it,  however, 
differs  from  magnetic  hysteresis  in  that  it  causes  a  slight  lag  of 
flux  in  time  behind  the  voltage.  This  is  noticeable  only  at  high 
frequencies. 

A  further  energy  loss  occurs  in  dielectrics  due  to  the  leakage 
of  current  between  the  electrodes.  This  current  is  directly  pro- 
portional to  the  impressed  voltage  and  is  inversely  proportional 
to  the  resistance  of  the  dielectric.  The  resulting  loss  is  propor- 
tional to  the  square  of  the  current  and  therefore  to  the  square  of 
the  voltage.    It  occurs  with  both  direct  and  alternating  voltages. 

The  insulation  resistance  of  dielectrics  or  insulating  materials 
is  a  very  complex  quantity  and  varies  through  a  wide  range  with 
temperature  and  other  conditions.  Fig.  68  shows  the  variation 
of  the  resistance  of  slot  insulation  with  temperature.  The  pres- 
ence of  minute  quantities  of  moisture  in  the  dielectric  reduces 
the  insulation  resistance  to  very  low  values. 

There  is  no  direct  relation  between  the  insulation  resistance  of  a 
material  and  its  dielectric  strength.  For  instance,  dry  air  has  a 
very  high  insulation  resistance  but  very  low  dielectric  strength. 

Ordinarily  the  dielectric  losses  are  small,  but  in  the  case  of 
high-voltage  cables  where  the  stresses  are  very  high  they  may  be 
large  enough  to  cause  a  dangerous  rise  in  temperature  which  in 
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turn  will  decrease  the  insulation  resistance  and  further  increase 
the  loss. 

47.  Surface  Leakage. — When  dielectric  surfaces  are  clean  and 
dry^  very  little  surface  leakage  takes  place  but  if  dust  or  mois- 
ture is  present  the  leakage  of  current  may  become  serious. 

The  flashing-over  of  clean  dielectric  surfaces  is  due  to  the 
breakdown  of  one  dielectric,  usually  air,  at  the  surface  of  a 
stronger  dielectric.  In  Fig.  28  leakage  occurs  over  the  long 
surface  aeb  due  to  the  breaking  down  of  the  air  in  pockets  at  a 
and  b;  this  air  becomes  conducting.  The  shorter  surface  df  doe? 
not  exhibit  the  phenomenon  to  nearly  so  marked  an  extent. 

In  the  ordinary  pin-type  insulator,  discharges  over  the  surface 
take  place  due  to  the  breakdown  of  the  air  in  the  pockets  between 
the  petticoats  combined  with  the  presence  of  dust  and  moisture. 

48.  Corona. — When  the  electrostatic  Btreoa  or  potential  gradi- 
ent at  any  point  in  air  exceeds  about  30,000  volts  per  centimeter 
a  brush  discharge  takes  place  and  the  air  becomes  conducting 
and  luminous.  The  discharge  does  not  necessarily  extend  from 
the  positive  to  the  negative  electrode  but  exists  only  in  the  region 
where  the  dielectric  strength  of  the  air  has  been  exceeded. 

In  the  case  of  two  parallel  wires  suspended  in  air  the  discharge 
or  corona  first  appears  at  any  rough  points  on  the  wires  and  fin- 
ally forms  a  luminous  envelope  about  them  which  increases  in 
diameter  as  the  voltage  is  raised. 

If  the  increase  in  the  effective  diameter  of  the  wire  due  to  the 
presence  of  the  corona  results  in  a  decrease  of  the  stress  a  flash- 
over  between  the  wires  will  not  result;  but  if  the  increase  in  di- 
ameter so  decreases  the  distance  between  the  conductors  that  the 
stress  at  the  surface  of  the  conducting  envelope  is  not  reduced 
below  the  breakdown  stress  of  the  air,  the  diameter  of  the  envel- 
ope increases  imtil  a  flash  takes  place  from  one  wire  to  the  other. 

Corona  is  accompanied  by  a  loss  of  energy  proportional  to  the 
square  of  the  voltage  rise  above  the  critical  voltage  at  which  the 
discharge  begins. 
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CHAPTER  II 

MAGNETISM  AND  ELECTROMAGITETICS 

49.  Magnetization. — When  bodies  are  magnetized  magnetic 
forces  act  at  every  point  throughout  their  volume  and  lines  of 
m£^;netic  induction  pass  through  them.  There  are  two  kinds  of 
magnetic  poles  just  as  there  are  two  kinds  of  electric  charges; 
as  a  positive  electric  charge  appears  where  a  dielectric  flux  leaves 
a  surface,  so  a  positive  magnetic  pole  appears  where  a  magnetic 
flux  leaves  a  surface.  The  positive  magnetic  pole  is  called  a 
north  pole.  Similarly  a  negative  magnetic  pole  or  south  pole 
appears  where  a  magnetic  flux  enters  a  surface.- 


f^o.  SQ. — Mtcnet.  Fio.  40. — Masiiei  with  amiKtuK  on. 


Thus  a  body  which  is  magnetized  has  a  north  pole  at  one  part 
of  its  surface  and  an  equal  south  pole  at  another  part  unless  the 
magTietic  path  forms  a  closed  circuit  as  in  Fig.  40. 

li^.  39  represents  a  horseshoe  magnet.  The  lines  of  magnetic 
induction  pass  through  it  in  the  direction  shown,  leaving  the  sur- 
face at  N  and  entering  it  again  at  S.  Thus  JV  is  a  positive  mag- 
netic {Wle  or  a  north  pole  and  iS  is  a  negative  magnetic  pole  or  a 
south  pole. 

Fig.  40  represents  the  same  magnet  with  its  armature  on.  The 
lines  of  magnetic  induction  pass  in  the  same  direction  as  before, 
but  the  circuit  is  closed  and  the  poles  do  nor  appear  until  a  gap 
is  made  by  removing  the  armature. 
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SO.  Laws  of  Magnetism. — First  Law. — Like  magnetic  poles 
repel  one  another;  unlike  magnetic  poles  attract  one  another. 

Second  Law. — ^The  force  exerted  between  two  magnetic  poles 
is  proportional  to  the  product  of  their  strengths  and  is  inversely 
proportional  to  the  square  of  the  distance  between  them.  This 
law  can  be  expressed  by  the  formula 

/  =  ^  (81) 

where  m  and  mi  are  the  pole  strengths,  r  is  the  distance  between 
them  in  centimeters,  and  /  is  the  force  exerted  between  them  in 
dynes.  If  m  and  mi  are  like  poles  the  force  is  a  repulsion  and 
/  is  positive. 

The  unit  of  pole  strength  is  defined  as  follows:  A  magnetic 
pole  has  imit  strength  if,  when  placed  at  a  distance  of  1  cm. 
from  a  similar  pole,  it  repels  it  with  a  force  of  one  d3me. 

The  force  exerted  on  a  unit  pole  at  a  distance  of  r  cm.  from  a 
pole  of  strength  m  is 

/  =  ^,  dynes.  (82) 

61.  Magnetic  Field. — The  space  surrounding  a  magnetic  pole 
or  a  current  of  electricity  in  which  magnetic  forces  act  is  called 
a  magnetic  field.  The  direction  of  the  force  at  any  point  in  the 
field  is  the  direction  in  which  a  unit  north  pole  placed  at  the  point 
would  tend  to  move  and  its  intensity  is  the  force  in  d3mes  exerted 
on  the  unit  pole. 

The  magnetic  field  is  represented  by  lines  of  magnetic  induc- 
tion or  magnetic  flux  drawn  in  the  direction  of  the  force. 

Unit  magnetic  force  or  unit  magnetizing  force  produces  one 
line  of  magnetic  flux  per  square  centimeter  in  air  and  /i  Unes  per 
square  centimeter  in  a  magnetic  material  of  permeabiUty  /jl. 

The  magnetic  force  at  a  point  is  expressed  in  d3mes  and  is 
represented  by  JC;  the  magnetic  flux  density  at  a  point  is  ex- 
pressed in  lines  per  square  centimeter  and  is  represented  by  (B. 

Fig.  41  shows  the  magnetic  fields  produced  in  certain  cases. 
The  lines  of  induction  are  all  closed  Unes  and  extend  from  a 
north  to  a  south  pole  in  air  and  from  a  south  to  a  north  pole  in- 
side the  magnetic  material  or  the  generator  of  m.m.f. 

62.  Magnetic  Flux. — The  total  number  of  lines  of  magnetic 
induction  passing  through  a  given  section  is  called  the  magnetic 
flux  through  the  section  and  is  represented  by  $• 
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The  unit  of  magnetic  flux,  which  is  one  line,  is  called  the  max- 
well. ~" 

63.  Flux  from  Unit  Pole. — ^At  every  point  on  a  sphere  of  1  cm. 
radius,  BurroimdiDg  a  unit  pole  as  center,  a  similar,  unit  pole  is 
repelled  with  a  force  of  one  dyne.  There  must  therefore  be  one 
line  of  induction  per  square  centimeter  passing  through  the 
surface,  and  since  the  surface  is  ir  sg.  cm.  the  total  flux  from  the 
unit  pole  is 

*  =  4t  lines. 

The  flux  from  a  pole  of  strength  m  is 

*  =  4irtn  lines. 


ulnlitodMorthPsl*  (d; 

Fio.  41. — Masnetic  fields. 


Thus  a  unit  north  pole  is  associated  with  each  4t  lines  leaving 
a  surface  and  a  unit  south  pole  with  each  4t  lines  entering  a 
surface. 

64.  Magnetic  Potential. — The  magnetic  potential  of  an  iso- 
lated magnetic  pole  is  the  work  done  in  carrying  a  unit  north 
pole  from  an  infinite  distance  to  the  point  ag^nst  the  forces  in 
the  magnetic  field. 

Fig.  42  shows  a  north  magnetic  pole  of,  strength  m.     Its  field 
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extends  out  radially  in  all  directions  and  the  magnetic  forc«  at  a 
distance  of  r  cm.  from  m  is 

3C  =  -^  dynes. 

The  magnetic  potential  of  the  point  P  at  a  distance  of  ri  cm. 
from  m  is  the  work  done  in  carrying  a  unit  north  pole  from  an 
infinite  distance  to  the  point  against  the  force  of  repulsion  of  m. 
The  work  done  is 

Jn  Jr,        r'        Ti 

Therefore  the  magnetic  potential  of  a  point  at  a  distance  of  rj  cm. 
from  an  isolated  magnetic  pole  of  strength  m  is 


FiQ.  42. — Macnetie  potential. 

The  difference  of  magnetic  potential  between  the  points  P  and 
Q  in  Fig.  42  is 

Af  =  I    3C  dr  =  I    m   ,  = -■ 

Thus  the  difference  of  magnetic  potential  between  two  points  is 
the  line  integral  of  the  magnetic  force  betweenthem. 

65.  MagaetomotiveForce. — The  difference  of  magnetic  poten- 
tial or  the  line  integral  of  the  magnetic  force  between  two  points 
is  called  the  tuagnetomotive  force  (m.m.f.)  between  the  points. 
It  causes  magnetic  flux  to  pass  from  one  to  the  other. 

Unit  m.m.f.  will  produce  one  line  of  magnetic  flux  through  a 
(cm.)*  of  air  and  n  lines  through  a  (cm.)*  of  a  magnetic  material 
of  permeability  j*.    It  is  called  the  gilbert. 

Since  m.m.f.  is  the  line  integral  of  the  magnetic  force  or 


M  =   iKdr, 
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therefore  the  magnetic  force  is  the  space  rate  of  change  of  m.m.f . 
or 

ae  =  ^,  (84) 

and  thus  magnetic  force  is  the  m.m.f.  per  centimeter. 

66.  Permeability. — Permeability  is  the  ratio  of  the  magnetic 
conductivity  of  a  substance  to  the  magnetic  conductivity  of  air 
and  is  represented  by  /i. 

Lines  of  magnetic  flux  pass  through  air  or  any  other  substance 
except  iron,  nickel  or  cobalt,  as  easily  as  they  do  through  a 
vacuum.  The  permeability  of  such  substances  is  for  all  practical 
purposes  the  same  and  is  taken  as  imity .  Iron  and  its  compounds 
and  to  a  lesser  degree  nickel  and  cobalt  are  found  to  allow  mag- 
netic lines  to  pass  through  them  much  more  easily  than  empty 
space;  that  is,  a  givetm.m.f.  will  produce  a  much  larger  flux 
through  a  volume  of  iron  than  it  will  through  an  equal  voliune  of 
air.  The  permeability  of  the  iron  is  therefore  greater  than  that 
of  the  air  and  is  expressed  by  some  number  greater  than  unity. 

The  permeability  of  magnetic  materials  is  not  constant  but 
varies  with  the  induction  density  as  shown  in  Art.  72. 

67.  Magnetic  Reluctance. — The  reluctance  of  a  magnetic 
circuit  may  be  defined  as  the  resistance  offered  by  the  circuit  to 
the  passage  of  magnetic  flux  through  it  and  is  represented  by  (R. 

If  a  m.m.f.  M  is*  applied  to  a  path  of  length  {  cm.,  of  imiform 

section  A  sq.  cm.  and  of  permeability  /i,  the  m.m.f.  per  centimeter 

M 
will  be  -f-  and  this  will  produce  through  each  square  centimeter  a 

M 
flux  or  flux  density  (B  =  -j-  m  lines  and  the  total  flux  through  the 

path  will  be 

.      ^A       M    A       MM 

Am 

a 

Thus  the  reluctance  of  a  path  of  uniform  section  is 

(R  =  ~f  (85) 

An 

and  is  directly  proportional  to  its  length  and  inversely  propor- 
tional to  its  sectional  area  and  to  the  permeability  of  the  material 
forming  it. 
The  equation  connecting  the  m.m.f.  acting  on  a  path,  the  re- 
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luctance  of  the  path  and  the  flux  through  the  path  can  be  written 
in  three  ways: 

M 

1.  ^  =  ^'  (86) 

■ 

the  flux  is  equal  to  the  m.m.f.  divided  by  the  reluctance; 

2.  JIf  =  $(R  *  (87) 

the  m.m.f.  is  equal  to  the  flux  inultiplied  by  the  reluctance; 

3.  (R  =  ^v  (88) 

the  reluctance  is  equal  to  the  m.m.f.  divided  by  the  flux. 

Assuming  the  flux  to  be  unity  in  the  last  equation  the  reluc- 
tance of  the  path  may  be  defined  as  the  m.m.f.  required  to  pro- 
duce unit  flux  through  it. 

B8.  Permeance. — The  permeance  of  a  magnetic  path  is  the 
reciprocal  of  its  reluctance  and  is  represented  by  CP;  thus 

and  assuming  that  the  m.m.f.  acting  is  \mity,  the  permeance 
may  be  defined  as  the  flux  produced  through  the  path  by  unit 
m.m.f. 
The  permeance  of  a  path  of  imiform  section  is 

(P  =  ^  (90) 

and  is  directly  proportional  to  the  sectional  area  and  to  the  per- 
meability, and  is  inversely  proportional  to  the  length  of  the  path. 

69.  Electromagnetics. — The  region  surrounding  a  conductor 
canying  a  current  of  electricity  is  a  magnetic  field.  A  current 
of  electricity  therefore  represents  a  m.m.f.  If  the  conductor 
IB  isolated  from  other  magnetic  forces  the  lines  of  force  will  form 
circles  around  it. 

MaxweWs  Corkscrew  Rule, — ^The  directioiT  of  the  current  and 
that  of  the  resulting  magnetic  force  are  related  to  one  another 
as  the  forward  travel  and  the  twist  of  an  ordinary  corkscrew. 
This  rule  is  illustrated  in  Fig.  43. 

The  symbol  ®  represents  a  current  flowing  down  and  0  a 
current  flowing  up. 
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Faraday  discovered  that  a  current  is  induced  in  a  closed  coil 
of  wire  when  a  magnet  is  brought  near  it.  The  same  effect  is 
noticeable  if  a  coil  of  wire  carrying  current  is  moved  to  or  from 
the  closed  coil,  or  if  the  second  coil  is  fixed  in  position  and  the 
current  in  it  is  varied.  The  induced  current  only  exists  while 
the  magnet  or  inducing  coil  is  moving  with  respect  to  the  fixed 
coil  or  while  the  current  in  the  inducing  coil  is  varying. 


FiQ.  43. — Maicnetic  flux  produced  by  an  electric  current. 

The  induced  current  is  due  to  the  fact  that  a  difference  of 
potential  or  electromotive  force  is  produced  in  the  circuit  by 
changing  the  number  of  lines  of  magnetic  flux  threading  through 
it  or  by  caftising  lines  of  magnetic  flux  to  cut  across  it. 

60.  Laws  of  Induction. — First  Law. — A  change  in  the  number 
of  lines  which  pass  through  a  closed  circuit  induces  a  current 
around  the  circuit  in  such  a  direction  as  to  oppose  the  change  in 
the  flux  threading  the  circuit. 

Second  Law. — The  electromotive  force  induced  around  a  closed 
circuit  is  equal  to  the  rate  of  change  of  the  flux  which  passes 
through  the  circuit;  or  the  electromotive  force  induced  in  a  con- 
ductor is  equal  to  the  rate  at  which  it  cuts  across  lines  of  magnetic 
flux. 

61.  Unit  of  Electromotive  Force. — The  absolute  unit  of  elec- 
tromotive force  (e.m.f.)  is  the  e.m.f.  induced  in  a  coil  of  one  turn 
when  the  flux  threading  the  coil  is  changing  at  the  rate  of  one 
line  per  second;  or  it  is  the  e.m.f.  induced  in  a  conductor  when 
it  is  cutting  one  line  per  second.    It  is  called  the  abvolt. 

The  practical  unit  is  the  e.m.f.  produced  by  cutting  10*  lines 
per  second  and  is  called  the  volt.  E.m.f.  is  conmionly  called 
voltage. 

To  change  from  absolute  units  of  e.m.f.  to  volts  divide  by  10*. 
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If  a  coil  of  wire  has  n  turns  and  the  flux  through  it  is  changing 
at  the  rate  -j?  lines  per  second,  the  e.m.f.  induced  in  the  coil  is 


e  =  —  n^--  absolute  units. 
at 


{SI) 


The  negative  sign  is  used  because  when  the  flux  is  decreasing 
the  induced  e.m.f.  is  in  the  positive  direction/ that  is,  it  tends  to 
prevent  the  decrease  of  the  flux. 

62.  Force  Exerted  by  a  Magnetic  Field  on  an  Electric  Cir- 
cuit.— Every  part  of  an  electric  circuit  situated  in  a  magnetic 
field  is  acted  upon  by  a  force  at  right  angles  both  to  the  direction 
of  the  current  and  to  the  lines  of  force,  and  the  circuit  as  a 
whole  is  acted  upon  by  forces  tending  to  move  it  into  the  position 
where  it  will  include  the  greatest  possible  flux. 

Current  I    .,, 
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Fio.  44. — Force  on  an  electric  conductor  in  a  magnetic  field. 

In  Fig.  44,  (a)  represents  a  imiform  magnetic  field  between  two 
unUke  poles  and  (&)  represents  the  field  surrounding  a  conductor 
carrying  current.  If  the  conductor  is  placed  in  the  uniform  field 
the  resultant  distribution  will  be  as  shown  in  (c).  The  intensity 
of  the  field  above  the  conductor  will  be  greater  than  that  below 
and  a  force  /  will  act  on  the  conductor  at  right  angles  to  it  and  to 
the  lines  of  flux,  tending  to  push  it  out  of  the  field.  This  force  is 
directly  prop6rtional  to  the  intensity  of  the  field  or  the  flux  den- 
sity, to  the  length  of  the  conductor  in  the  field  and  to  the  strength 
of  the  current,  or 

/  =  (&II  dynes^  (92) 

where  (B  is  the  flux  density  in  lines  per  square  centimeter, 

I  is  the  length  of  the  conductor  in  centimeters, 
/  is  the  strength  of  the  current  in  absolute  units. 

It  has  been  assumed  that  the  conductor  lies  at  right  angles  to 
the  lines  of  force  as  shown  at  (cQ ;  if  it  is  inclined  at  an  angle  d  to 
this  direction  as  at  (a)  then  the  force  is  reduced  to 

/  =  (Sai  cos  6.  (93) 
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In  Fig.  45(a),  AB  is  a  section  through  a  coil  of  wire  carrying 
current.  A  is  acted  upon  by  a  force  /a  tending  to  move  it  down 
and  B  is  acted  upon  by  a  smaller  force  fs,  tending  to  move  it  up. 
The  coil  will  move  down  until  A  and  B  are  in  fields  of  equal 
strength  and  the  flux  threading  the  coil  is  maximum.  The  flux 
produced  by  the  current  in  the  coil  is  in  the  same  direction  as 
the  main  field.  (6)  shows  the  same  coil  reversed  and  in  this  case 
it  wilt  be  forced  out  of  the  field,  (c)  shows  the  coil  near  the  posi- 
tion of  maximum  inclosure  of  flux  but  with  the  flux  produced  by 
the  current  opposing  the  main  flux.  The  coil  is  forced  around 
to  the  position  A^B'. 


(a)  (6)  (c) 

Fio.  45. — Force  exerted  by  a  macnetio  field  on  a  coil  of  wire. 

63.  Unit  Current. — If  a  conductor  carrying  one  absolute  unit 
of  current  is  placed  in  a  magnetic  field  of  imit  strength  at  right 
angles  to  the  lines  of  force,  each  centimeter  of  its  length  will  be 
acted  upon  by  a  force  of  one  dyne.  This  absolute  unit  of  current 
is  called  the  absampere. 

The  practical  unit  is  one-tenth  of  the  absolute  unit  and  is 
called  the  ampere. 

64.  Transformation  of  Mechanical  Energy  to  Electrical  Energy. 
— In  Fig.  46,  if  the  conductor  is  moved  through  a  distance 
dx  at  right  angles  to  the  flux  against  the  force/,  the  work  done  is 

dw  —  f  dz  —  (Rll  dx  ^  (Sildx  I, 

but  dldxiB  the  flux  cut  in  moving  through  the  distance  dx  and  is 
=  d4>f  therefore 

^  dw  =^  I  d<t>,  (94) 

and  the  work  done  in  moving  a  current  across  a  magnetic  field  is 
equal  to  the  product  of  the  current  and  the  flux  cut. 
In  moving  completely  across  the  pole  face  the  work  done  is 

W  =   fl  d<l>  ^  J*, 

where  ^  is  the  flux  from  the  pole. 
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If  /  is  expressed  in  absolute  units  and  $  in  maxwells,  IF  is  in 
ei^. 

If  the  motion  through  the  distance  dx  takes  place  in  time  dteec., 
the  work  done  is 

dw  =  Id4>  =  Id^  =  eI<U,  (95) 

where  e  =  -r  is  the  e.m.f.  generated  in  the  conductor  and  /  dt 

=  dq]a  the  quantity  of  electricity  raised  through  the  difference 
of  potential  e.  Therefore,  the  mechanical  work  supplied  to 
move  the  conductor  through  the  distance  da  against  the  force  / 
is  used  up  in  doing  the  electrical  work  of  raising  a  quantity  of 


Tia.  46. — Traofformstioii  o(  mechanical  eaergy  to  electrical  energy. 

electricity  dq  through  a  difference  of  potential  e,  or  in  driving 
a  current  /  against  an  cm.f.  e  for  a  time  dt.  Thus  mechanical 
energy  is  transformed  into  electrical  energy.  This  is  what  takes 
place  in  an  electric  generator. 

If  electric  power  is  supplied  to  drive  the  current  /  against  the 
e.m.f .  «  =  -TT,  for  a  time  dt  energy  is  supplied 

dw  =  eldl  =  '^ldi^  Id4>; 

the  conductor  exerts  a  force  f  =  <&ll  dynes  through  a  distance  dx 
and  does  mechanical  work, 

f  dx  =  &II  dx  =  I  d^. 

This  is  the  action  of  an  electric  motor. 

66.  Electric  Power  and  Energy. — When  an  electric  circuit 
carrying  a  current  I  absamp.  incloses  a  flux  ^,  which  is  not  jiro- 
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duced  by  the  current,  the  potential  electrical  energy  of  the  system 
is 

w  ^  il>I  ergs.  (96) 

This  amount  of  energy  must  have  been  expended  in  bringing  the 
electric  circuit  into  its  position. 

Power  is  the  rate  of  flow  or  the  rate  of  transformation  of 
energy.  The  mechanical  power  required  to  move  the  con- 
ductor AB  across  the  field  and  thus  to  vary  the  flux  <t>  is 

F  =  -TT  ^  I  -^  =  ^I  "^  "  •'^  dyne-cm.  per  second, 

dx 
where  t;  =  --jr  is  the  velocity  of  the  conductor  normal  to  the  field. 

The  electric  power  generated  during  the  motion  is 

^  ~  aF  '^  ^  ~fi}  ^  ^^  ®^^  P^^  second, 

where  e  =  -^  is  the  e  jn.f .  generated  in  the  conductor  by  cutting 

the  flux. 

The  electric  power  in  a  circuit  is  the  product  of  the  current  and 
the  e.m.f.  in  the  circuit. 

The  practical  unit  of  power  is  the  watt.  It  is  the  power  in  a 
circuit  carrying  one  ampere  when  the  e.m.f.  across  it  is  one  volt. 

-P  Watts   =  €  Volte  X  i  Amperes.  (^7) 

The  kilowatt,  which  is  1,000  watts,  is  more  commonly  used 
where  the  amounts  of  power  are  large.  One  horsepower  is 
equivalent  to  746  watts. 

The  electric  energy  transformed  in  a  circuit  is  the  product  of 
the  power  and  the  time.  The  practical  units  of  electric  energy 
are  the  watt-second  or  joule,  the  watt-hour  and  the  kilowatt-hOur. 

The  absolute  imit  of  electric  energy  is  the  erg. 

1  watt-sec.  =  1  volt  X  1  amp.  X  1  sec. 

=  1  abvolt  X  10  ^X  1  absamp.  X  10"^  X  1  sec. 
■■  10^  ergs. 

66.  Intensity  of  Magnetic  Fields  Produced  by  Electric  Currents. — 
The  following  cases  are  of  special  importance:  (A)  At  the  center  of  a 
circular  loop  of  wire  carrying  a  current  /  absolute  units  (Fig.  47). 
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If  3C  is  the  field  intensity  at  0,  the  center  of  the  loop,  a  magnetic  pole 
of  strength  m  placed  at  this  point  will  be  acted  ui)on  by  a  force 

/  =  wiJC  dynes 

in  a  direction  perpendicular  to  the  plane  of  the  coil. 
The  pole  will  produce  at  the  wire  a  field  of  intensity 

Xi  =  -i  dynes, 

and  a  flux  density 

m 
(B  =  -^  lines  per  square  centimeter, 

where  r  cm.  is  the  radius  of  the  loop. 

Flux 


Fig.  47. — Intensity  of  the  magnetic  field  at  the  center  of  a  circular  coil  of  wire. 

This  field  will  act  on  the  wire  with  a  force 

/i  =  (Rll  dynes 

in  a  direction  perpendicular  to  the  plane  of  the  coil,  where  I  =  2irr  is 
the  length  of  the  wire  in  centimeters. 
Substituting  the  values  of  (B  and  I  gives 

i.        ^  ^ .  r^     -r  2ir/  - 

/i  =  ^  X  2rrl  ==  wi  —  -  dynes, 

but  the  forces  /  and  /i  are  equal  and  therefore 

2ir7 
r 
and 

3C  =  —  dynes.  (98) 

The  flux  density  at  the  center  of  the  loop  is 

(B  =  3C  =  —  lines  per  square  centimeter. 

If  7  is  expressed  in  amperes  the  field  intensity  at  the  center  of  the 
loop  is 

3C  -  5M  dynes.  (99) 
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\  {B)  At  a  distance  of  r  cm.  from  a  long  straight  wire  carrying  a  current 
of  /  absolute  units  (Fig.  48). 

If  3C  is  the  intensity  of  the  field,  the  work  done  in  moving  a  unit  mag- 
netic pole  around  the  wire  at  a  distance  r  cm.  from  it  against  the  force 
3C  is 

w  =  2rr3C  ergs. 

The  work  done  is  equal  to  the  product  of  the  current  and  the  flux  cut 
and,  therefore, 

2Tr3C  «  4ir7, 

and 


2/ J 
3C  =  —  dynes; 


(100) 


the  intensity  of  the  field  varies  directly  as  the  strength  of  the  current 
and  inversely  as  the  distance  from  the  wire. 
The  flux  density  at  distance  r  is 


27 
(B  =  3C  =5  —  lines  per  square  centimeter. 


If  7  is  in  amperes  the  field  intensity  is 

0.27 


3C  « 


dynes, 


and  the  flux  density  is 


(B  = 


0.27 


lines  per  square  centimeter. 


(101) 


(102) 


(103) 


6 
S 


I 


Motion 


Unit  current  would  produce  a  flux  density 
of  2  lines  per  square  centimeter  at  a  distance 
of  1  cm.  from  a  straight  wire  and  it  would 
produce  this  flux  through  a  distance  of  2r 
cm.,  or  it  would  produce  a  flux  density  of  4ir 
lines  per  square  centimeter  through  a  dis- 
tance of  1  cm.  in  air.  Thus  one  absolute 
unit  of  current  represents  a  m.m.f.  of  4ir 
gilberts  and  one  ampere  represents  a  m.m.f . 
of  0.4ir  gilberts. 

(C)  Between  two  parallel  wires  A  and  B, 
Fig.  49,  at  a  distance  of  D  cm.  apart  and 
carrying  equal  currents  I  but  in  opposite 
directions. 

The  field  intensity  or  magnetic  force  at 
^..'J^I^^^'Tm  "^""""^  '''i ''''''    point  P  distant  r  cm.  from  A  and  Z>  -  r  cm. 

magnetio  field  near  a  long    i  »>  .     ,  -   ,  .    - 

straight  wire.  from  B  IS  the  resultant  of  the  magnetic  forces 

due  to  the  currents  in  A  and  B.  Since  these 
forces  act  in  the  same  direction  at  all  points  between  the  wires  they 
can  be  added  directly;  the  field  intensity  is  by  equation  100 

27  .      27 


Fio.  48. — Intensity  of  the 


^^  —  +  ^^Tr  ^y^^y 


(104) 
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and  tJie  fiux  density  at  P  is 


=  X-  — +  r 


s  per  square  centimeter. 


■v^(Z))  At  any  point  on  the  aids  of  a  short  coil  of  radius  r  cm.  (Pig.  SO), 
n  —  number  of  turns  in  the  coil, 
I  »  current  in  the  ooii  in  absolute  units. 


Fio.  49. — MB(ii«tio  field  betwoen  two  parallfel  wiroa. 

Take  any  point  P  on  the  axis  at  a  distance  x  cm.  from  the  plane  of  the 
coil  and  let  3C  be  the  field  intensity  there.  If  a  pole  of  strength  m  is 
placed  at  P  it  will  be  acted  on  by  a  force  of  mK  dynes  perpendicular  to 
the  plane  of  the  coil.  The  force  exerted  on  the  coil  by  the  pole  is  equal 
and  oppoeito  to  the  force  exerted  on  the  pole  by  the  coil. 


"W 


SeS»®3GX!)3eQ©©Si3©S<2©S®®©30®36 
D 
Fio.  si. — Magnetic  field  in  ft  solenoid. 


The  field  intensity  at  the  wire  due  to  the  pole  ma-tPia^  dynes  and 
thefluzdenffltyis^linesper  square  centimeter,  where  (Jem.  is  the  dis- 
tance from  the  point  to  the  wire ;  the  length  of  wire  is  2*m  cm.  and  there* 
fore  the  force  exert«d  on  it  is 

f  "  -pX2  wml  dynes. 

This  force  acts  at  right  angles  to  the  lines  of  flux  and  may  be  resolved 
into  two  components,  /  cos  tf  in  the  plane  of  the  coil  and  f  an  8  perpen- 
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dicular  to  the  plane  of  the  coil.    The  component  f  cos  $  taken  around 
the  loop  is  zero  and  therefore  the  component/  sin  e  is  equal  in  magnitude 
to  the  force  tn JC. 
The  field  intensity  or  magnetic  force  at  P  is,  therefore, 

feinS      2irm/   . 
3C  = =  —3; —  sin  $ 

==  T"; — ;  X  -y: :  =  . ,  .   \.^  dynes,  (1O6) 

since 


d  =  VtHF^  aDid  sin  (>  = 


VH+x* 

(J^  On  the  axis  of  a  long  solenoid.    In  Fig.  51  AB  is  a  solenoid  of 

length  I  cm.  and  radius  r  cm.    If  n  is  the  number  of  turns  in  the  sole- 

n 
noid,  the  number  of  turns  in  the  section  CD  of  width  dxis  j  dx. 

The  field  intensity  at  P  due  to  the  section  CD  is,  by  equation  (106), 

2irr'7  n 

"^  -  (,.2  +  2.2)H  ^  Z      ' 

where  /  is  the  current  in  the  solenoid. 
The  field  intensity  due  to  the  complete  solenoid  is 


X 


J  2     2irr«7  n 

z(r«  +  x»)H^  Z  ^• 


2 
To  integrate  this  let  angle  CPT  »  e,  then 

X  =  r  cot  e, 

(r*  +  x«)^  =  r*(l  +  cot»  e)^  =  H  cosec*  ^  =  -^-tb' 
^  ^  ^  '  sm*  6 

rde 
dx  =  —  r  cosec'  ede  ^  — ^-rh\ 

if  the  solenoid  is  assumed  to  be'  very  long  the  limits  may  be  taken 
as  0  and  x,  and,  therefore, 

2irr*n7 


I 

-  2Tn7 

I 
2im7 


rsin»  e      (      rdd\ 


sin  (^  d(^ 


£" 


47m7 


^     [COB  eX^ 


,    dynes.  (107) 


If  the  current  is  expressed  in  amperes 

I 


ac  =  — J —  dynes,  (108) 
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and  the  field  intensity  on  the  axip  of  a  long  solenoid  is  proportional  to 
the  product  of  amperes  and  turns  or  ampere-turns  and  is  inversely  pro- 
portional to  the  length  of  the  solenoid. 

The  field  intensity  throughout  the  volume  enclosed  by  the  solenoid 
is  practically  uniform  except  near  the  ends  and  can  be  expressed  by 
equation  108. 

67.  Magnetomotive    Force    of    a 
Solenoid. — The  m.m.f.  of  a  solenoid 

is  the  line  integral  of  the  magnetic  /'^l\V)()(yyV)()0(yyyi"^\ 
forces  along  any  closed  path  through  \     WxQflSfiQSXXX//      \ 

it  and  is  measured  by  the  work  done 

in    carrying   a   unit   magnetic   pole  unitPoie 

around  the  closed  path  (Fig.  62).  Fio.  62.-Magnetoinotive 

^,.11  force  of  a  solenoid. 

The   work   done   is   equal  to  the 
product  of  the  current  and  the  flux  cut,  and  thus 

m.m.f.  =  4^nl,  where  J  is  in  absolute  units, 
or 

m.m.f.  =  0.4irnJ,  where  I  is  in  amperes. 

The  m.m.f .  is  proportional  to  the  ampere-turns  of  the  coil.  It 
does  not  make  any  difference  whether  it  is  a  small  current  in  a 
large  number  of  turns  or  a  large  current  in  a  small  number  of 
turns. 

The  in.m.f.  of  one  ampere  in  one  turn  or  one  ampere-turn  is 
0.4t  gilberts. 

In  8tud3dng  the  characteristics  of  electrical  machinery  it  is 
more  convenient  to  use  the  ampere-turn  as  the  unit  of  m.m.f. 
Thus  the  m.m.f.  of  a  field  coil  of  n  turns  carrying  a  current  / 
amp.  is  specified  as  nl  ampere-tums  instead  of  0.4iml  gilberts. 

68.  Examides. — 1.  The  solenoid  in  Fig.  53  has  nl  ampere-tums  and  is 
wound  on  a  ring  of  non-magnetic  material.  The  m.m.f.  of  the  solenoid  is 
M  =  0.4mJ  gilberts. 

If  { cm.  is  the  mean  length  of  the  path  and  A  sq.  cm.  is  the  sectional  area 
of  the  path,  the  reluctance  is 


«.i. 


and  the  flux  inside  the  ring  is 


M      0.4im/ ,. 

*  -  ft  =  ITJ- ^•''•"- 


The  flux  density  in  the  ring  is 


(K  «  -J  lines  per  square  centimeter, 
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and  the  magnetiMng  force  ia 

K 


-      ♦      0.iml 


and  is  the  m.m.f .  per  centimeter. 

If  the  solenoid  is  wound  on  an  iron  ring  of  permeability  /i,  the  reluctance 
is  reduced  and  becomes 


(Ri  =  ~ 


the  flux  is  increased  to 


*.  = 


OAiml 


and  the  flux  denaty  or  induction  density  is  increased  to 


the  magnetizing  force  remains  the  same  as  before, 

Am 


(Bi 


I 


FiQ.  53.— Ring 
solenoid. 


Fio.  64. — Solenoid 
in  air. 


Fig.  55. — Solenoid  wound 
on  an  iron  bar. 


^'  Fig:^^ represents  a  solenoid  of  n  turns  carrying  a  current  of  /  amp.; 
the  m.mi.  is  M  «=  0.4m/  gilberts.     If  I  cm.  is  the  length  of  the  solenoid  * 
and  A  sq.  cm.  is  its  sectional  area,  the  reluctance  of  the  path  through  it  is 

The  m.m.f.  required  to  drive  the  flux  4  through  this  reluctance  is 

Ml  =  *"7  gilberts. 

But  the  flux  going  out  at  one  end  has  to  pass,  around  through  the  air  and 
in  at  the  other  end  as  shown.  The  reluctance  of  this  return  path  is  difficult 
to  calculate  and  is  not  of  great  practical  importance;  its  length  is  greater 
than  { but  its  sectional  area  is  very  much  greater  than  A  and  its  reluctance 
is  small  compared  to  (Ri.  Thus  in  the  case  of  long  solenoids  of  small  section 
the  reluctance  of  the  return  path  may  be  neglected  and  the  assumption  may 
be  made  that  the  whole  m.mi.  M  is  utiliied  in  driving  the  flux  through  the 
reluctance  (Ri.    Thus 

M     OAwnl 

(Ri  "     l/A    ' 
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the  indttction  density  in  the  solenoid  is 

®-i — i75r 

and  the  magnetising  force  at  any  point  inside  the  solenoid  is 

' ,  ^^    dynes,  as  in  equation  (108). 


3C  =  (B  = 


I 


A 


If  an  iron  bar  of  length  I  and  permeability  m  is  placed  in  the  solenoid  the 

reluctance  of  the  path  through  the  solenoid  b  reduced  in  the  ratio  -  and  the 

reluctance  of  the  return  path  is  no  longer  negligible  in  comparison  with  it  and 
its  value  must  be  calculated  (Fig.  55). 


A  Sq.Om. 


Fio.  56. — Ring  with  aif 
air  gap. 


Arnatare   <«A«M« 

Fio.  57. — Magnetic  circuit 
of  a  dynamo. 


3.  In  Fig.  56  a  solenoid  of  nl  ampere-turns  is  wound  on  an  iron  ring  of 
permeability  /i  and  a  section  of  length  Zs  is  cut  from  the  iron.  If  Zi  is  the 
mean  length  of  the  path  through  the  iron  and  its  sectional  area  is  A  sq. 
cm.  the  reluctance  of  the  path  through  the  iron  is 

Am 
the  reluctance  of  the  path  through  the  air  is 


(Ri  =  -7^' 


«,.4' 


and  the  total  reluctance  of  the  path  is 

(R  =  (Ri  +  (R»  = 
The  flux  through  the  path  is 


(R 


0.4im/ 

A.  4.  b 


(109) 


The  flux  density  in  the  iron  is  (B  »  ^  and  is  the  same  as  in  the  air. 

The  magnetizing  force  or  m.m.f.  per  centimeter  in  the  iron  is 

<B      J^ 
M      Am 


jC.  -  -  =  ^» 


and  in  the  air  it  is 


Xt 


* 
®-A 
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The  m.m.f.  consumed  in  the  iron  Lb 

An 
and  the  m.m.f.  consumed  in  the  air  is 

M2  =  3Ci/2  =  -7  Zj. 
A 

4.  Fig.  53  represents  the  magnetic  circuit  of  a  bipolar  dynamo.     It  con- 
sists of  a  number  of  parts  of  different  materials  as  follows: 
One  yoke  y  of  section  Ay,  length  Zy,  and  permeability  mv» 
Two  pole  cores  c,c  of  section  Acj  length  Ic^  and  permeability  mci 
Two  pole  pieces  p,p  of  section  Ap,  length  Zp,  and  permeability  m9» 
Two  air  gaps  g^g  of  section  Agj  length  Ig^  and  permeability  M0  ="  1» 
One  armature  a  of  section  Aa,  length  ht  and  permeability  ma- 
The  reluctance  of  these  parts  are,  respectively, 


AyMy  AeM«  ApMp  ^9  AaMa' 

and  the  reluctance  of  the  whole  circuit  is 

The  m.m.f .  M  is  provided  by  field  coils  placed  on  the  pole  cores  as  shown, 
and  the  flux  through  the  circuit  is 

M  M 


^  » 


(R  (Ry  +  <Rc  +  (Sip  -\-  (Sig  +  (Ra 


and  is  equal  to  the  m.m.f.  divided  by  the  total  reluctance;  and  the  m.m.f. 
is 

AT  =  ♦«  =  *(JW  +  *<Rc  +  *(Jlp  +  *(R<r  +  *(Ro 
=  M  y  +  Mc  +  Mp  +  M,  +  Mo, 

where  My  is  the  part  of  the  total  field  m.m.f.  required  to  drive  the  flux 
through  the  yoke,  etc. 

The  m.m.f.  Mg  required  to  drive  the  flux  across  the  air  gaps  is  sometimes 
as  much  as  80  per  cent,  of  the  total  m.m.f. 

5.  Determine  the  reluctance  of  the  ring  in  Fig.  58  made  up  of  three  parts 
of  lengths  Zi,  h  and  Zi  cm.  respectively  and  sectional  areas  Ai,  At  ajid  As 
sq.  cm.  and  permeabilities  mii  Ms  and  MS'    The  m.m.f .  of  the  solenoid  is  Af . 

Zi 
The  reluctance  of  section  (1)  is  (Ri  —  i — ; 


the  reluctance  of  section  (2)  is  (Rs 
the  reluctance  of  section  (3)  is  (Ra 
the  flux  through  section  (1)  is  -^^i 


h 


A^a' 
M 

01/ 


^  ^  ^  ^  .  ,«N     •  M 

the  flux  through  section  (2)  is  4>2  =  /d~» 

M 
the  flux  through  section  (3)  is  *3     =  ^J 
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the  total  flux  through  the  ring  is 


**  (Ri       (Rj       (R» 


(110) 


But  the  flux  is  equal  to  the  m.m.f.  divided  by  the  reluctance  of  the  ring,  or 


and  therefore 


^ 

= 

M 

(R' 

(R 

= 

M 
* 

1 
(Ri 

+ 

1 
1 

(R, 

+ 

1 

(Ill) 


mm 


A2  Mt 


^ 


Mi 


A4M4 


Fig.  58. — Parallel  magnetic  paths.      Fia.  59. — Series-parallel  magnetic  circuit. 


6.  Fig.  59  shows  a  ring  of  iron  with  a  piece  set  in  made  up  of  three 
parts  of  different  permeabilities.     The  lengths,  sections  and  permeabilities 

are  indicated  and   the  reluctances  of  the  various  parts  are  (Ri  =  -j, — > 

-A  1/41 

2  I  I 

(R,  =s  — — J  (R,  s  — — »  and  (R4  =  -A  ~''     Determine  the  reluctance  of  the 
AtHi  A^i  Aifx* 

circuit. 
Let  M    »  the  m.m.f.  applied  to  the  ring, 

4     s  flux  through  the  ring, 

Ml  SB  m.m.f.  consumed  in  section  (1), 

All  a  m.m.f.  consumed  in  section  06, 
then    Ml  =  $(Ri,  and  Mi  =  $(R«6. 

The  reluctance  of  the  section  ab  consisting  of  three  paths  in  multiple  must 
be  found.  The  flux  <l>  passing  through  it  divides  into  three  parts  which  are 
inversely  proportional  to  the  reluctances  of  the  paths, 


therefore, 


and 


(Ri 


(R06  = 


JL+±+± 

(Rj       (R,       (R« 
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The  reluctance  of  the  whole  circuit  is 

V  9 


(Ri  ^  (Rt  ^  (R4 


(Ri  + 


69.  Energy  Stored  in  the  Magnetic  Field. — When  a  current 
t  c.g.s.  units  flows  in  the  solenoid.  Fig.  60,  wound  on  an  iron  ring, 
a  flux  is  produced, 

where    n  is  the  number  of  turns  in  the  solenoid, 
A  is  the  sectional  area  of  the  ring, 
I  is  the  mean  length  of  the  ring  and 
/I  is  its  permeability  and  is  treated  as  though  it  were  a 
constant. 


» 


^o.  60. — Solenoid  on  an  iron  ring. 

When  the  current  increases  by  a  small  amount  di  the  flux  in- 
creases by  an  amoimt  dip  =  — ^—  dif  and  the  work  done  is  equal 
to  the  product  of  the  current  and  the  increase  of  the  flux, 

dw  =  nt  d<tf  = j 1  dt  ergs. 

The  work  done  while  the  current  is  building  up  to  its  full  value 
/  is 


4TnUM  /* 


J        2  ^"^  ^^^^^ 

-JB^*erg8,  (113) 

where  £  =  — j —  is  a  constant,  if  /i  is  constant,  and  is  called  the 
inductance  of  the  circuit. 
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This  amount  of  energy  is  stored  in  the  magnetic  field  of  the 
solenoid  and  may  be  expressed  in  other  forms. 
The  energy  stored  is 

but  the  magnetic  force  in  the  solenoid  is 

therefore, 

F=  ^Al, 

or  since  the  induction  density  is 

(B  =  /iJC, 
the  energy  may  be  expressed  a$ 

W  =  ^Al 

The  product  Al  represents  the  volume  of  the  magnetic  field 
and  therefore  the  energy  stored  in  the  field  per  unit  volume  is 

^  =  Ti  =  "Sir'  ^^^^> 

or 

«,  =  £.  (116) 

or 

w  =  -^  ergs.  (116) 

When  the  magnetic  field  is  produced  in  air  the  field  intensity 
3C  is  equal  to  the  flux  density  (R,  and  the  energy  stored  per  cubic 
centimeter  is 

w  =  -^ergs,  (117) 

or 

w  =  g^  ergs.  (118) 

70.  Stress  in  the  Magnetic  Field. — The  force  between  two 
magnetic  poles  is  not  exerted  at  a  distance  but  is  transmitted 
through  the  medium  separating  them  and  the  medium  is  stressed. 
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There  is  a  tension  along  the  lines  of  force  or  induction  tending 
to  shorten  them  and  draw  the  boundary  surfaces  of  the  field 
together  and  so  decrease  the  magnetic  energy  stored  in  the  field; 
there  is  also  a  pressure  at  right  angles  to  the  lines  tending  to 
spread  them  apart,  and  so  decrease  the  fiux  density  in  the  field 
and,  therefore,  also  the  energy  stored.  Since  the  medium  is  in 
equilibrium  these  two  forces  are  equal  in  magnitude. 

The  pull  on  the  bounding  surfaces  is  usually  expressed  in  dynes 
per  square  centimeter  and  may  be  found  as  follows: 

The  energy  stored  in  a  magnetic  field  in  air  was  found  to  be 
~  ergs  in  Art.  69 

Fig.  61  represents  a  horseshoe  magnet  with  its  armature  re- 
moved a  distance  x.  If  (fi  is  the  flux 
density  in  the  field  between  the  magnet 
poles  and  the  armature  and  A  sq.  cm.  is 
the  area  of  the  two  pole  faces,  the  volume 
of  the  field  is  Ax  c.c.  and  the  energy 
stored  in  it  is  ' 

Ir  —  Q-  jIi  ergs. 

If  a  pull  P  is  exerted  on  the  armature 

and  it  is  moved  through  a  distance  dx,  the 

work  done  is  P  dx  and  this  is  equal  to  the 

increase  in  the  energy  stored  in  the  field; 

^     „      ^  ,.   ,  therefore, 

Vtn     Al  Pull  nf  •  ' 


P  =  ~^  dynes;  (119) 

this  is  the  pull  of  the  magnet  on  the  armature. 
The  pull  per  square  centimeter  is 

p  =  f  =  I,' dynes,  (120) 

and  this  is  the  tension  along  the  lines  of  induction  in  the  field  and 
is  also  equal  in  magnitude  to  the  pressure  at  right  sjigles  to  the 
lines. 

71.  Force  between  Parallel  Wires  Carrying  Current — Parallel 
wires  carrying  currents  /i  and  It  absamp.  will  either  be  attracted 
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or  repelled  depending  on  whether  the  currents  are  in  the  same  or 
opposite  directions.  Fig.  62  shows  the  fields  in  the  two  cases. 
When  the  currents  are  in  the  same  direction  the  lines  of  force 
combine  to  form  lines  surrounding  the  two  wires  and  these  lines 
tend  to  shorten,  or  the  circuit  tends  to  change  so  that  the  reluc- 
tance is  a  minimum  and  the  flux  a  maximum.  When  the  currents 
are  in  opposite  directions  the  lines  of  force  pass  between  the  wires 
and  they  tend  to  spread  out  resulting  in  a  repulsion  between  the 
wires.  In  this  case  again  the  forces  tend  to  decrease  the  reluc- 
tance of  the  circuit  by  increasing  its  section. 


Fio.  62. — Force  between  two  parallel  wires  carrying  current. 

To  obtain  an  expression  for  the  force  between  the  two  wires 
refer  to  Fig.  62.  A  and  B  are  the  two  wires  carrying  currents  /i 
and  1 2  respectively  and  d  cm.  is  the  distance  between  their  centers. 

The  field  intensity  and  flux  density  at  wire  B  produced  by  the 
current  Ji  in  A  is 

2/ 

(Bi  =-;t^  lines  per  square  centimeter. 

This  field  acts  on  the  wire  B  carrying  current  /,  with^a  force 

2/  I 

f  =  (Bi/j  =      \  '  dynes  per  centimeter  length.       (121) 

This  is  the  force  of  repulsion  between  the  two  wires. 

72.  Magnetic  Characteristics. — If  an  iron  ring,  Fig.  60,  which 
has  been  completely  demagnetized,  is  gradually  magnetized,  by 
increasing  the  current  in  the  exciting  coil  from  zero,  the  induction 
density  in  the  ring  increases  with  the  magnetizing  force  as  shown 
in  curve  1,  Fig.  63.  With  feeble  magnetizing  forces  the  gradient 
of  the  curve  is  small  and  the  permeability  is  low;  as  the  force 
increases  the  ciu^e  becomes  very  steep  and  nearly  straight  and 
the  permeability  increases  rapidly  and  becomes  very  large;  as 
the  force  is  further  increased  the  curve  rounds  off  and  the  gradi- 
ent becomes  small  again  and  a  large '  increase  in  magnetizing 
force  is  required  to  produce  any  considerable  increase  in  density, 
the  permeability  decreases  to  a  low  value  and  the  material  is 
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said  to  be  saturated.    Curve  1  is  called  a  ^'magnetization  curve" 
or  ''saturation  curve,"  or  (B-3C  curve  of  the  material. 

Curve  2,  Fig.  63,  shows  the  relation  between  the  permeability 

(B 
M  =  ;j^  and  the  induction  density  (B;  when  the  density  is  low 


MkfBaililnf  Fare««9C 


Mtfnatlc  Indaction  tm  (B 


Fio.  63. — Magnetic  oharscteristics. 

the  permeability  is  low;  as  the  density  is  increased  the  per- 
meabiUty  increases  until  it  reaches  a  maximum  at  the  point  m 
where  the  tangent  from  the  origin  touches  curve  1;  above  this 
point  the  permeability  decreases  again. 

In  Figs.  64  and  65  are  shown  magnetization  curves  for  materials 
used  in  electrical  machine  design.    These  curves  are  plotted  with 

PermMbilitf  ■>  fi 
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Fio.  64. — Magnetic  characteristicB  of  cast  iron. 

induction  density  B  expressed  in  lines  per  square  inch  on  a  base 
of  ampere-turns  per  inch  mstead  of  magnetizmg  force  X.  This 
results  in  a  change  of  SQ^.les  only  since  B  lines  per  square  inch 
=  (2.54)*  (B,  and   T  ampere-tiuns  per  inch  corresponds  to  a 

0.4x7* 
magnetizing  force  X  =     '  g.  • 
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Permeability  curves  for  cast  iron  and  cast  steel  are  also  shown. 
For  cast  iron  the  maximum  value  of  m  occurs  at  a  density  of  about 
4,000  lines  per  square  centimeter  or  25,000  lines  per  square  inch 
and  for  steel  at  about  6,600  lines  per  square  centimeter  or  40,000 
lines  per  square  inch.  Densities  below  these  points  are  not  of 
very  great  importance. 


Permeability ->^ 
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Fio.  65. — Magnetic  characteristics  of  cast  steel. 
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73.  Hysteresis. — If  the  exciting  current  i  or  magnetizing  force 
3C,  of  the  solenoid  in  Art.  69,  is  increased  the  flux  density  (B  in- 
creases, following  the  curve  OA  in  Fig.  66  imtil  it  reaches  its 
maximum  value  (B^  at  il.  It  X,  is  now  gradually  reduced  to 
zero,  (B  will  not  come  back  on  AO  but  will  follow  the  curve  AR 
and  when  3C  is  zero  (B  will  have  the  value  (Br  represented  by  OR. 
This  is  called  the  residual  magnetism;  it  is  not  a  fixed  quantity 
but  depends  on  the  degree  of  magnetization  of  the  material. 
To  remove  the  residual  magnetism  OC  is  reversed  and  increased 
to  the  point  C.  (B  is  now  zero.  The  magnetizing  force  repre- 
sented by  OC  is  called  the  coercive  force.  As  3C  is  still  increased 
(B  increases  to  its  maximiun  value  (Bm  again  at  the  point  A'  with 
the  same  magnetizing  force  as  at  A .  Again  reducing  JC,  (B  follows 
the  curve  AiRiCi  to  A  and  closes  the  loop.  This  closed  curve 
is  called  a  hysteresis  loop. 

The  area  of  the  hysteresis  loop  represents  the  amount  of 
energy  consumed  in  carrying  the  material  through  the  cycle  of 
magnetism. 
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From  Art.  64  the  work  done  in  increacing  the  flux  threading 
the  solenoid  by  an  amount  d<l>  is 

Tit 

dw  =  jq  d<t>  ergs, 

Where  n  is  the  number  of  turns  on  the  coil  and  i  is  the  current 
in  amperes  when  the  flux  threading  the  coil  is  0.    If  the  ring 

has  a  constant  section  of  A  sq.  cm.  and  a  length  of  I  cm.,  then, 

4tTr7ii  '^ 

since  JC  =  -77^  and  d<l>  K  -AcfcB,  the  work  done  is 


lOl 


dw  =  -7—  3Cd(B, 


Fio.  66. — Hysteresis  loop. 

and  the  work  done  during  a  complete  cycle  is 

Al    ^®- 


/Al   P" 
dw  =  -T~  \      5Cd(B  ergs. 


W  = 


Al  is  the  volume  of  the  ring  in  cubic  centimeters  and  therefore 
the  loss  in  ergs  per  cycle  per  cubic  centimeter  of  iron  is 


Wh 


47rJ(B« 


5Cd(B. 


(122) 


Referring  to  Fig.  66  and  starting  from  the  point  Ci,  the  energy 
per  cubic  centimeter  supplied  to  increase  the  induction  density 
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from  O  to  (B»  is  7-"  (area  OCiAM)  ergs.    While  (B  decreases  from 

(B,n  to  (Br,  energy  is  given  back  =  j—  (area  AMR).    The  energy 

required  to  remove  the  residual  magnetism  is  j-  (area  ROC), 
Similarly  below  the  axis  the  energy  consumed  is 

J—  (area  OCAiMi  —  area  AiMiRi  +  area  ORiCi)  ergs. 

Thus  the  hysteresis  loss  per  cubic  centimeter  per  cycle  is  ^  (area 

of  loop)  ergs. 

The  area  of  the  loop  increases  faster  than  the  maximum  den- 
sity- Steinmetz  gives  the  following  equation  for  the  loss  per 
cubic  centimeter  per  cycle  in  terms  of  the  maximum  density: 

a)H  =  Tj(B„,i«  ergs,  (123) 

where  ij  is  called  'the  hysteretic  constant  of  the  material. 

The  hysteresis  loss  in  a  volume  of  V  c.c.  of  iron  at  a  frequency 
of  /  cycles  per  second  is 

Wh  =  r7(B«^«/F10-7  watts.  (124) 

The  following  table  gives  ordinary  values  for  the  hysteretic 
constant  for  commercial  materials. 

Good  dynamo  sheet  steel 0.002 

Fair 0.003 

Silicon  steel 0.00076-0.004 

Cast  iron 0.011-0.016 

Cast  iron 0.011-0.016 

Cast  steel 0.003-0.012 

Good  commercial  iron  after  assembly 0 .  0027 

Iron  can  be  carried  through  a  cycle  of  magnetism  or  hysteresis 
cycle  (1)  by  applying  an  alternating  m.m.f.  and  producing  an 
alternating  flux  as  in  the  transformer;  (2)  by  producing  a  revolv- 
>  ing  flux  which  cuts  stationary  iron  as  in  the  stator  of  an  induction 
motor;  and  (3)  by  revolving  iron  in  a  stationary  magnetic  field 
as  in  direct-current  generators  and  motors. 

The  energy  expended  in  hysteresis  heats  the  iron  and  causes 
a  loss  in  eflSciency. 

74.  Magnetic  Materials. — The  most  important  magnetic  mate- 
rials used  in  electrical  design  are  cast  iron,  cast  steel,  ordinary 
sheet  steel  and  silicon  eheet  steel. 
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Cast  iron  has  low  permeability  and  large  hysteresis  loss.  It 
is  used  for  parts  of  the  magnetic  circuit  where  the  induction  den- 
sity is  low  and  is  in  a  constant  direction.  It  is  cheap  and  can  be 
made  into  castings  of  complex  form. 

Cast  steel  has  a  much  higher  permeability  and  smaller  hys- 
teresis loss.  It  replaces  cast  iron  where  greater  strength  or 
greater  permeability  is  required  or  when  the  appearance  would 
be  improved  by  reducing  the  section. 

Sheet  steel  is  used  for  parts  carrying  alternating  fluxes  of  all 
densities.  It  is  necessary  to  use  thin  sheets  in  such  places  to 
reduce  the  loss  due  to  eddy  currents  set  up  in  the  iron  as  it  cuts 
across  the  flux  (see  Art.  184).  To  further  reduce  the  eddy-cur- 
rent loss  the  iron  should  have  as  high  an  electrical  resistance  as 
possible. 

Silicon  steel  contains  a  small  percentage  of  silicon  which  has 
the  effect  of  reducing  the  hysteresis  loss  and  increasing  the  elec- 
trical resistance  and  so  reducing  the  eddy-curtent  loss.  Much 
higher  flux  densities  can  thus  be  used  and  the  weight  and  cost  of 
machines  reduced.  Silicon  steel  is  used  principally  for  trans- 
formers, where  very  high  efficiency  is  required.  It  is  quite 
expensive. 

75.  Effect  of  Chemical  Composition  and  Physical  Treatment 
on  Hysteresis  Loss. — ^Hysteresis  loss  is  dependent  on : 

1.  Chemical  composition  of  the  iron. 

2.  Heat  treatment. 

3.  Mechanical  treatment. 

1.  The  general  effect  of  impurities  is  to  decrease  the  permea- 
biUty  and  increase  the  iron  loss  but  there  are  exceptions. 

Carbon  decreases  the  permeability  and  lowers  the  saturation 
point;  it  increases  the  residual  magnetism  and  the  coercive  force. 
These  effects  are  greater  in  hardened  steel  than  in  soft  iron. 
Such  materials  are  valuable  for  permanent  magnets  but  are  not 
used  in  rotating  machinery. 

Silicon  in  certain  percentages  has  a  very  beneficial  effect;  2.5 
to  4  per  cent,  of  silicon  alloyed  with  the  iron  increases  the  per- 
meability and  decreases  the  hysteresis  loss  to  a  marked  degree. 
It  also  increases  the  electrical  resistance. 

T.  D.  Yensenhas  obtained  samples  of  iron,  alloyed  with  certain 
percentages  of  silicon  and  melted  in  vacuoy  which  exhibit  mag- 
netic qualities  far  superior  to  any  commercial  materials.     These 
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materials  are  only  in  the  experimental  stage.    The  table  below 
shows  a  comparison  between  various  steels. 

Aluminimi  has  an  effect  similar  to  that  of  silicon  but  the  im- 
provement is  not  so  great. 

2.  Annealing  the  material  after  manufacture  has  a  very  im- 
portant effect.  In  certain  cases  it  has  reduced  the  loss  in  sheet 
iron  to  half. 

It  is  found  that  the  hysteresis  loss  in  some  steels  increases 
with  continued  heating  during  use.  This  is  known  as  aging  and 
may  have  very  serious  results. 

Silicon  steel  is  non-aging. 

3.  Pimching,  hammering  and  bending  increase  the  hysteresis 
loss  in  sheet  steel. 

The  following  table  shows  a  comparison  between  Yensen's 
experimental  steels  and  some  commercial  materials. 


Material 


Maximum 
permeability 


Density  for 

maximum 

permeability 

in  lines 
per  square 
centimeter 


Hysteresis  loss  in 

ergs  per  oubio 

centimeter  per 

cycle 


(B 


max. 
10,000 


®max." 
15,000 


Electrical 
resistance 

in 
microhms 

I>er 

centimeter 

cube 


Experimenial  steel  with  0.15  per 
cent,  silicon 

Experimental  steel  with  3.40  per 
cent,  silicon 

standard  transformer  steel 

4  per  cent,  silicon  steel 


66,500 

6.500 

286 

916 

63.300 

6.500 

280 

1.025 

3.850 

7.000 

3.320 

5.910 

8.160 

4.000 

9 

2.260 

3.030 

11.8 

48.5 
11.0 
51.0 


76.  Theories  of  Magnetism. — The  magnetization  of  iron  is 
accompanied  by  molecular  changes  and  energy  is  consumed. 
Ewing  was  the  first  to  formulate  a  theory  to  explain  the  resulting 
phenomena.  He  imagmed  iron  to  be  made  up  of  magnetic  . 
molecules.  In  immagnetized  material  these  molecules  are  ar- 
ranged in  groups,  in  which  the  elementary  magnetic  poles  neu- 
traUze  one  another.  When  a  weak  magnetizing  force  or  m.m.f .  is 
applied;  the  less  stable  groups  are  broken  up  and  their  component 
molecules  turned  with  their  magnetic  axes  in  the  direction  of  the 
impressed  m.m.f. y  making  the  material  as  a  whole  slightly  mag- 
netic. This  stage  is  represented  by  the  lowest  section,  A,  of  the 
magnetization  curve,  Fig.  63.  If  the  magnetizing  force  is  re- 
moved, the  molecules  return  to  their  original  groupings  and  no 
magnetism  remains.    When,  however,  an  increasingly  powerful 
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m.m.f.  is  applied,  the  more  stable  groups  break  up  and  a  large 
proportion  of  the  molecules  turn  in  the  direction  of  the  external 
field  and  form  new  stable  groupings;  the  (d-JC  curve  rises  sharply 
and  the  permeability  is  large.  This  is  section  B  of  the  curve. 
If  at  this  point  the  m.m.f.  is  reduced  to  zero,  only  a  part  of  the 
molecules  resume  their  old  groupings,  the  majority  remaining  in 
their  new  positions.  In  this  way  the  phenomenon  of  residual 
magnetism  is  accoimted  for. 

With  an  ever  increasing  external  m.m.f.  more  and  more  of  the 
molecules  hne  up  and  the  material  approaches  saturation. 
Beyond  this  point  any  increase  in  m.m.f.  only  produces  an  in- 
crease in  flux  density  comparable  with  that  produced  in  a  non- 
magnetic material  (section  C).  ) 

The  later  electron  theory  of  magnetism  replaces  Swing's 
magnetized  molecules  by  electromagnets.  It  is  assumed  that 
each  molecule  of  iron  is  the  seat  of  an  electric  current  or  whirl  of 
electrons  and  therefore  exerts  a  small  m.m.f.  An  external  m.m.f . 
tends  to  draw  these  into  line  with  itself  as  discussed  above  and 
thus  increases  the  resultant  m.m.f.  of  the  system  and  coTas6=  ^" 
quently  the  flux  and  induction  density.  With  this  assumptioiu--^' 
the  conception  of  permeabiUty  is  unnecessary  as  increasing 
permeability  is  replaced  by  increasing  m.m.f.  which  has  the  same 
effect. 

77.  Lifting  Magnets. — Design  a  direct-current  electromagnet 
capable  of  Ufting  a  block  of  cast  iron  weighing  2,000  lb. 

The  pull  of  a  magnet  is  giyen,  by  equation  (119), 

P  =  -^      dynes 

where  (B  is  the  flux  density  in  the  air  gap  in  lines  per  square 
centimeter  and  A  is  the  area  of  the  pole  surfaces  in  square 
centimeters. 

1  lb.  =  444,000  dynes 
and  therefore 

p  =  ^'4  =  444,000  X  2,000  =  888  X  10«  dynes. 

Assuming  an  air-gap  density  of  6,000  Unes  per*  square  centi- 
meters (39,000  lines  per  square  inch)  the  required  pole  area  is 

,       888  X  10«  X  &r       ^,^  ^-  - 

A  = 7^-F[i^<:r-  -  =  616  sq.  cm.  =  95.5  sq.  m. 

(6,000)'* 

If  the  magnet  is  made  in  the  shape  shown  in  Fig.  67(a)  the 
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area  of  each  leg  is"  <^  ■  tf  41  sq.  in.     The  remaining  dimensions 

may  be  chosen  to  make  the  magnet  of  a  suitable  shape  but  space 
must  be  left  for  the  winding. 

The  nimiber  of  ampere-turns  required  for  the  exciting  winding 
may  be  found  as  follows: 

Assimie  that  the  contact  between  the  magnet  and  the  mass  to 
be  raised  is  not  perfect  and  that  an  air  gap  of  ^i-in,  is  left.  The 
ampere-turns  required  for  the  gap  =  0.3132  X  39,600  X0.26 
X  2  =  6,170.  (Art.  223).  Length  of  the  path  through  the  steel 
magnet  =  36  in.;  the  ampere-turns  per  inch  required  for  a 
density  of  39,500  lines  is  17  (Fig.  65)  and  the  total  ampere- 
turns  =  17  X  32  =  544.    Length  of  the  path  in  the  cast  iron 
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Fio.  67. — ^Lifting  magnets. 


(4) 


may  be  assumed  to  be  24  in.  and  the  section  60  sq.  in.;  the 

a       A      '^     •     ^u          ^    '         '     39,500  X  48        ^.  ^^    ^, 
flux  density  m  the   cast  iron   is   — - — -^ =  31,600;   the 

ampere-turns  per  inch  =  32  (Fig.  64)  and  the  total  ampere- 
turns  for  the  cast  iron  =  32  X  24  =768. 

The  exciting  ampere-turns  for  the  magnet  =  6,170  +  544 
+  768  =  7,482. 

In  order  that  the  coil  may  not  become  overheated  it  is  neces- 
sary to  limit  the  power  loss  to  a  value  which  can  be  radiated  from 
the  external  cylindrical  surface  of  the  coil  without  too  great  a 
temperature  rise.  For  a  magnet  in  contmuous  service  a  loss  of 
about  0.7  watts  can  be  taken  care  of  by  each  square  inch  of  the 
radiating  surface.  The  length  of  the  coil  is  12  in.  and  the  per- 
iphery is  44  in.  and  thus  the  radiating  surface  is  44  X  12  ==  528 
sq.  in.  The  allowable  loss  is  therefore  528  X  0.7  =  370 
watts.    If  the  voltage  is  220  volts,  as  is  usually  the  case,  the  cur- 

370 
rent  is  /  =  ^oTj  =1.7   amp.  and   the  resistance  of  the  coil  is 

220 


R  = 


1.7 


220 
130  ohms. 
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The  number  of  turns  =  T  =  ^'"P^^^-*^  ,  Z^  =  4.400. 

current  1.7         '      ' 

the  length  of  the  mean  turn  is  36  in.  —  3  ft.  and  the  length  of 

wire  is  4,400  X  3  =  13,200  ft. 

The  resistance  of  a  wire  is  give  by  equation  (131). 

length  in  feet 


R  =  p 


section  in  circ.  mils 


The  specific  resistance  p  may  be  taken  as  12  for  a  temperature 
of  60^C.  and  substituting  in  the  equation  above  the  section  of 
the  conductor  in  circular  mils  may  be  obtained: 

130  =  12  X  3200    . 

circ.  mils 

and 

.,        12  X  13,200       ,  ^^^ 
cu"C.  mils  = r^TT^ =  1,220. 

Referring  to  the  wire  table  on  page  85,  it  is  seen  that  No.  19 
wire  has  a  section  of  1,288  circ.  mils  and  it  would  therefore  be 
used. 

Lifting  magnets  are  usually  made  ^i^gHshaped  as  shown  in 
Fig.  67(6)  and  a  large  factor  of  safety  is  required  on  account  of  the 
varied  nature  of  the  material  to  be  handled. 


CHAPTER  III 
ELECTRIC  CIRCUITS 

78.  Ohm's  Law. — ^When  an  e.m.f.  is  applied  to  the  terminals 
of  a  conductor,  a  current  is  produced  which  is  directly  propor- 
tional to  the  e.m.f .  and  is  inversely  proportional  to  the  resistance 
of  the  conductor; 

/  =  ^  amp.  ( 125) 

where  /  is  the  current  in  amperes, 

E  is  the  e.m.f.  in  volts, 
R  is  the  resistance  in  ohms. 

This  is  Ohm's  Law. 

A  conductor  has  a  resistance  of  one  ohm,  when  an  e.m.f.  of 
one  volt  is  required  to  drive  a  current  of  one  ampere  through  it. 

When,  therefore  a  current  /  flows  through  a  resistance  K, 
e.m.f.  is  consumed;  ^ 

E  =-  IR  volts.  (126) 

79.  Joule's  Law. — Whenever  a  current  flows  through  a  re- 
sistance, electric  energy  is  transformed  into  heat  energy.  The 
power  or  the  rate  at  which  energy  is  transformed  in  the  circuit 
is  equal  to  the  product  of  the  current  and  the  e.m.f .  consumed  in 
driving  the  current  through  the  resistance  of  the  circuit. 

P  =  EI  watts, 
but  E  ^  IR  and,  therefore, 

P  =  PR  watts;  (127) 

thus,  the  power  consumed  in  the  circuit  is  equal  to  the  square  of 
the  current  multipUed  by  the  resistance.     This  is  Joule's  Law. 

The  power  consumed  in  the  resistance  of  circuits  represents  a 
loss  of  power  except  in  such  cases  as  the  incandescent  lamp,  where 
it  is  utilized  in  producing  light,  or  the  electric  heater,  where  the 
heat  developed  is  applied  to  a  useful  purpose. 

79 
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80.  Heat  Units. — When  a  current  of  /  amp.  flows  through  a 
resistance  of  R  ohms  for  a  time  t  sec.  heat  is  developed 

H  =  PRt  watt-sec.  of  joules.  (128) 

The  practical  heat  units  are  the  British  thermal  unit  and  the 
calorie. 

The  British  thermal  unit,  B.t.u.,  is  the  heat  energy  required 
to  raise  1  lb.  of  water  1**F. 

1  B.t.u.  =  1,055  watt-sec.  =••  1.055  kw.-sec.  (129) 

The  calorie  is  the  heat  energy  required  to  raise  1  gram  of  water 
1**C. 

1  calorie  =  4.2  watt-sec.  =  0.0042  kw.-sec.  (130) 

81.  Examples. — 1.  If  electric  energy  costs  l}i  cts.  per  kilowatt-hour, 
what  will  it  cost  to  raise  the  temperature  of  100  gal.  of  water  60^F.? 

One  gallon  of  water  weighs  8.4  Ih. 

The  energy  required  to  raise  100  gal.  =  840  lb.  of  water  60®F.  is 

840  X  1,055  X  60  wattle.  =  ^^^'^Sm^  ^^'''^^' 


and  the  cost  is 

840  X  1,055  X  60 
1,000  X  3,600 


X  0.015  =  $0,221  =  22.1  cts. 


2.  If  2  tons  (2,000  lb.)  of  coal  are  required  per  month  to  heat  a  house,  what 
would  it  cost  to  st^ply  the  same  amount  of  heat  electrically  at  IM  ots.  per 
kilowatt-hour? 

Assume  1  lb.  of  coal  to  give  10,000  B.t.u. 

Heat  energy  in  2  tons  of  coal  »  2  X  2,000  X  10,000  B.t.u. 

The  equivalent  kilowatt-hours  = -^ • 

3,600 

2  X  2,000  X  10,000  X  1.055 

and  the  cost  - --^- X  0.015  =  $175.83. 

3,600 

82.  Resistance. — The  resistance  of  a  conductor  varies  directly 
as  its  length  and  inversely  as  its  sectional  area;  it  also  depends  on 
the  material  of  which  the  conductor  is  made; 

R  =  Pj'  (131) 

where 

I  is  the  length  of  the  conductor, 

A  is  the  sectional  area, 

p  is  the  specific  resistance  or  resistivity  of  the  material. 
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« 

The  specific  resistance  or  resistivfty  may  be  expressed  in  ohms 
per  centimeter  cube  or  per  inch  cube,  which  is  the  volume  resis- 
tivity; or  in  ohms  per  meter-gram,  i.e.,  the  resistance  of  a  uniform 
round  wire  1  meter  long  weighmg  1  gram,  this  is  called  the  mass 
resistivity. 

In  engineering  problems  wires  are  usually  specified  by  gage 
numbers,  their  lengths  are  given  in  feet  and  their  sectional  areas 
in  circular  mils.  A  circular  mil  is  the  area  of  a  circle  one  mil  or 
one-thousandth  of  an  inch  in  diameter.  The  specific  resistance 
is  then  the  resistance  of  a  wire  one  foot  long  and  one  circular 
mil  in  section. 

83.  Cotiductance. — The  reciprocal  of  the  resistance  of  a  con- 
ductor is  called  its  conductance  and  is  represented  by  the  letter 
G,  where 

The  reciprocal  of  the  specific  resistance  or  resistivity  of  a  material 
is  called  its  conductivity  and  is  represented  by  the  Greek  letter 
7,  where 

1 

y  =  -' 
P 

Conductivity  should  be  expressed  in  per  cent,  of  the  conduc- 
tivity of  the  International  Annealed  Copper  Standard  taken  as 
100  per  cent.  This  standard  is  expressed  in  terms  of  mass  re- 
sistivity as  0.15328  ohms  (meter-gram),  at  the  standard  tempera- 
ture 20**C.  This  is  equivalent  to  10.371  ohms  per  circ.  mil  foot 
at  20^C. 

The  conductivity  of  metals  is  usually  decreased  by  the  presence 
of  impurities.  Drawing  or  other  cold  working  makes  metals 
harder,  stronger  and  slightly  more  dense  and  decreases  their  con- 
ductivity. The  conductivity  of  copper  wires  ranges  from  96  to  98 
per  cent.     Aluminum  wire  has  a  conductivity  of  60  or  61  per  cent. 

84.  Effect  of  Temperature  on  Resistance. — The  resistance  of 
all  pure  metals  increases  with  increase  of  temperature.  The 
variation  can  be  expressed  by  the  formula 

Rt  =  Roil  +  at),  (132) 

where  Ro  is  the  resistance  at  a  chosen  standard  temperature,  Rt 
is  the  resistance  at  a  temperature  t°  higher  and  a  is  the  tem- 
perature coefiicient  of  resistance.     It  is  the  increase  in  resist- 
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m 

ance  per  degree  rise  in  tempA-ature  expressed  as  a  fraction  of  the 
resistance  at  the  standard  temperature.  If  the  Centigrade  scale 
is  used  and  Ro  is  the  resistance  at  O^C,  the  value  of  a  for  copper 
of  100  per  cent,  conductivity  is  0.00427.  This  value  may  be  con- 
sidered as  constant  over  the  range  of  temperature  from  0**  to 

100**C.    With  the  Fahrenheit  scale  and  jBo  taken  as  the  resist- 

0  00427 
ance  at  32^F.,  the  value  of  a  is     \Z      =  0.00237. 

If  the  temperature  tfC  is  taken  as  standard  the  formula  may 
be  written 

Rt  =  Rt,{l+a(t-ti)},  (133) 

where  a  is  not  the  same  as  before  but  is  smaller  because  the  in- 
crease of  resistance  is  expressed  as  a  fraction  of  the  resistance  at 
ti°C.  which  is  greater  than  the  resistance  at  O^C. 

When  h  is  taken  as  the  standard  temperature  20**C.  the  value 
of  a  is 

Ro    J_  ocoRo  1 

"**"  "■  "'  fl2o  "  Ro  (1  +  aoVW)  "  L^"^ 

"  234.5  +  20  "  ^•^3^3- 

Similarly,  starting  from  this  standard  temperature  coefficient 
at  20^C.,  the  value  of  a  at  any  temperature  t  is  found  as 

ja20  Of20  ^20  1 


at  =  a20 


Rt         R2o{l  +a2o(«- 20)1 


1 

+  t- 

-20 

CtiO 

1 

+  ^-20       2^^-^  +  ^ 


(134) 


0.00393 

This  result  is  correct  if  the  conductivity  is  100  per  cent.  When 
it  is  less  than  100  per  cent,  the  value  of  a  must  be  varied  propor- 
tionally.    For  copper  of  95  per  cent,  conductivity 

at  = ^— (135) 

0.95  X  0.00393^  +  t  -  20 

If  the  resistance  at  ti^C.  is  known,  but  the  corresponding  value 

of  «!,  is  not  known,  the  resistance  at  any  other  temperature  i 

may  be  found  from 

„        „     / 1  +  0.00427^    \         p     /234.5  +  n      .      ,^ 

^'  =  ^"  (  1  +  0.00427^. )    ==  *"  (234.5  + J '   ^^^  ^^  ^' 

cent,  conductivity     (136) 
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and 


Rt  =  Rti  (^ 


1  +  0.004277f 


-)  -  «..  ( 


/  234.6  +  yt 


:) 


(137) 


+  0.004277<i  /  *  \  234.5  +  yt, 

where  y  is  the  conductivity  expressed  as  a  decimal  fraction. 

If  the  resistance  /2f ^  at  a  known  temperature  ^i  is  given  and  also 
the  resistance  Rt  at  an  unknown  temperature  t,  this  tempera- 
ture t  may  be  found  as  follows: 

Rt^  ^  Ro  (1  +  0.00427^ )  ^  234.5  +  t 
fii.        Ro  (1  +  0.00427«i)       234.5  +  h 


or 


and 


Rt  —  Ri 


t  -  t 


t  -  ti  = 
If  the  conductivity  is  y, 


Rt  234.5  +  h 

Rt  -^  Rti 


R, 


(234.6  +  ti). 


(138) 


R,-R„  /234.6 


Rt 


(^+,). 


(139) 


86.  Properties  of  Conductors. — The  properties  of  the  most  im- 
portant electrical  conductors  are  given  in  the  table  below. 


Material 

Temiierature  ooeffioient 

Denaity,  grains 
per  (cm.)* 

Reaiatance,   ohms  x>er 
(om.)«  at  (y»C. 

Almninum 

Copper 

Lead 

0.00390 
0.00393 
0.00387 
0.00381 
0.00072 
0.00367 
0.00377 
0.00600 

2.70 

8.89 

11 .  36 

1.69-1.76 

13.65 

21.20-21.70 

10.40-10.60 

19.30 

2.64 

1.69 

18.40-19.60 

4.10-6.00 

94.07 

9.00-16.60 

1.50-1.70 

6.60 

> 

Magnesium  . . . 

Mercury 

Platinum 

Silver. ........ 

X  io-« 

Tungsten 

The  temperature  coefficients  of  all  pure  metals  are  positive  and 
are  quite  large.  Certain  alloys  such  as  manganin  have  very 
small  temperature  coefficients  and  are  used  in  the  design  of  elec- 
trical instruments  where  the  resistance  must  remain  constant 
over  the  ordinary  range  of  temperature. 

Carbon  unlike  the  metals  has  a  negative  temperature,  coeffi- 
cient and  it  is  not  constant. 

The  resistance  of  insulating  materials  decreases  very  rapidly 
with  increase  of  temperature,  but  the  variation  is  not  regular  and 
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cannot  be  expressed  by  a  simple  equation.    Fig.  68  BhowB  the 

variation  of  the  resistance  of  slot  insulation  with  temperature. 

The  resistance  is  expressed  in  megohms  or  millions  of  ohms. 

86.  Resistance  of  Cboductors. — The  resistance  of  a  circular 

mil  foot  of  copper  of  100  per  cent. 

conductivity  at  M'C.  is  10,371  ohms; 

therefore,  the  resistance  of  a  copper 

wire  at  20''C.  is,  by  equation  (131), 

length  in  feet 


R  =  10.371 


=  10.371 


section  in  circular  mils. 

■     ^'  .,    ■    (140) 
circ.  mils. 


Vmp^wn^D^^Si  c>»iiiJ?    In  the  case  of  rectangular  conductors 

Fia.  68.— v&riatioD  of  resist-    such  as  busbars,  the  section  is  ex- 

anoe  of  slot  insulation  with    pressed  in  Square  mils  and  the  value 

temperature.  ,       .       i  .  .  ,. 

of  p  13  then  the  resistance  of  a  square 
wire,  one  mil  on  each  side  and  one  foot  long. 

The  following  table  gives  .the  specific  resistance  of  copper  at 
various  temperatures  and  the  corresponding  values  of  the  tem- 
perature coefficient. 


in  decree!  C. 

oiroulmr  mil  foot  ia 
ohms 

""""o"™"*'" 

0 

9.SfiO 

7.62 

0.00427 

IS 

10.160 

7.98 

0.00401 

20 

10.371 

8.13 

0.00393 

26 

10.560 

8.30 

0.00385 

60 

11.590 

ft. 11 

0.00351 

75 

12.620 

9.86 

0.00323 

In  this  table  and  in  wire  tables  generally  the  conductivity  is 
assumed  as  100  per  cent.  If  the  conductivity  of  a  given  wire  is 
less  than  this  the  specific  resistance  must  be  changed  accordingly; 
thus,  the  resistance  of  one  circular  mil  foot  of  copper  of  98  per 
cent,  conductivity  at  25''C.  is  ■;    ' 


0.9 


of  one  circular  mil  foot  of  aluminium  of 
.o«^   ■    10.55        .,,„    ^ 


=  10.76  ohms;  the  resistance 
per  cent,  conductivity 


^ 
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Table  of 

Copper  Wibb  of  100  Per  Cent.  Conductivitt 

Ameri- 
can Wire 

Diameter 

in  mils 

at20«C. 

Section  at  20<*C. 

Resistance, 

ohms  per 

1.000  ft.  at 

20«C. 

Current  capacity, 
amperes 

case 

(B.  A  8.) 

No. 

Circular 
mils 

Square 
inches 

Rubber- 
covered 

Other 
insulation 

0000 

460.00 

211,600.0 

0.1662 

0.04901 

225 

32^ 

000 

409.60 

167,800.0 

0.1318 

0.06180 

175 

275 

00 

364.80 

133,100.0 

0.1045 

0.07793 

150 

225 

0 

324.90 

105,500.0 

0.08289 

JO.  09827 

125 

200 

1 

289.30 

83,690.0 

0.06573 

0.1239 

100 

150 

2 

257.60 

66,370.0 

0.05213 

0.1563 

90 

125 

3 

229.40 

52,640.0 

0.04134 

0.1970 

80 

100 

4 

204.30 

41,740.0 

0.03278 

0.2485 

70 

90 

6 

181.90 

4 

33,100.0 

0.02600 

0.3133 

55 

80 

6 

162.00 

26,250.0 

0.02062 

0.3951 

50 

70 

7 

144.30 

20,820.0 

0.01635 

0.4982 

8 

128.50 

16,510.0 

0.01297  -^ 

0.6282 

35 

50 

9 

114.40 

13,090.0 

0.01028 

0.7921 

10 

101.90 

10,380.0 

0.008155 

0.9989 

25 

30 

11 

90.74 

8,234.0 

0.006467 

1.260 

12 

80.81 

6,530.0 

0.005129 

1.588 

20 

•       25 

13 

71.96 

5,178.0 

0.004067 

2.003 

14 

64.08 

4,107.0 

0.003225 

2.525 

15 

20 

15 

57.07 

3,257.0 

0.002558 

3.184 

16 

50.82 

2,583.0 

0.002028 

4.016 

6 

10 

17 

45.26 

2,048.0 

0.001609 

5.064 

18 

40.30 

1,624.0 

0.001276 

6.385 

3 

5 

10 

35.89 

1,288.0 

0.001012 

8.051 

20 

31.96 

1,022.0 

0.0008023 

10.15 

21 

28.46 

810.1 

0.0006363 

12.80 

22 

25.35 

642.4 

0.0005046 

16.14 

23 

22.57 

509.5 

0.0004002 

20.36 

24 

20.10 

404.0 

0.0003173 

25.67 

25 

17.90 

320.4 

0.0002517 

32.37 

26 

15.94 

254.1 

0.0001996 

40.81 

27 

14.20 

201.5 

0.0001583 

51.47 

28 

12.64 

159.8 

0.0001255 

64.90 

29 

11.26 

126.7 

0.0000995 

81.83 

30 

10.03 

100.5 

0.0000789 

103.2 

• 
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87.  Drop  of  Voltage  and  Loss  of  Power  in  a  Distributing  Circuit — 

The  distributing  circuit  in  Fig.  69  delivers  20  kw.  at  220  volts  to  a  re- 
ceiver circuit  1,000  ft.  distant;  if  the  size  of  the  conductors  is  No.  1 
B.  &  S.,  determine  the  voltage  required  at  the  generating  end  of  the 
line  and  the  power  lost  in  the  line. 

Eg  is  the  generator  voltage, 

E  is  the  receiver  voltage  «  220  volts, 

/   is  the  load  current, 

r    is  the  resistance  of  each  conductor. 


Ws- 


Fig.  69. — Distributing  circuit. 

The  power  delivered  is 

EI  =  20,000  watts; 
the  current  is  therefore 

J      20,000      ^  ^ 

the  resistance  of  each  conductor  at  25^G.  is 

r  «  0.126  ohms; 
the  voltage  drop  in  each  conductor  is 

ci  =  /r  =  90.9  X  0.126  =  11.48  volts; 
the  generator  voltage  is  therefore 

Eg^  E  +  2Ir  ^  220  +  22.96  =  242.96  volts; 
the  drop  of  voltage  in  the  circuit  is 
2ci  =  2/r  =  22.96  volts 

=  24^^  X  100  per  cent.  «  9.45  per  cent. 

The  loss  of  power  in  the  circuit  is 

2/V  «  2  X  90.9«  X  0.1261  «  2,100  watts; 
the  power  delivered  by  the  generator  is 

Egl  =  242.96  X  90.9  *  22,100  watts; 

therefore  the  power  losd  is 

2  100 

221 00  ^  ^^  P®^  ^^^'  "  ^'^^  ^^  cent.; 

and  the  efficiency  of  the  transmission  is  90.55  per  cent. 
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If  the  drop  of  voltage  had  been  limited  to  10  volts  what  size  of  wire 
would  have  been  required? 
The  drop  in  voltage  is 

2/r  =  2  X  90.9  X  10.55   }'^,    =  10  volts; 

cu-c.  mils  ' 


therefore  the  required  section  in  circular  tth'Ir  is 

"f  ^1    AAA 

A  =  2  X  90.9  X  10.55  -^  =  192,000  circ.  mils. 


88.  Current-carrying  Capacity  of  Wires. — The  energy  con- 
sumed in  the  resistance  of  a  wire  raises  the  temperature  of  the 
wire  until  the  point  is  reached  where  the  heat  radiated  and  con- 
ducted from  the  wire  is  equal  to  the  heat  generated  in  it.  When 
the  wire  is  bare  the  heat  will  escape  easily  into  the  air,  but  when 
it  is  covered  with  insulating  material  the  heat  cannot  escape  so 
easily  and  for  a  given  ciurent  density  the  temperature  rise  will 
be  greater.  This  increase  in  temperature  decreases  the  resist- 
ance of  the  insulating  material  and  so  decreases  its  insulating 
properties;  in  extreme  cases  the  insulation  may  be  charred  and 
rendered  useless.  The  last  two  columns  of  the  table  in  Art.  86 
give  the  values  of  current  which  can  be  carried  safely  by  differ- 
ent sizes  of  wire.  With  rubber  insulation  the  allowable  current 
is  about  25  per  cent,  less  than  with  weatherproof  insulation  be- 
cause the  rubber  is  more  easily  affected  by  heat.  When  the  in- 
sulated wires  are  inclosed  in  conduits  the  current-carrying  capac- 
ity is  less  than  that  given  in  the  table. 

89.  Examples. — 1.  If  the  resistance  of  a  copper  conductor  at  25^C.  is 

10  ohms,  determine  its  resistance  at  65*^C. 

R%6  =  Ru[  1  +  «26(65  -  25)}  =  10{  1  -f  0.00386(65  -  25)}  = 

11.55  ohms. 

2.  Determine  the  resistance  of  a  copper  wire  of  97  per  cent,  conductivity, 
100,000  circ.  mils  in  section  and  50  ft.  in  length  at  50?C. 

M   The  resistance  is      '„  </v^  nnn  —  0.00597  ohms. 

u.y?  luUjUuu 

3.  Determine  the  resistance  of  an  aluminum  bar  0.75  in.  by  0.375  in.  by 
100  ft.  at  25**C.,  if  the  conductivity  is  60  per  cent. 

The  resistance  is 

«  =  m  750W6  =  ««^«2  ohms. 

4.  If  the  resistance  of  the  shunt-field  winding  of  a  generator  is  30  ohms 
at  a  temperature  of  25^0.  and  after  running  under  load  is  found  to  be  31.5 
ohms,  determine  the  average  temperature  of  the  winding. 
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If  I  is  the  average  temperature  of  the  winding  when  hot,  ^nation  (133) 
gives 

Rt  =  Riili  +  0.00385((  -  25)}, 
or  substituting 

31.5  -  30{l  -f  0.00385^  -  25)1, 

the  rise  in  temperature  is 

31.5  _ 

30 
'  "  ^^  "  6.00385"  =  ^^'^• 

and  the  average  temperature  of  the  winding  is 

(  =  25  +  13  =  38**C. 

This  method  is  used  in  measuring  the  temperature  rise  in  the  field  and 
armature  windings  of  electrical  machines. 

90.  Kircho£Ps  Laws. — ^Two  laws  enunciated  by  Kirchoff  are  of 
great  value  in  solving  problems  dealing  with  continuous-current 
circuits. 

First  Law. — The  algebraic  sum  of  all  currents  flowing  toward 
or  away  from  any  junction  is  zero. 

Second  Law. — The  algebraic  sum  of  the  e.m.fs.  acting  in  a 
closed  circuit  is  equal  to  the  algebraic  sum  of  the  products  of 
the  current  and  resistance  in  the  several  parts  of  the  circuit. 


(a)  (b) 

FiQ.  70. — Kirchoff's  laws. 

The  first  law  is  illustrated  by  the  circuit  ABCD  in  Fig.  70(a) 
The  current  i  divides  at  B  into  two  parts  t'l  and  t'a.,  tis  numerically 
equal  to  the  sum  of  ti  and  t2  and  therefore  the  algebraic  sum  of  all 
currents  at  the  junction  B  is 

i  —  t'l  —  ii  =  0. 

The  second  law  is  illustrated  by  the  circuit  FGHK  in  Fig. 
70(6).  Between  the  points  F  and  G  an  e.m.f.  E  is  applied  which 
drives  a  current  i  around  the  circuit  in  a  clockwise  direction 
against  the  e.m.f.  e  of  the  battery  between  H  and  K,  ri  and  r2 
are  the  resistances  of  the  circuit. 
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The  e.m.f .  acting  in  the  direction  of  the  current  ia  E  -^  e  and 
is  consumed  in  driving  the  current  i  through  the  resistances 
ri  and  rs  and  by  Ohm's  law 

91.  Bzamples. — {A)  Fig.  71  shows  a  three-wire  system  supplied  by  two 
similar  llO-volt  generators.  The  resistances  in  the  various  parts  of  the 
circuit  are  indicated.  Find  the  currents  in  the  three  lines,  assuming  the 
direction  of  flow  to  be  as  indicated  by  the  arrows. 

From  circuit  afcflf,  HO  =  ti(ri  -f  r,  +  Ri)  -f  i2r4or  110  »  8.3ti  +0.4i,.(l) 
From  circuit /gcd,  110  =  ti(r,  +  fs  +  Ri)  -  tjfiOr  110  =  10.3tt  -  0.4ij.(2) 
From  circuit  abed,  220  =  ti(ri  +  fj  -f  Ri)  +  tt(i2j  +  fs  +  r,) 

or  220  =  8.3ii  +  10.3t,.  (3) 

At  the  point  g,  ti  =  it  +  it  (4) 

Substituting  (4)  in  (1)       110  =  8.7t,  +  8.3t,  (6) 

Solving  (2)  and  (5),  u  =  2.4  amp.,  tj  «  10.9  amp.  and  ti  »  tj  +  tj  = 

13.3  amp. 

(B)  Find  the  currents  in  the  various  branches  of  the  circuit  in  Fig.  72. 


'■»  «o.i 
A/WWVA- 


i,      r4-o.4 
VWWVA- 


Fig.  71. 


Fig.  72. 


Equating  the  voltages  around  the  various  circuits  to  zero. 

{ABCDO)  2t   +  6ii  +  ;K4  =  100. 

UBFDG)  2i   +  4i,  +  5is  -  100. 

{BCF)  6ii  -f  Sis  -  4i2  =  0. 

{FCD)  3u  -  5i6  -  3i8  =  0. 

(BCDF)  5ii  -f    3i4  -  Si*  -  4i,  =  0. 

Equating  the  currents  at  the  junction  points  to  zero. 

(B)  i  —  ii  —  ij  =  0,  or  i  =  ii  +  ij. 

(C)  ii  —  ij  —  i*  =  0,  or  i*  =  ii  —  is- 

(D)  i  —  ii  —  is  =  0,  or  i  =  i4  +  i». 
(F)  ij  +  ia  —  i»  =  0,  or  is  =  ii  +  ij. 

Substituting  (7)  and  (9)  in  (4), 
3  (ii  -  ii)  -  5  (i,  +  i,)  -  3i,  =  0,  or  3ii  -  6i,  -  Hi,  =  0. 

Substituting  (7)  and  (9)  in  (5), 

5ii  +  3  (ii  -  U)  -  6  (i,  +  is)  -  4i2  =  0,  or  8ii  -  9i,  -  8i,  =  0. 


(1) 
(2) 
(3) 
(4) 
(5) 


(6) 
(7) 
(8) 
(9) 


(10) 


(11) 


90  ELECTRICAL  ENGINEERING 

Sdving  (3)|  (10)  and  (11)  simultaneously, 

t'l  —  6.77  amp.,  tj  =■  8.66  amp.  and  ti  =  —  1.76  amp. 
From  (6),  i  =  15.43;  from  (7),  t4  «  8.53;  from  (9),  is  «  6.90. 

92.  kesistances  in  Series. — If  a  voltage  E  is  applied  across 
a  circuit  consisting  of  a  number  of  resistances  Ri,  R2  and  Rz  con- 
nected in  series  (Fig.  73)  the  total  resistance  of  the  circuit  will 
be  equal  to  the  sum  of  the  resistances  of  the  different  parts. 

The  drop  of  voltage  across  the  resistance  Ri  is 

El  =  IRi 

where  /  is  the  current  in  the  circuit. 
Similarly  „        .„ 

E  =  El  -[-  E2  "h  Ei 
=  1  iRi  +  R»  +  Rz), 

and  the  resistance  of  the  whole  circuit  is 

R  =  j  =  Ri  +  Ri  +  Ri.  (141) 

>i       "• 


-1  \AAAAAi •  —*■ 


-VNAAA/V 
Fio.  73. — Resistances  in  series.       Fio.  74. — Resistances  in  parallel. 

93.  Resistances  in  Parallel. — Determine  the  resistance  of 
0  a  circuit  consisting  of  a  number  of  resistances  Ri,  Ri  and  Rz 
(Fig.  74)  connected  in  parallel. 

If  an  e.m.f  E  is  applied  to  the  circuit  a  current  /  will  flow 
which  wijl  divide  up  into  branch  currents  /i,  1%  and  /s.  By 
Ohm's  law 

^'  -  r: 

'*  =  R»' 

^*  °  r: 

and  p 

where  R  is  the  resistance  of  the  whole  circuit, 
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but 


/  =  Ii  +  /i  +  /s 

=  e(J.  +  i-  +  A) 

\Rl      .  jCj         lij/ 


therefore. 


i2  = 


£; 


\Ri      R%      R%/ 

1 

Ri      Ri      As 


(142) 


If  the  conductances  O,  Gi,  G%  and  Gz  are  used  instead  of  the  terms 

1111 

D>  ^ETi  Wf  8.nd  ^-  the  result  can  be  written 


«  =  4  = 


or 


G      Gi  +  G2  +  <?8 
G  =  Gi  +  G2  +  Ga; 


(143) 


that  is,  the  conductance  of  a  circuit  consisting  of  a  number  of 
parallel  branches  is  equal  to  the  sum  of  the  conductances  of  the 
branches. 


+ 


I   ' 


->f 


-Eab- 


B 


94.  Potentiometer. — The  potentiometer 
shown  diagrammatically  in  Fig.  75  may 
be  used  to  obtain  a  variable  voltage  from 

a  constant  voltage  supply  in  a  continuous-    AAA^V^XAAVVVVwC 
current  system.    By  changing  the  position 
of  the  point  B  any  voltage  Ej^b  from  zero 
to  the  value  of  the  constant  supply  voltage 
E  may  be  applied  to  the  load  resistance  Ri. 

The  resistance  of  the  potentiometer  from 
A  to  BisRi  and  from  B  to  C  is  Rz*  The 
various  currents  are  indicated  in  the  figure. 

The  resistance  of  the  circuit  between  A  and  B  is 


WVWWV 

Fig.  75. — Potentiometer. 


Rab  = 


Ri      Ri 


the  resistance  between  A  and  C  is 


Rao  ^  Rab  "I"  Rbc  ~  T         1    +  ^»  — 


Ri      Ri 


RiRi 
Ri  +  ^1 


+  Ri 
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and  the  current  from  the  mains  is 

E  E 


/  = 


Rac         R1R2  -J 


Rl  +  ^2 

the  drop  of  potentipJ  from  B  to  C  is 


^'\  +  Rx 


Ri^-R2 
and  the  drop  acrosb  the  load  circuit  is 


R1R2         ^  RiRi  -{-  R2R1  "f"  RzRi 

RTfRt^^' 

There  is  a  continuous  waste  of  power  in  the  resistances  Rt  and  i^t  and 
the  efficiency  of  the  arrangement  is  always  less  than  the  ratio  of  the 
variable  voltage  Eab  ^  the  constant  voltage  E. 

96.  Inductance. — ^When  a  current  of  electricity  flows  in  a  cir- 
cuit, lines  of  magnetic  induction  interlink  with  the  circuit;  if  the 
current  remains  constant  the  flux  threading  the  circuit  is  con- 
stant, but  when  the  current  varies  the  flux  varies  proportionally 
and  in  doing  so  generates  in  the  circuit  an  e.m.f .  proportional  to 
the  rate  of  change  of  the  interlinkages  of  flux  and  turns  or  to  the 
product  of  the  turns  and  the  rate  of  change  of  the  flux.  This 
e.m.f.  has  a  value 

6  =  —  n  -VT  c.g.s.  units,  (144) 

where  n  is  the  number  of  turns  in  the  circuit  and  -rr  is  the  rate 

of  change  of  the  flux  interlinking  with  the  turns.  The  negative 
sign  is  used  because  the  e.m.f.  produced  opposes  the  change  in 
the  ciurent  and,  therefore,  the  change  in  the  flux. 

The  inductance  of  a  circuit  is  defined  as  the  rate  of  change  of 
the  flux  interlinkages  with  the  current  in  the  circuit  and  is  repre- 
sented by  £,  thus, 

dd> 
£  =  n--p  c.g.s.  units. 

This  quantity  is  not  a  constant  except  in  circuits  which  do  not 
contain  any  magnetic  materials  and  in  which  therefore  the  flux 
varies  directly  with  the  current. 

In  such  circuits  the  inductance  may  be  defined  as  the  number 
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of  interlinkages  of  flux  and  turns  for  unit  current  in  the  circuit, 
or, 

JB  =  -?  c.g.s.  units,  f  145) 

where        i  =  current  in  c.g.s.  units, 

<l>  =  flux  produced  by  current  t, 
n<l>  =  interlinkages  for  current  i. 

Since  £  ~  ^~J^  ^^Ttz/s/'  ^^  e.m.f .  generated  in  a  circuit  due 
to  its  inductance  is 

e—  ~Wj7  =  ~«C  -^  c.g.s.  units,  (146) 

It  is  equal  to  the  product  of  the  inductance  of  the  circuit  and  the 

rate  of  change  of  the  current.     When  e  is  expressed  in  volts  and 

i  in  amperes  the  inductance  is  in  henrys  and  is  represented  by  L 

to  distinguish  it  from  the  inductance  £  expressed  in  c.jg.s.  units. 

Equation  (146)  may  then  be  written 

di 
e  =  —  L  ^  volts.  (147) 

The  henry  is  defined  as  the  inductance  of  a  circuit  in  which  a 
counter  e.m.f .  of  one  volt  is  generated  when  the  current  is  chang- 
ing at  the  rate  of  one  ampere  per  second. 

The  relation  between  the  two  units  of  inductance  is  found  as 

follows: 

di  .  • 

6  =  —  £  ^  c.g.s.  units, 

di 
=  —  £  ~^^^^^  volts,  £  and  i  in  c.g.s.  units, 

di 
=  —  £  ^  10"*  volts,  £  in  c.g.s.  units,  i  in  amperes, 

=  -L|volt8, 

and,  therefore, 

1  henry  =  10®  c.g.s.  units  of  inductance.  (148) 

96.  Example. — (a)  Find  the  inductance  of  an  endless  solenoid  in  the  form 
of  a  ring,  Fig.  53. 

n  ^  number  of  turns  in  solenoid  =  1,000. 
r  s-  mean  radius  of  the  ring  =  10  cm. 

I  »  2irr  —  mean  length  of  the  flux  path  through  the  solenoid. 
/4  a  sectional  area  of  the  solenoid  =  5  sq.  cm. 
i  »  current  in  solenoid  in  c.g.s.  units. 
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The  flux  through  the  solenoid  is 

^  «     m.m.f.      ^  4»w  j^ 
reluctance       l/A         ' 

the  flux  per  unit  current  is 

*      4mA 

♦'-i — —' 

the  number  of  interlinkages  of  flux  and  turns  per  unit  current  is 


n^i 


I 


and  is  equal  to  the  inductance  of  the  circuit  in  c.gjs.  units;  thus,  the  induct- 
ance of  a  circuit  is  proportional  to  the  square  of  the  number  of  turns. 
Substituting  the  values  given  above  the  inductance  of  the  solenoid  is 

_       4  X  3.14  X  (1,000)»  X  5       ,^.  ^  ..   . 

^ 2  X  3.14  X  10 -  ^^    ''^'''  ^^**'' 

and  the  inductance  in  practical  units  is 

L  -  10«  X  10-»  =  0.001  henry. 

(&)  Find  the  energy  stored  in  the  magnetic  field  of  the  solenoid  when  the 
current  has  reached  a  value  7  =  10  c.g.s.  units. 

The  energy  stored  when  any  current  t  is  flowing  is  equal  to  the  work  done 
in  building  up  the  current  t  against  the  counter  e.m.f.  of  inductance  e  » 

—  £  ^ ;  it  is  therefore 

W^   leidt^   |£^t(ft=JBJ   i  di 


[4]: 


ergs. 


When  the  current  is  t  —  7  «  10  c.g.s.  units,  the  energy  stored  is 

7*  10* 

PT  =  JB-  «  10«  X  —-  =  5  X  10' ergs 

=  5  X  10'  X  10-'  =■  5  watt-sec. 

97.  Inductance  of  Circuits  Containing  Iron. — ^As  stated  in  Art. 
95,  the  inductance  of  circuits  containing  magnetic  materials  is 
not  constant,  since  the  flux  does  not  vary  directly  with  the  cur- 
rent. The  relation  between  flux  and  current  may  be  represented 
by  a  magnetization  curve  or  saturation  curve  such  as  those  shown 
in  Art.  72,  but  these  curves  cannot  be  represented  by  mathemat- 
ical equations  and  for  engineering  calculations  it  is  necessary  to 
choose  some  constant  average  value  to  represent  the  inductance 
01  a  circuit,  that  is,  to  assume  that  the  material  has  a  constant 
permeability  m  and  then  to  apply  a  correction  to  the  result. 

If  a  solenoid  of  n  turns  is  wound  on  an  iron  ring  of  section  A 
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sq.  cm.  and  mean  length  {  cm.  and  permeability  fiy  the  flux  pro- 
duced by  a  current  i  c.g.s.  units  is 

4irm ,. 
0  =  — J-  lines, 

the  flux  per  unit  current  is 

01  =  -  = J —  c.g.s.  umts, 

and  the  inductance  is 

£,  =  n0i  =  - — z c.g.s.  umts. 

It  is  proportional  to  the  square  of  the  number  of  turns,  as  seen 
in  the  last  example,  but  it  also  depends  on  the  permeability  of  the 
material  and  is  therefore  not  a  constant  quantity. 

When  the  current  in  the  solenoid  is  small,  the  iron  is  unsatur- 
ated, the  permeability  is  high,  the  flux  per  unit  current  is  large 
and  therefore  the  inductance  is  large.  When  the  current  is  large, 
the  iron  is  saturated,  the  permeability  is  low,  the  flux  per  unit 
current  is  small  and  therefore  the  inductance  is  small. 

Thus  the  inductance  of  circuits  containing  iron  or  other  mag- 
netic materials  is  not  constant  but,  above  a  certain  point, 
decreases  as  the  current  increases  and  the  induction  density 
increases. 

The  permeability  curves  in  Figs.  64  and  66 
show  the  relation  between  permeability  and 
induction  density  for  cast  iron  and  cast  steel. 

98.  Mutual    Inductance    and    Self-induc- 
tance.— If  two  electric  circuits  as  A  and  B  in 
Fig.  76  are  interlinked  with  a  magnetic  circuit 
of  constant  permeability  fi,  or  constant  mag- 
netic reluctance  (R,  the  mutual  inductance  of         ^inductance/* 
one  circuit  with  respect  to  the  second  circuit 
may  be  defined  as  the  number  of  interlinkages  of  the  second 
circuit  with  the  flux  produced  by  unit  current  in  the  first  circuit. 
It  is  equal  to  the  mutual  inductance  of  the  second  circuit  with 
respect  to  the  first  and  is  represented  by  9fTl. 

The  flux  produced  by  unit  current  in  the  rii  turns  of  the  circuit 

A  is 

47rni 
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and  the  inductance  of  A  is 

£i  =  ni0i  =  —~-  c.g.s.  units;  (149) 

(H 

if  all  the  flux  produced  by  A  passes  through  By  then  the  mutual 
inductance  of  A  with  respect  to  B  is 

Mab  =  n2<t>i  =  — ;r^— ^  C.g.s.  units.  (150) 

Similarly,  the  flux  produced  by  unit  current  in  B  is 

4im2 

and  the  inductance  of  B  is 

4irn2* 
£2  —  W292  —  — ^^ — J 

again  if  all  the  flux  produced  by  B  passes  through  A,  the  mutual 
inductance  of  B  with  respect  to  A  is 

9TlfiA  =  Wi02  =  — ^ — » 

and  is  equal  to  the  mutual  inductance  of  A  with  respect  to  S, 

Mba  =  "SKab  =  9(n. 

The  leakage  flux,  that  is,  the  flux  which  passes  out  between  the 
two  circuits  and  links  with  only  one  of  them,  has  been  assumed  to 
be  very  small.     In  this  case 

£.£,  -  ^*  X  ^*  =  {^)  *  =  3K^  (151) 

If  the  leakage  flux  is  not  negligible,  the  flux  ^,  pFoduced  by 
unit  current  in  A  can  be  divided  into  two  parts  ^mi  and  ^si,  Fig. 
77,  of  which  0mi  interlinks  with  B  and  <t>si  forms  a  local  leakage 
circuit  about  A  and  does  not  interlink  with  B;  <l>si  is  the  self- 
inductive  flux  produced  by  unit  current  in  A. 

The  self-inductance  of  a  circuit  is  the  number  of  interlinkages 
with  the  circuit  of  the  flux,  produced  by  unit  current  in  it,  which 
does  not  interlink  with  any  other  circuit;  it  is  the  number  of 
interlinkages  of  the  circuit  with  the  stray  flux  or  the  leakage  flux 
produced  by  unit  current  in  itself. 

ni<t>i    =  £1  =  inductance  of  A, 

W20itfi  =  9n  =  mutual  inductance  of  A  with  respect  to  S, 

ni<t>s^   =  £,si=^  self-inductance  of  A. 
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But 

^1  =  4>Mx  +  <^ai>  and  therefore 

and  similarly, 

712 


9fll    ,   £51. 
fit        ni 


9^    •   £52. 
Til        n% 


Fig.  77. — Self  and  mutual  inductance. 

When  any  magnetic  materials  are  present  the  reluctance  of  the 
magnetic  circuit  is  not  constant  but  varies  with  the  flux  density, 
that  is,  with  the  current  and  therefore  the  inductances,  the  mutual 
inductance  and  the  self-inductances  are  all  variable  quantities. 

For  any  value  of  current  t'l  in  A  producing  a  flux  <I>m  linking 
B  the  rate  of  change  of  flux  generates  in  fi  an  e.m.f .  which  may 
be  expressed  as 

Cab  =  na  —~  =  ^ab  J  (152) 


dt 


dt 


and  the  mutual  inductance  of  A  with  respect  to  B  is 

d^M 


^AB  =   ^2 


d^ 


di\ 


(153) 


-rr-  can,  however,  only  be  evaluated  on  the  assumption  that  the 

flux  is  proportional  to  the  current  or  that  the  reluctance  of  the 

magnetic  circuit  is  constant.     In  practical  applications  allowance 

must  be  made  for  the  errors  resulting  from  this  assumption. 

99.  Self-inductance    of    Continuous-current    Circuits.-— The 

self-inductance  of  continuous-current  circuits  is  apparent  only 

when  the  current  is  increasing  or  decreasing.    The  two  most  im- 
7 


98  ELECTRICAL  ENGINEERING 

portant  cases  are  when  the  current  is  starting  and  when  it  is 
stopping. 

Starting  of  Current. — When  a  constant  e.m.f.  E  is  impressed 
on  a  circuit  of  resistance  R  and  inductance  L  the  current  does  not 
immediately  reach  a  steady  value  on  account  of  the  opposing 
e.m.f.  due  to  inductance.     If  at  time  t  after  E  is  impressed  the 

current  is  changing  at  the  rate  -r.;  the  e.m.f.  of  inductance  is 

r  di 

By  Lenz's  law  it  opposes  the  impressed  e.m.f.  and  is  therefore 
negative. 

The  e.m.f.  acting  on  the  circuit  is 


E  +  e^^E-lf^ 

and  the  current  is 

1 

»=        R 

therefore 

• 

E          L  di 
*      B           Rdt 

or,  transposing, 

di             Rdt. 

.      E~        L' 

'-R 

the' integral  of  this  is 

E\  Rt 


log6(t--g)  ==-_+logeC, 


where  loge  C  is  the  constant  of  integration.     This  reduces  to 

Rt 

'      R      ^' 

or  ^'  =  1  +  ^^    ''^ 

E 
when  i  =  0,      i  =  0,      and  C'  =  —  p' 

Substituting  this  value  the  current  is 

Rt\ 

(154) 


(Rt\ 
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E 
When  t  =  cc  and  *  =  p'  and  the  current  has  reached  its  steady 

value,  which  ,is  independent  of  the  inductance  of  the  circuit; 
calling  this  value  /  and  substituting 

i  = /(l-c"^)-  (155) 

The  expression  „  is  called  the  time  constant  of  the  circuit. 

Stopping  of  Current. — If  the  impressed  e.m.f.  E  is  removed 

from  a  circuit  of  resistance  R  and  inductance  L,  when  it  is  carry- 

E 
ing  a  current  ^  =  p'  and  the  circuit  is  closed  through  a  resistance 

Ri,  the  current  will  not  at  once  fall  to  zero. 
The  e.m.f.  of  inductance  at  time  t  after  the  circuit  is  closed  is 

r  di 

and  it  opposes*  the  decrease  of  current. 
The  currcgit  in  the  circuit  at  this  instant  is 

r  di 


^ 


R  +  Ri 
or,  transposing, 

di  _  _  (fi  +  fii) 

i  "  L       ^' 

the  integral  of  this  is 

log€t=  ^^+^t  +  logC, 
where  log  C  is  the  constant  of  integration.     This  reduces  to    , 

when  ^  =  0,  i  =  7,  and  C  =  I. 
Substituting  this  value,  the  current  is 

i^h       ""       ;  (156) 

or 


The  e.m.f.  generated  in  the,  coil,  at  the  time  t,  is 


(167) 


et=i{R  +  RO=E^^^^e    ~^i^\  (158) 
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When  i  =  0,  the  generated  e.m.f .  is 

ft  =  s^— -;  (159) 

therefore  the  e.m.f.  generated  in  the  circuit  is  greater  than  the 

impressed  e.m.f.  in  the  ratio  — ^ — 

If,  when  the  impressed  e.m.f.  is  removed,  the  circuit  is  short- 
circuited,  fli  =  0  and  the  generated  e.m.f.  is 

that  is,  the  e.m.f.  does  not  rise. 

But  if  the  circuit  is  broken  Bi  =  «  and  66  =  « ,  and  danger- 
ous e.ni.fs.  are  generated  in  the  circuit.  A  large  value  of  R\ 
causes  the  current  to  decrease  rapidly,  but  it  also  causes  a  high 
e.m.f.  to  be  generated. 

The  energy  supplied  to  the  circuit  while  the  current  is  starting 
is 


but 


-X 


TT  =  I     Ei  dt, 


£  =  «i+L^; 


therefore, 

TF  =   p  (m  +  L  ~)  i  dt  =  r  Ri^  dt  +  f  Li  di; 

?dtis  the  energy  transformed  into  heat  in  the  electric 

circuit,  and   I  Ld  di  is  the  energy  stored  in  the  magnetic  field. 

Jo 

The  energy  in  the  magnetic  field  is 


of  this  f   Ri' 


Li  di  =  L  ^ 


w.    :  „„.   _2 


and  is  independent  of  the  resistance  of  the  circuit. 

This  magnetic  energy  is  returned  to  the  electric  circuit  while 
the  current  is  stopping  and  prevents  it  from  immediately  falling 
to  zero.     It  is  transformed  into  heat  in  the  circuit  and  is 

W  =   r  i^  {R  +  Ri)  dt, 
but 

R  +  Ri  , 

i  =  le"  —IT- '' 
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therefore,  /•«       „  (« +  bo  , 

W  =  I*iR  +  Ri)  i    e~       I      'dt; 

the  integral  of  this  is 

*^^  TF  =  L  2'  as  before. 

If  the  circuit  is  broken  this  amount  of  energy  must  be  dis- 
charged and  produces  a  spark. 

100.  Example. — The  shunt  field  winding  of  a  6-pole,  125-volt,  direct-cur- 
rent generator  has  500  turns  per  pole  and  carries  12.5  amp.;  the  resistance  of 

125 
the  field  winding  is  7.5  ohms  and  the  resistance  of  the  field  rheostat  is  Wn~K  " 

7.5  «  2.5  ohms;  and  the  flux  per  pole  is  6.3  X  10*  lines;  determine: 

(a)  the  inductance  of  the  field  winding; 

(b)  the  time  taken  by  the  current  to  reach  one-tenth  full  value  and  one- 
half  full  value,  after  the  field  switch  is  closed; 

(c)  the  initial  rise  of  voltage,  if  the  field  circuit  carrying  a  current  of  12.5 
amp.  is  closed  through  a  resistance  of  25  ohms; 

(d)  the  energy  stored  in  the  magnetic  field  when  the  current  is  12..'S  amp. 

(a)  The  interlinkages  of  flux  and  turns  with  a  current  of  12.5  amp.  or 
1.25  c.g.8.  units  is 

6  X  600  X  6.3  X  10«; 

therefore  the  inductance  is 

_      6  X  500  X  6.3  X  10«       i^.v^ing 

£  = ^-Trr =  15.1  X  10*  c.g.s.  units, 

l.Zo 

or 

L  =  15.1  benrys. 

(b)  At  time  t  after  the  field  switch  is  closed  the  current  is,  by  equation 
(155), 


i  =  /.(i-r^'). 


where  /  is  the  final  value  of  the  current  =  12.5  amp.  and  R  is  the  resistance 
of  the  field  circuit  including  the  rheostat  =  10  ohms;  therefore. 


»  =  12.5(1-.  i"i). 


Let  time  for  the  current  to  reach  one-tenth  of  full  value  or  1.25  amp.  be 
(1  sec.,  then 

1.25  =  12.5  (1  -  €-«  •«!) 
and 

ti  =  0.16  sec. 

Let  time  for  the  current  to  reach  one-half  value  or  6.25  amp.  be  tt  sec.,  then 

6.25  =  12.5  (1  -  €-»••«,) 
and 

it  »  1.05  sec. 


•  •   •      *    •      • 
••••••      • 

•     •  •.  •  •     • 


•  •••:•  I  •;.  •••    •  .•% 
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(c)  n  the  field  circuit  carrying  a  current  of  12.5  amp.  is  closed  through  a 
resistance  of  25  ohms,  the  initial  value  of  the  back  voltage  due  to  inductance 
is,  by  equation  (159)| 

66  =  125^5^-??  =  437.5  volts. 

(d)  When  the  current  is  12.5  amp.  the  energy  stored  in  the  magnetic  field 
is 

IT  -  L  ^  -  15.1  X  ^i^*  -  1,460  watt-sec. 

101.  Inductance  of  Parallel  Conductors. — ^Determine  the  in- 
ductance of  the  circuit  in  Fig.  78  consisting  of  two  parallel  wires 
A  and  B  carrying  equal  currents  but  in  opposite  directions. 

R  =  radius  of  each  wire  in  centimeters. 

D  =  distance  between  centers  in  centimeters. 

A  B 


I 

|< — X — > 


^ 


I 

I 

-0-05 >l 


i , i 

Fio.  78. — In4uctance  of  parallel  wires. 

When  a  ciurent  I  c.g.s.  imits  flows  in  the  wires  the  field  intensity 
at  the  point  P  distant  x  cm.  ffom  A  and  D  —  x  cm.  from  B  is 

21 »        21 

JC  = —  +  Yi dynes,  by  equation  (104), 

X  U  ^~  X 

and  the  flux  density  is 

2/  2/ 

(B  =  JC  = h  yr linea  per  square  centimeter; 

X  U         X 

the  flux  in  a  section  of  width  dx  and  length  1  cm.  is 

d</>  =  (B  (fa  lines. 

The  flux  between  the  wires  per  centimeter  length  produced  by 
the  current  in  one  wire  is 

«i=         -da;  =  2I[logx]J  =2/logg, 

and  the  flux  of  self-inductance  of  the  circuit  per  centimeter  length 

IS 

D 
*  =  2</>i  =  4/  log  ^7 
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r^ut'  only  half  of  this  flux  surrounds  each  wire  and  therefore  the 
inductance  of  each  wire  per  centimeter  length  is 

2  D 

Li  =  -y  =  2  log  p  c.g.8.  units.  (160) 

The  flux  inside  the  conductor  has  been 
neglected,  but  its  inductive  e£Fect  can  be 
calculated  very  easily  if  it  is  assumed  that 
the  current  is  distributed  uniformly  over 
the  section  of  the  wire.  In  Kg.  79  the 
section  of  wire  A  is  shown  enlarged. 

The  flux  density  at  distance  x  cm.  from 
the  center  ot  A  is 

^  «.  2i_  j«iG,  79, — Flux  inside  a 

X  '  conductor. 

where  I'  is  the  current  inside  the  radius  x  cm.  and  its  value  is 

x^ 
r  ^  I  ^  c.g.s.  units. 

The  flux  in  the  ring  of  radius  Xy  width  dx  and  length  1  cm.  is 

d*'  =  —  dx  =  -g^  dx  lines; 

this  flux  surrounds  only  the  current  F  and  is  equivalent  to  a 
smaller  flux  siurounding  the  current  I,  of  value 

and  the  flux  equivalent  to  the  flux  inside  the  whole  section  is 


/•«         r*  2  J 

02=   I    d4>  =   j    -^3^  dx 
=  -R^  LT Jo  ^  2  ^'^^' 


and  the  inductance  per  centimeter  due  to  the  flux  inside  the  con- 
ductor is  *2       1 

£2  =  y  =  ^  c.g.s.  units.  (161) 

The  inductance  of  each  wire  per  centimeter  is  therefore 

<C  =  £1  +  £2  =  2  log  p  +  ^  c.g.s.  units,  (162)      v 

and  the  inductance  per  mile  of  wire  is 

L  =  2.54  X  12  X  5,280  (2  X  2.303  logio  ^  +  O.5)  10-»  henrys 

«  (0.74  logio  S  +  O.O8O5)  10-»  henrys.  (163) 
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ELECTRIC  CIRCDITS  {Continued) 
ALTERHATIHG-CURRBirr  ORCniTS 
102.  The  Sine  Wave  of  Electromotive  Force  and  Current. — If 

the  coil  in  Fig.  80  rotates  with  a  constant  angular  velocity  in 
a  uniform  magnetic  field  between  the  poles  N  and  S,  an  alter- 
nating e.m.f.  will  be  generated  between  the  terminals  t  and  t^. 
Referring  to  the  figure  it  can  be  seen  that  in  position  (1)  the  e.m.f. 
generated  in  the  coil  is  zero,  since  the  conductors  forming  it  are 
moving  parallel  to  the  lines  of  magnetic  flux  and  therefore  are 
not  cutting  them;  in  position  (2)  it  is  positive  and  increasing;  in 


— GeneratioD  of  an  alternating 


(3)  it  b  positive  and  has  reached  its  maximum  value  since  the 
conductors  are  cutting  perpendicularly  across  the  flux;  in  (4)  it  is 
positive  and  decreasing;  in  (5)  it  is  zero;  in  (6)  it  is  negative  and 
increasing;  in  (7)  negative  and  maximum;  in  (8)  negative  and  de- 
creasing and  in  (1)  is  zero  again,  having  gone  through  one  com- 
plete cycle.     This  cycle  is  represented  in  Fig.  80. 

If  $  =  the  maximum  flux  inclosed  by  the  coil,  n  =  the  nimiber 
of  turns  on  the  coil  and  tu  =  the  angular  velocity  in  radians  per 
second,  then  at  time  (  sec.  after  the  position  of  maximum  in- 
closure  the  coil  has  moved  through  angle  $  =  ut  radians,  and  the 
flux  inclosed  is 

0  =  *  cos  wl; 
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the  e.m.f.  generated  in  the  coil  at  this  instant  is 

6  =  —  w  J  (<^  cos  cot) 

=  cm^  sin  wt  absolute  units 

=s  am$  10"*  sin  u)t  volts.  (164) 

IT 

When  ^  =  o»  *^^  e.m.f.  has  its  maximum  value 

Em  =  wn$  10"*  volts, 

and  therefore  ei     •      *  /iccx 

e  =  Efn  sm  wi;  (165) 

and  the  e.m.f .  generated  in  the  coil  varies  as  a  sine  wave. 

The  number  of  cycles  through  which  the  e.m.f.  passes  in  one 
second  is  called  its  frequency  and  since  one  cycle  represents  360 
/electrical  degrees,  the  frequency  may  be  expressed  as 

/  =  ^cycles,  (166) 

and  therefore  ^  . 

<a  =  2tj, 

Substituting  this  value  of  w  in  equation  (164)  gives 

•     e  =  2ir/n$  lO"*  sin  2irfi 
=  Em  sin  By 

where  6  =  2?rft  is  the  angle  turned  through  in  time  t  sec.  after  the 
position  of  zero  e.m.f.;  the  maximum  value  of  the  e.m.f.  is 

Em  =  2ir/n*  10-»  volts.  (167) 

In  a  two-pole  alternating-current  generator  one  cycle  corre- 
sponds to  one  revolution  of  the  coil  and 

f  =  rev.  per  sec, 

and  one  electrical  space  degree  is  equal  to  one  mechanical  space 
degree.  With  a  p-pole  alternator  the  e.m.f.  passes  through  one 
cycle  for  each  pair  of  poles  and  the  frequency  is 

f  =  %  rev.  per  sec, 

and  one  electrical  space  degree  is  less  than  one  mechanical  space 

2 
degree  in  the  ratio  -• 

P 

If  a  non-inductive  resistance  of  jR  ohms  is  connected  across  the 
terminals  of  the  coil  in  Fig.  81  an  alternating  current  will  flow  in 
the  coil  of  instantaneous  value 

•  —  J?-  —  -^«  sm  6 
^  ^  R"       R 
=  Im  sin  6, 
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where  Jm  =  "p"  is  the  maximum  value  of  the  current.  The  cur- 
rent and  voltage  waves  pass  through  their  zero  and  maximum 
values  together  and  are  therefore  in  phase.  They  are  represented 
by  the  two  curves  in  Fig.  81. 


Fio.  81. — Resistance  in  alternating-current  circuits. 

103.  The  Average  Value  of  a  Sine  Wave. — The  average  value 
of  the  ordinate  of  a  sine  wave  i  =  Im  sin  B  can  be  foimd  by  in- 
tegrating over  one-half  wave;  it  is 


-If' 

avg.  ^^  ~   I       -'m  SI 


sin  B  dB 


=  -=^[  -  cos  B]l 

=  ^[l  +  l]  =  -/«.  =  0.637/ 

IT  IT 


my 


(169) 


that  is,  the  average  value  of  the  ordinate  of  a  sine  curve  is 

2 

-  times  the  maximum  ordinate. 

104.  The  Effective  Value  of  a  Sine  Wave. — ^The  effective  value 
of  an  alternating  current  is  the  value  of  continuous  current  which 
would  have  the  same  heating  effect. 

When  an  alternating  current  i  =  Im  sin  B  flows  through  a 
resistance  R,  energy  is  transformed  into  heat  at  the  instanta^ 
neous  rate  i^R  watts;  the  average  rate  of  transformation  of  energy 
is 

-  I    i^R  dB^-  \IJR  sin«  B  dB 

=  ^  r  (1  -  <508  2B)  de 
^^  Jo 
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Im*R\ 


2t 

Im*R 

2r 


[-^; 


H 


thus  the  alternating  current  i  ~  /«»  sin  9  has  the  same  average 
heating  effect  or  consumes  the  same  average  power  as  a  con- 
tinuous current  —y= ;  the  value  I  =  — ^  is  therefore  called  the 

effective  value  of  the  alternating  current  i  =  Imsin  6 

The  effective  value  of  the  alternating  e.m.f.  e  ^  Em  sin  0  is 

E  .  ;^.  (171) 

The  effective  value  of  any  alternating  quantity  is  the  square 
root  of  the  mean  of  the  squared  instantaneous  values  taken  over 
one  complete  cycle;  it  is  equal  to  the  maximiim  value  divided 
by  y/2  only  in  the  case  of  sine  waves. 

Alternating-current  voltmeters  and  anmieters  indicate  the 
effective  values  of  voltage  and  current  regardless  of  the  wave 
form. 

105.  Inductance  in  Alternating-current  Circuits. — When  a  cur- 
rent flows  in  a  conductor  a  magnetic  field  is  produced  in  the  space 
surrounding  it;  as  long  as  the  current  remains  constant  this  field 
does  not  react  on  the  electric  circuit,  but  when  the  current  varies 
the  flux  linking  with  the  circuit  also  varies  and  induces  in  the 
conductor  an  e.m.f.  opposing  the  change  in  the  current  and  con- 
sequently the  change  in  the  flux.  This  action  is  due  to  the  inertia 
of  the  magnetic  field  and  is  analogous  to  the  action  of  the  fly- 
wheel in  mechanics.  The  inertia  of  the  flywheel  opposes  any 
change  in  speed  just  as  the  inertia  of  the  magnetic  field  opposes 
any  change  in  current.  Energy  is  stored  in  the  flywheel  as  the 
speed  increases  and  is  given  back  as  it  decreases  and  the  only  loss 
of  energy  is  that  due  to  friction.  Similarly  energy  is  stored  in 
the  magnetic  field  as  the  current  increases  and  is  returned  to  the 
electric  circuit  as  the  current  decreases,  and  the  only  loss  of  energy 
is  that  due  to  hysteresis  and  eddy  currents  in  the  iron  parts  of 
the  magnetic  circuit. 
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The  energy  stored  in  the  flywheel  is 


TT  =  J 


w 


(172) 


where  I  is  its  moment  of  inertia  and  cu  is  its  angular  velocity. 
The  energy  stored  in  the  magnetic  field  is 

W  =-rt- watt-sec, 

where  L  is  the  inductance  of  the  circuit  in  henrys  and  i  is  the 

current  in  amperes. 

The  inductance  of  the  coil  opposes  the  change  in  current  by 

generating  a  back  e.m.f. 

j.di 

^  =  -  ^dt' 

If  an  alternating  current  t  =  Jm  sin  9  =  7m  sin  2irft  is  flowing 
through  a  circuit  of  inductance  L  henrys  and  negligible  resist- 
ance an  e.m.f.  of  inductance  will  be  set  up 

di 


Bb  =  —  L 


di 


=  -L^(/mSin2T/0 

=  -  2jrf LI „,  cos  2jrft. 

=        2jr/LJm  sin  (2irft.  -  90) ; 


(173) 


e 


Fia.  82. — Inductance  in  alternating-current  circuits. 

it  is  a  sine  wave  of  e.m.f.  lagging  behind  the  current  wave  by 
90  degrees  (Fig.  82). 

In  order  to  drive  the  current  through  the  circuit  an  e.m.f. 
must  be  applied  to  the  terminals,  which  at  every  instant  will  be 
equal  and  opposite  to  the  back  e.m.f.  Cb]  its  instantaneous  value 

'^  6=  -  e„  =  2t/L/„  sin  (2irft  +  90),  (174) 

a  sine  wave  of  e.m.f.  leading  the  current  wave  by  90  degrees. 
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This  e.m.f.  is  consumed  by  the  inductance  of  the  circuit.     Its 
maximum  value  is 


E^  =  2TrfLI 


my 


(175) 


where  the  term  2vfL  is  called  the  inductive  reactance  of  the  cir- 
cuit and  is  denoted  by  X.  It  is  of  the  nature  of  resistance  and 
is  expressed  in  ohms. 

Thus,  in  a  circuit  of  reactance  X  and  negligible  resistance  the 
impressed  e.m.f.  is  90  degrees  ahead  of  the  current,  or  the  cur- 
rent lags  90  degrees  behind  the  impressed  e.m.f. 

106.  Resistance  and  Reactance  in  Series.— If  a  circuit  con- 
tains a  resistance  R  and  a  reactance  X  in  series  and  carries  an 
alternating  current  i  =  Im  sin  27r/<,  determine  the  value  of  the 
impressed  e.m.f.  and  its  phase  relation  with  the  current  (Fig.  83). 


Curye  @,   ^r— iR 


Cunre  (4).  e»-L^ 


-Vi/WV/W»— -1 


Curve(3)C^--L.^ 
Fio.  83. — Resistance  and  reactance  in  series. 


To  drive  a  current  i  =  Im  sin  2Tft  (curve  1)  through  a  resist- 
ance R  an  e.m.f.  is  required  equal  to 

Br  =  iR  =  ImR  sin  2Tft  (curve  2), 

a  sine  wave  in  phase  with  the  current  with  a  maximum  value  ImR- 
The  inductance  of  the  circuit  sets  up  a  back  e.m.f., 

di 
et  =  -  Lfj  =  27r/L/«sin  {2irft  -  90)  (curve  3), 

a  sine  wave  lagging  90  degrees  behind  the  current  with  a  maxi- 
mum value  2irfLIn  —  ImX. 
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To  overcome  this  back  e.m.f .  due  to  inductance  an  e.m.f .  must 
be  impressed  on  the  circuit  equal  and  opposite  to  e^. 

=  27r/LI«  sin  {2irft  +  90) 

=  /«X  sin  {27rft  +  90)  (curve  4). 

This  is  a  sine  wave  90  degrees  ahead  of  the  current  wave,  with  a 
maximum  value  ImX  and  is  the  e.m.f .  consumed  by  the  reactance 
in  the  circuit. 

The  instantaneous  value  of  the  impressed  e.m.f.  (curve  5)  is 
the  sum  c^f  the  instantaneous  values  of  Cm  and  ex,  thus 

e  =  6«  +  ex  =  fit  +  L^^  (176) 

=  J«  ft  sin  2ir/i  +  I^  sin  {2irft  +  90) 
=  J«  ft  sin  2jrft  +  IJC  cos  2ncft 
=  /m  {R  sin  ^  +  -X"  cos  B) 

=  J„  Z  sin  (0  +  *),  (177) 

where  Z  =  y/  R^  +  X^  is  called  the  impedance  of  the  circuit  and 
is  expressed  in  ohms  and  ^  is  the  angle  of  lead  of  the  impressed 
e.m.f.  relative  to  the  current.- 

X  ^  R 

sm  <i>  =  ~~T=====i  and  cos  0  ==     •  ■^rT=^^' 

The  impressed  e.m.f.  is  therefore  a  sine  wave  leading  the  cur- 
rent by  an  angle  4>,    Its  maximum  value  is 

E^  =  IW  R^  +  X»  =  J«Z,  (178) 

and  its  effective  value  is 

Inhere  I  is  the  effective  value  of  the  current. 
The  component  of  £  in  phase  with  the  current  is 

E 

and  the  component  of  E  90  degrees  ahead  or  in  quadrature  ahead 
of  the  current  is 

Et  =  JX  =  |x  =  JS^sin*. 
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107.  Capacity  in  Alternating-current  Circuits. — The  charge 
on  a  condenser  or  the  quantity  of  electricity  stored  in  it  is  pro- 
portional to  the  difference  of  potential  between  its  terminals; 
thus, 

q  =  Ce, 
where  q  is  the  charge, 

e  is  the  difference  of  potential  between  the  terminals, 
and       C  is  the  capacity  of  the  condenser. 

A  condenser  has  a  capacity  of  one  farad  when  one  coulomb 
of  electricity  stored  in  it  produces  a  difference  of  potential  of 
one  volt  between  its  terminals. 

If  an  alternating  e.m.f.  e  =  Em  sin  2t/(  is  impressed  on  the 
terminals  of  a  condenser  of  capacity  C  farads,  a  current  t  flows. 
At  any  time  t  the  charge  on  the  condenser  is 

q  =  Ce, 

but  the  charge  is  the  amount  of  electricity  which  has  flowed  into 
the  condenser  and  its  value  is 


=  I  idtf 
Jo 


and  therefore 

ji  dt  =  Ce. 

Differentiating  with  respect  to  t  gives 

^  de 

and  substituting  the  value  of  e, 

t-C^^(^^sm2ir/0 

=  2jrfCEm  cos  2irft 

=  2TfCEm  sin  {2Tft  +  90),  (179) 

and  thus  the  current  flowing  into  the  condenser  is  a  sine  wave 
leading  the  impressed  e.m«f .  by  90  degrees.  Its  maximum  value 
is 

Im  =  2TfCEm 

=  y;  (ISO) 

where  Xe  =  ^-jp  is  called  the  condensive  reactance  of  the  circuit 
and  is  expressed  in  ohms. 
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In  Fig.  84  curve  1  represents  the  impressed  e.m.f.  e  =  E^ 
sin  2jrft  and  curve  2  the  current  i  =  /»  sin  (2ii/i  +  90).  Be- 
tween the  points  a  and  b  the  current  is  positive  and  the  e.m.f .  is 
increasing;  from  b  to  c  the  current  is  negative  and  the  e.m.f.  is 
decreasing. 


Fig.  84. — Capacity  in  alternating-current  circuits. 

108.  Resistance  and  Condensive  Reactance  in  Series. — If  an 

alternating  current  i  =  7m  sin  2irft  flows  in  a  circuit  consisting 
of  a  resistance  R  in  series  with  a  condenser  of  capacity  C  farads 

and  reactance  of  Xc  =  o~7r'  ^^^^y  determine  the  magnitude  of 

the  impressed  e.m.f.  and  its  phase  relation  with  the  current 
(Fig.  85). 


• 

4— — VAAA//— 1 
R 

Curve  ®j\/      / 

-^Curve  (D    e-iK  +  f 
^\  Curve  ®    ««e~^ 

e            ^0- 

0          / 
* — ^—r*' 

r 

\\\^y^ 

^vL 

Fio.  85. — Resistance  and  condensive  reactance  in  series. 

The  impressed  e.m.f.  consists  of  two  components;  one  is  re- 
quired to  drive  the  current  i  (curve  1)  through  the  resistance  of 
the  circuit;  it  is  e^  =  iR  (curve  2),  in  phase  with  t;  the  other 
component  is  the  e.m.f.  required  at  the  terminals  of  the  con- 
denser or  the  e.m.f.  consumed  by  the  condensive  reactance  of 

the  circuit;  it  is  exc  =  ^^  (curve  3)  and  was  shown  to  lag  90  degrees 

behind  the  current,  Art.  107. 


ELECTRIC  CIRCUITS  113 

The  total  impressed  e.m.f .  is  (curve  4) 
e  =  e«  +  exc  (181) 

=  iR+l 


=  tR  + 


fidt 


C 
=  i?/«  sin  2irft  +  ^  i  I„  sin  (2jr/<)  dt 

=  iJ/„  sin  2ir/<  -  ^-^^  cos  2ir/<     . 

=  /«  {R  sin  27rft-Xc  cos  2ir/0 

=  7.  VS^ +-X7(^^.p^,  sin  2./.  -  -^=^,cos2./.) 

=  ImZ  sin  (2t/<  -  0),  (182) 

where  Z  =  \//22  -j-  x^^  is  the  impedance  of  the  circuit  in  ohms, 
and  4>  is  the  angle  of  lag  of  the  impressed  e.m.f .  behind  the  cur- 

.     .   ^  Xe  ^  R 

rent;  sin0  =      /^„    .    v^r^,  cos  0  =  ~~7^^^=r=^^' 

109.  ResistancBi  Inductance  and  Capacity  in  Series. — If  a 

current  i  =  /„  sin  27rft  flows  in  a  circuit  consisting  of  a  resistance 
Rf  inductance  L  aud  capacity  C  connected  in  series,  the  impressed 
e.m.f.  is 

€  =  e«  +  ex  +  ex.,  (183) 

Where  e«  =  iR  is  the  e.m.f.  consumed  by  the  resistance  of 

the  circuit, 

di 
'eg  =  L  -17  is  the  e.m.f.  consumed  by  the  inductance  of 

the  circuit, 

exr  =  -^  is  the  e.m.f.  consumed  by  the  capacity  of 

the  circuit. 

Assuming  that  the  impressed  e.m.f.  leads  the  current  by  angle 
4>,  its  equation  is 

e  =  Em  sin  (2irft  +  «),  (184) 

and 

E^sin  (2rft  +  «)  =  fli  +  L  ^]  +  ^ 

^Ri  +  Lf^  +  t±..    (185) 

8 
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Differentiating  with  respect  to  t, 

2h/£«  cos  (2ir/«  +  «)  =  i2 1  +  L  ^j  +  ^.  (186) 

but 

di  dH 

i  =  /«  sin  2irft,  g  =  2ir//,  cos  2ir/t,  g  =  -  (2ir/)*/«  sin  2rft 

di  dH 

when  <  =  0,t  =  0,|  =  2,r//„,  ^   =0, 

when 

Substituting  these  values  in  equation  (186),  when  <  —  0, 

2rfE^  cos  0  =  2irfRI^. 
and 

90  -  ^ 


when  t  = 


2t/ 


0  =  2irfRIm  sin  ^  -  (2ir/)«L/„  cos  (^  +  ^  cos  ^, 
and 

72  sin  ^  =  2ir/L  cos  ^  —  -n-ffi  cos  ^, 


therefore, 


2ir/L-      ^ 


tan  <l>  = = ^— 

X  -  X, 


(188) 


sin  ^  =  -r=M=M^=,  (189) 

Vr*  +  iX  -  Xc)* 

R 

cos  <^  =   -  T--^-. = y  (190) 

Vr'  +  (X  -  Xc)» 

and  from  equation  (162) 

t"^^^  VR^^+Vr^^lQ'  -  Z,  (191) 

iM         COS  9 

where 

is  the  impedance  of  the  circuit. 
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The  impressed  e.m.f.  is  therefore  a  sine  wave  of  maximum 
value  E^  =  IJS  =  I^  Vb^  +  (X  -  Xc)\  and  leads  the  current 

wave  by  an  angle  4>  =  tan~*  — p — -' 

It Xc>Xf  4>  ia  negative  and  the  impressed  e.m.f.  lags  behind 
the  current. 

If  X«  =  X,  ^  =  0  and  the  e.m.f.  is  in  phase  with  the  current, 
and  the  impedance  of  the  (circuit  is  Z  ^  R. 

110.  Vector  Representation  of  Harmonic  Quantities. — A  sine 
wave  may  be  obtained  from  a  circular  locus  as  shown  in  Fig.  86. 


Fia,  86. — Sine  wave. 

The  radius  of  the  circle  is  the  maximum  value  of  the  sine  func- 
tion and  is  called  its  amplitude.  If  the  radius  vector  is  rotated 
at  uniform  angular  velocity  co  in  the  counter-clockwise  direction, 
its  vertical  projection  at  any  time  t  is 

y  ^  Rsin<at  =  Rein  6, 

where  time  is  measured  from  the  horizontal.    Plotting  the  values 
of  2/  on  a  base  of  angle  6  for  a  complete  revolution  of  the  radius 
vector  gives  the  cycle  shown. 
To  represent  the  sine  function 

€  =  Ef^miO, 

a  circle  of  radius  E»  is  taken  ^nd  the  vertical  projections  of  the 
revolving  vector  are  plotted  on  base  of  angle  6  (Fig.  87(a)). 
To  represent  a  sine  function 

i  =  In,  sin  {e  —  0), 

a  circle  of  radius  Im  is  taken,  but  since  i  does  not  pass  through 
zero  until  angle  B  =  4>^  the  sine  wave  is  displaced  to  the  right  by 
angle  ^  as  shown  and  the  e.m.f.  wave  ^^  E^^^B  leads  the  cur- 
rent wave  t  =  7»  sin  (^  —  0)  by  angle  <l>.  Instead  of  using  com- 
plete circles  to  represent  sine  waves,  their  radii  E^  and  Jm  can 
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be  used  as  in  Fig.  87(&)  or  since  alternating  quantities  are  repre- 
sented by  their  effective  values  instead  of  their  maximum  values 

the  two  vectors  OE  and  01,  Fig.  87(c),  are  used  to  represent  the 

E 
two  sine  waves  in  Fig.  87(a).    OE  =  E  =  —yr  is  the  effective 

value  of  the  e.m.f .  e  =  Em  sin  6,  and  01  =  I  =  — 7^  is  the  effect- 

V2 

ive  value  of  the  current  %  =  /«  sin  (^  —  ^).    The  vector  01  is 

behind  the  vector  OE  by  angle  4>  and  so  indicates  the  relative 

phase  of  the  two  quantities.    The  counter-clockwise  direction  is 


Flo.  87. — Vector  representation  of  harmonic  functions. 


taken  as  the  direction  of  advance  in  phase  since  it  was  adopted 
at  the  International  Electrotechnical  Congress  at  Turin  and  is 
now  standard. 

111.  Power  and  Power  Factor. — In  continuous-current  cir- 
cuits the  power  consumed  is  the  product  of  the  impressed  e.m.f. 
and  the  current,  and  is* 


P  ^  EI  watts. 


(192) 


In  alternating-current  circuits  the  power  varies  with  time;  its 
instantaneous  value  is 


p  =  ei  watts, 


(193) 


where  e  and  i  are  the  instantaneous  values  of  the  e.m.f.  and  cur- 
rent in  the  circuit. 

Two  cases  will  be  considered,  first,  when  the  current  and  e.m.f . 
are  in  phase  and,  second,  when  the  current  lags  behind  the  e.m.f. 

Case  7. — If  an  e.m.f.  e  =  E^  sin  6  is  impressed  on  the  terminals 
of  a  circuit  of  resistance  R  a  current  i  =  /«  sin  ^  will  flow  in 
phase  with  the  e.m.f. 
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The  instantaneous  power  in  the  circuit  is 

Emim 


p  =  ei  =  EnJm  sin2  6  = 


(1  -  cos  26). 


(194) 


The  values  of  e,  i  and  p  for  a  complete  cycle  are  plotted  in  Fig.  88. 
The  power  varies  with  twice  the  frequency  of  the  current  from 
O  to  EJnj  but  never  becomes  negative.  The  area  beneath  the 
power  curve  represents  the  energy  consumed  in  the  circuit  during 
one  cycle. 


E 


Fio.  88. — Power  in  a  non-inductive  circuit. 


The  average  power  is 

irjo 


de 


_    1   f'Sm/m 

"it  Jo      2 


(1  -  cos  20)  de 


^»/«r-  _  sin  26  y 
2t    L  2  "Jo 

EnJm 


2v 


H 


E, 


=  EI; 


(195) 


2  V2   y/2 

therefore,  the  average  power  in  an  alternating-current  circuit  is 
equal  to  the  product  of  the  effective  values  of  the  e.m.f.  and  the 
current,  if  they  are  in  phase. 
Since 

P  =  £;/ 

and 

E  =  IB.,     ,• 
therefore, 

P  =  PR,  (196) 
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and  the  power  is  equal  to  the  square  of  the  effeetive  value  of  the 

current  multiplied  by  the  resistance. 

Case  II. — If  an  e.m.f .  e  =  EmWaOia  impressed  on  a  circuit 

containing  a  resistance  Ry  and  an  inductive  reactance  X,  the  cur- 

X 
rent  will  lag  behind  the  e.m.f.  by  an  angle  ^  =  tan~~^  ^  and  its 

instantaneous  value  will  be 

t  =  /msin  {B  —  *). 
The  instantaneous  power  in  the  circuit  is 

p  =  ct  =  EnJm  sin  ^  sin  (^  —  ^) 

=  ^^^  {cos  ♦  -  cos  (2  ^  -  ♦)}.  (197) 

The  values  of  e,  i  and  p  for  one  cycle  are  plotted  in  Fig.  89. 

EmJ 

The  maximum  value  of  power  is  — s~^  (1  +  cos  ^),  which  is  less 

than  in  Case  I^  and  the  power  curve  falls  below  the  base  twice  in 
each  cycle.  The  energy  consumed  per  cycle  is  the  difference 
between  the  positive  and  negative  areas  intercepted  by  the  power 
curve. 

T      R 

4— ^AMA^ 
El 
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Fxo.  89. — Power  in  an  inductivQ  circuit. 

The  average  power  is 

^  Jo 
=  -— ^  I   {cos 0  -  cos  {26  -  <t>)\de 
_  EJ^  r  sin(2<?  -  4>) 

^-COS^ fT — 


27r 

2t 

EmJm 


T 

Jo    • 


IT  •  COS  ^  — ' 


sin(—  ^)   ,  sin  (—  0) 


] 


cos  ^ 


EI  cos  4>\ 


(198) 
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therefore,  the  average  power  is  the  product  of  the  effective  values 
of  the  e.m.f .  and  current  multiplied  by  the  cosine  of  the  angle  of 
phase  difference  between  them. 
From  the  vector  diagram,  in  Fig.  89,  it  is  seen  that 

£  cos  <^  =  Si  =  IR, 

and  therefore  the  power  is 

P  ^  Ell  ^  PR, 

and  is  equal  to  the  active  or  in-phase  component  of  the  e.m.f. 
multiplied  by  the  current  or  is  equal  to  the  square  of  the  current 
multiplied  by  the  resistance  of  the  circuit  as  foimd  in  equation 


■*-£ 


Fio.  90. — Power  in  an  inductive  reactanoe. 


f 


Fio.  91. — Power  in  a  condensive  reactanoe. 

196;  thus,  all  the  power  consumed  in  the  circuit  is  consumed  by 
the  resistance.  Reactance  or  self-inductance  does  not  consume 
power  since  the  energy  stored  while  the  current  is  increasing  is 
given  back  while  it  is  decreasing  and  the  e.m.f.  consumed  by  self- 
inductance  is  a  wattless  e.m.f.  Similarly  condensive  reactance 
does  not  consume  power  since  the  energy  stored  while  the  e.m.f. 
is  increasing  is  given  back  to  the  circuit  while  the  e.m.f.  is  decreas- 
ing and  the  e.m.f .  consumed  by  condensive  reactance  is  wattless. 
These  results  are  illustrated  in  Fig.  90  and  Fig.  91. 
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In  Fig.  90  are  plotted  the  values  of  e,  %  and  p  for  an  inductive 
circuit  without  resistance  in  which  the  current  lags  90  degrees 
behind  the  impressed  e.m.f.  The  power  curve  cuts  off  equal 
areas  above  and  below  the  base  line  and  therefore  the  average 
power  is  zero.  The  area  below  the  line  represents  the  energy 
given  back  by  the  magnetic  field  while  the  current  is  decreasing 
from  its  maximum  value  7m  to  zero  and  the  area  above  the  line 
represents  the  energy  stored  in  the  magnetic  field  while  the  cur- 
rent is  increasing  again  to  its  maximum  value.    The  amoimt  of 

energy  in  each  case  is  L  -^  watt-sec. 

In  Fig.  91  are  plotted  the  values  of  e,  i  and  p  for  a  circuit  con- 
taining a  condensive  reactance  but  without  resistance.  The  cur- 
rent leads  the  impressed  e.m.f.  by  90  degrees  and  the  average 
power  is  again  zero,  so  that  no  energy  is  consumed  in  the  circuit. 
The  positive  area  cut  off  by  the  power  curve  represents  the  energy 
stored  in  the  electrostatic  field  of  the  condenser  while  the  e.m.f. 
is  increasing  and  the  negative  area  represents  the  energy  re-  * 

turned  to  the  circuit  while  the  e.m.f.  is  decreasing.    The  maxi- 

E  ^ 
mum  amount  of  energy  in  each  case  is  C  ~~  watt^ec.  where 

Em  is  the  maximum  e.m.f. 
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FiQ.  92. — Power  in  alternating-current  circuits. 

Fig.  92  illustrates  various  methods  of  representing  the  power 
in  a  circuit;  in  (a)  it  is  the  product  of  the  impressed  e.m.f.,  the 
current  and  the  cosine  of  the  angle  of  phase  difference  between 
them, 

P  =  E  XI  Xcoa<l>;  (199) 

in  (b)  it  is  the  product  of  the  current  and  the  in-phase  component 
of  the  e.m.f., 

P  ^  I  X  E  cos  4>  =  I  X  El  =  PR;  (200) 

in  (c)  it  is  the  product  of  the  e.m.f.  and  the  in-phase  component 
of  the  current, 

P  =  E  X  /  cos  ♦  (201) 
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The  apparent  power  in  a  circuit  is  the  product  of  the  impreased 
e.m.f.  and  the  current  and  is  expressed  in  volt-amperes  or  kilovolt- 
amperes. 

The  power  factor  of  a  circuit  is  the  ratio  of  the  true  power  to 
the  apparent  power  and  is 

P        £/  cos  ^  /««„, 


Per  Crat  Power  Fac 

therefore,  the  power  factor  is  the  cosine  of  the  angle  of  phase 
difference  between  the  current  and  the  impressed  e.m.f.;  it  is 
usually  expressed  in  per  cent,  and  may  be  either  leading  or 
lagging. 

The  sine  of  the  angle  of  phase  difference  between  the  current 
and  the  impressed  e.m.f.  is  called  the  reactive  factor  of  the 
circuit.  » 

When  the  current  is  in  phase  with  the  e.m.f.,  the  power  factor 
ia  unity  or  100  per  cent,  and  the  reactive  factor  is  zero. 
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When  the  current  leads  the  e.m.f .  by  30  degrees  the  power  fac- 
tor is  cos  30  »  0.866  =  86.6  per  cent,  leading  and  the  reactive 
factor  is  sin  30  =  0.500  =  60  per  cent. 

When  the  current  lags  60  degrees  behind  the  e.m.f .  the  power 
factor  is  cos  60  =  0.500  =  50  per  cent,  lagging  and  the  reactive 
factor  is  sin  60  =  0.866  =  86.6  per  cent. 

When  the  power  factor  is  90  per  cent,  the  reactive  factor  is 

Vl  -  09*  =  0.436  =  43.6  per  cent. 

'  When  the  power  factor  is  99  per  cent,  the  reactive  factor  is 

Vl  -  0.99*  =  0.141  =  14.1  per  cent. 

From  this  last  example  it  may  be  seen  that  very  great  care 
must  be  exercised  in  determining  reactive  factors  from  power- 
factor  readings  when  the  power  factor  is  near  unity;  an  error  of  1 
.per  cent,  in  reading  the  current,  e.m.f.  or  power  might  cause  a 
reactive  component  of  14.1  per  cent,  to  be  missed  entirely. 

These  and  similar  problems  may  be  solved  quickly  by  using 
the  chart  in  Fig.  93. 

112.  Examples. — 1.  If  an  alternating  e.m.f.  of  effective  value  E  is  im- 
preseed  on  a  non-inductive  circuit  of  resistance  R,  a  current  I  will  flow  in 
phase  with  e.m.f.,  where 

^       R 
The  vector  diagram  is  shown  in  Fig.  94. . 


I     E 


FiQ,  04. 


I 

J 


Fio.  95. 


Fio.  96. 


:l  "^^ 


♦I 


Fio.  97. 


X«r 


s 


Fig.  98. 


2.  If  an  alternating  e.m.f.  E  is  impressed  on  a  circuit  of  reactance  X  and 

E 
negligible  resistance,  a  current  I  ^  -^  will  flow  lagging  90  degrees  behind  the 

e.m.f.  (see  Fig.  95). 

8.  If  an  alternating  e.m.f.  E  is  impressed  on  a  circuit  of  resistance  R  and 
reactance  X,  a  current  I  will  flow  lagging  behind  the  e.mi.  by  angle  <^,  where 

tan  ^  =  "5* 
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The  vector  diagram  for  the  circuit  is  shown  in  Fig.  06.  The  e.m.f.  con- 
sumed in  the  resistance  ia  Ei  ^  IR  volts  in  phase  with  the  current  and  is 
represented  by  the  vector  OEi. 

The  e.m.f.  consumed  by  the  reactance  ia  Et  ^  IX  volts  leading  the  cur- 
rent by  90  degrees  represented  by  OEt,  The  impressed  e.m.f.  is  OE  »  E 
and  is  the  vector  sum  of  Ei  and  Et;  therefore 

E  =  VeTTe?  -  \J^'+7x'  -  i\/r*  +  X«  -  7Z, 

where 

Z  =  y/R*  +  X*  is  the  impedance  of  the  circuit. 

4.  I^g.  97  shows  the  vector  diagram  of  a  circuit  containing  a  condenser  of 

reactance  Xc,  when  an  alternating  e.mi.  £  is  impressed  on  its  terminals  and 

E 
a  current  ^  ""  jF*  flows  through  it  leading  the  e.m.f.  by  90  degrees. 

5.  Fig.  98  shows  the  diagram  for  the  same  circuit  with  a  resistance  R 
added  in  series. 

The  e.m.f.  consmned  by  the  resistance  is  OEi  ^  Ei  ^  IR,  in  phase  with 
07  «  7. 

The  e.m.f.  consumed  by  the  reactance  is  OEt  =  Et  ^  IXe,  lagging  90 
degrees  behind  01, 

The  impressed  e.mi.  is 

OE  =  E  ^  VEi*  +  Et*  -  IV R*  +  Xc*  -  7Z, 
lagging  behind  01  by  angle  ^,  where 


E% 
tan  <^  =  -g- 


IR 


El        Et 


E,z=:x^  0 


E. 

Fio.  99. 

6.  If  an  alternating  ejni.  E  is  impressed  on  a  circuit  containing  a  resist- 
ance Rj  an  inductive  reactance  X  »  2ir/L  and  a  condensive  reactance  Xe  » 

current  and  draw  the  vector  diagram  for  the  circuit  (Fig.  99). 

07  »  7  is  the  current  taken  as  horizontal. 

OEi  ^  El  "  IRiB  the  e.mi.  consumed  by  the  resistance  and  is  in  phase 
with  7. 

OEt  ^  Et  »  IX  is  the  e.mi.  consumed  by  the  inductive  reactance  and 
leads  07  by  90  degrees. 

OEt  ^  El  »  IXe  is  the  e.m.f.  consumed  by  the  condensive  reactance  and 
lags  behind  07  by  90  degrees. 
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OE  »  E  ^  IZ  la  the  e.mi.  impresBed  on  the  circuit,  or  the  e.mi.  con- 
sumed by  the  impedance  Z.  It  is  the  vector  sum  of  the  three  components 
^1,  ^t  and  Et  and  leads  the  current  by  angle  <^;  therefore, 


E  =  VEi^  +  (E2  -  Et)* 

and  

Z  =  \/i2»  +  (X  -  Xc)» 


where  L  is  the  inductance  of  the  circuit  in  henrys,  C  is  the  capacity  in  farads 
and /is  the  frequency  of  the  impressed  e.m.f. 

The  angle  of  phase  difference  between  the  e.m.f .  and  current  is  <^,  where 

tan* E^ JR -—R-' 

U  X  >  Xc  the  current  lags  behind  the  e.mi.; 
U  X  ™  Xe  the  current  is  in  phase  with  the  e.m.f . ; 
and  if  X  <  Xe  the  current  leads  the  e.mi. 


1 


R  -X 


FiQ.  100. 


7.  An  alternating  e.mi.  E  is  impressed  on  the  terminals  of  the  circuit  in 
Fig.  100  consisting  of  a  resistance  R  and  an  inductive  reactance  X  in  parcel. 
The  main  current  I  has  two  components, 

E 

1 1  =  -^,  in  phase  with  E, 

and 

E 
/i  =  y»  90  degrees  behind  E. 

From  the  vector  diagram  

and  lags  behind  ^  by  an  angle  *,  where 

'     ^       It      E/X      R 

^""^"^rrEiR^x 

The  impedance  of  the  circuit  is 

»       E  RX 


J     Vr^  +  X« 

8.  In  Fig.  101  a  third  branch  is  connected  in  parallel  with  the  two  in 
example  (7)  containing  a  condensive  reactance  Xe>  X. 
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The  main  current-  /  has  three  components, 

/i  =  P>  in  phase  with  E, 

E 
It  ^  ry9  90  degrees  behind  E, 


and 


E 
7t  —  -vr>  90  degrees  ahead  of  E. 


E     III"    ^«ix  ^« 


u-u 


Fia.  101. 


From  the  vector  diagram 

and  lags  behind  E  by  an  angle  ^,  where 


tan  ^  » 


7,  -  7,       l/X  -  1/X. 


7i 


7/i2 


The  impedance  of  the  circuit  is 


Vi  +{i-  i) ' 


^■^R.    '^R, 


E 


Xi 


X, 


Fig.  102. 


9.  Find  the  magnitudes  of  the  currents  in  the  various  parts  of  the  circuit 

in  Fig.  102  and  their  phase  relations  with  the  impressed  e.m.f. 

E 
I\  =  ~ri/T~~v\  ^^^  ^*8s  behind  the  impressed  e.m.f.  by  an  angle  ^i, 


where  tan  4>i  — 


Rx' 


E 


Rt> 


/j  —  ""T^l^f^v'i  '^^  leads  the  e.mi.  by  an  angle  ^i,  where  ta&  ^i 


1^ 
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I  =  Vh*  +  It*  +  2Ji/i  COS  (^i  +  <t>i)    (aee  vector  diagram)  and  lags 
behind  the  e.m.f .  by  an  angle  <^,  where 

*««  -t       /i  sin  »i  -  Ji  sin  </n , 

tan  w  =  i: T — i 

ii  cos  ^1  +  it  cos  ^s 

The  power  consumed  in  the  circuit  is 

=  Ii*Ri  +  It^Ri  watts. 

113.  Numerical  Examples. — 1.  If  an  alternating  e.m.f.  of  200  volts  at  a 
frequency  of  60  cycles  per  second  is  impressed  on  a  circuit  consisting  of  a 
resistance  of  10  ohms  in  series  with  an  inductance  of  0.1  henry  and  a  capacity 
of  100  microfarads,  (a)  determine  the  current  in  the  circuit  and  its  phase 
relation  with  the  impressed  e.m.f .,  (6)  the  e.m.f .  consimied  in  each  part  of  the 
circuit,  (c)  If  the  impressed  e.m  .f .  is  maintained  constant  and  the  frequency 
is  varied  determine  the  maximum  value  of  the  current,  (d)  Plot  the  current 
and  the  various  e.m.fs.  on  a  frequency  base. 

(a)  The  inductive  reactance  of  the  circuit  is 

X  «  2irfL  =  2  X  3.14  X  60  X  0.1  »  37.6  ohms; 
the  condensive  reactance  is 

Y  _i 10« OA  A     I, 

^•^  '   2t/C  ""  2  X  3.14  X  60  X  100  ^  ^b.4  onms, 
the  impedance  of  the  circuit  is 

Z  =  Vi2»  +  (X  -  Xc)*  =  \/lO«TT37.6  -  26.4)«  =  16  ohms; 

and  therefore  the  current  is 

,       E      200       ,„„ 

7  ~    lT  ~  13.3  amp. 

The  current  lags  behind  the  e.m.f .  by  an  angle  <t>t  where 

tan  ^  «  -^  ~  -^«  -  37.6  -  26.4  ^ 
tan  <t> ^— -jg 1.12 

and 

«  =  48^  18'. 

(6)  The  e.m.f.  consumed  in  the  resistance  is 

El  ^  IR  =  13.3  X  10  =  133  volts; 

the  e.m.f .  consumed  in  the  inductive  reactance  is 

Et  --  IX  =  13.3  X  37.6  =  500  volts; 

and  the  e.m.f.  consiuned  by  the  condensive  reactance  is 

Et  =  IXc  =  13.3  X  26.4  «  360  volts. 

The  impressed  e.m.f.  is 

E  =  VEi*  +  (Ei  -  Et)*  =  \/l33*  +  (500  -  350) »  «  200  volts. 

The  vector  diagram  is  shown  in  Fig.  103. 

(c)  The  current  in  the  circuit  at  any  frequency  is 

E  E 


I  ^ 


Z      VW+ 


((2-^^   -2i7c)' 


If  J&  is  maintained  constant  at  200  voltig  and  /  is  varied,  I  varies. 
When  /  «  0,  ^-^^  =  «  and  /  =  0; 
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when/  —  «,  2wfL  —  «  and  /  -»  0; 


when  2t/L 


2ir/C 


or/ 


2tVX?? 


X3.14-^ 


1  X 


100 
10» 


50  cycles 


the  ciirrent  has  its  maximum  value 

E     200 


/max.  =^  ""i^  "  20  amp. 


and  is  in  phase  with  the  impressed  e.mi. 


L^O.!  Henry 
RwlO  Ohmi      X'37.6  Ohmi 

•— >vwv — njww 


E-MO  Yolti 

/m  00  Cycles  per  Sec* 


C-W*  Fared. 


FlO.   103. 


E^IX-OM  Volts 


E^200  Volte 

I«13J  Amperet 
Ei-IR*t33  VolU 


Et-IX0-SW  Volts 


The  e.m.f.  consumed  in  the  resistance  is 

^1  =  /«  =  20  X  10  -  200  volts; 
the  e.m.f.  consumed  in  the  inductive  reactance  is 

^,  =  /a:  =  20  X  2  X  3.14  X'60  X  0.1  =  628  volts; 
and  the  e.mi.  consumed  in  the  condensive  reactance  is 

1 


^,  -  /Z,  »  20  X 


100 
2  X  3.14  X  50  X  j^ 


628  volts. 


AEt-IX-8t8  Volts 


I  ■  so  Amperee 

>  > 


E-  Ei-IR-no  Volte 


VE|-IXe-«"  Vol»» 


Fio.  104. — Resonant  circuit. 


j|.F45«p earned  In  the 
Indaetlre  -Seeetenee  «« | 
Xffectlve  Velae 
£}«■  928  Volts 


arrent  •  ».  BffoetlTo  Veloe 
>  SO  Anperoi 


Impreeeed  B.M.F.> 
E.M.F.  Coneaned  in 
the  Beeletaneoa  €, 
XffectlTe  Velae 
E  •  SOO  Volts 


E.M.F. Coneaned  ia 
the  CondenelTe 
Beecteaco  •  0^^ 
BffectiTe  Veloe  * 
£§•828  Volte 


Fio.  105. — E.m.fa.  and  currents  in  a 
resonant  circuit. 


n 


The  vector  diagram  for  the  circuit  is  shown  in  Fig.  104,  and  the  current  and 
ejtn.f.  waves  are  shown  in  Fig.  105.    A  series  circuit  in  which  the  inductive 
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reactance  aad  the  condensive  reactance  are  equal  at  a  certain  frequency  is 
said  to  be  in  a  state  of  resonance  for  that  frequency.  In  commercial  circuits 
the  capacity  is  usually  so  small  that  resonance  cannot  occur  at  ordinary 
frequencies,  but  when  any  high  frequency  e.m.fs.  are  produced  in  the  circuit 
resonance  may  occur  and  very  large  e.m.fa.  may  appear  and  break  down  the 
insulation. 

(d)  In  the  table  below  are  given  the  values  of  the  circuit  constuits  for 
frequencies  fram  0  to  200  cycles  per  second  and  the  correeponding  values  of 
/,  El,  El,  E,  and  cob  «. 


X-X,\  IX~X.)' 


■l-h 


I      0.0      0.000 

These  quantities  are  plotted  on  a  frequency  base  in  Fig.  106.  £>  reaches 
its  max.  when/  —  61.4  and  E,  reaches  its  max.  when/  =  49.2  oycles  per 
second. 

2.  If  an  alternating  e.m.f.£:  =  200  volts  at  a  frequency/  =  60  cycles  per 
second  is  impressed  on  the  circuit  in  Fig.  107,  determine  the  value  and  phaoe 
relation  of  the  main  current  and  the  currents  in  the  three  branches. 

The  firat  branch  is  a  resistance  fl  =  40  ohms;  the  second  branch  is  an 
inductaniw  L  -  0,1  henry  and  has  a  reactance  X  =  2tfL  —  37.6  ohms  at 
60  cycles;  the  third  branch  is  a  capacity  C  =  100  microfarads  or  10"'  farads 
and  has  a  reactance  ^'  -  o  fC  ' 


i  =  26.4  ohms. 
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The  current  in  the  resistance  is 

•        ^      200       - 

in  phase  with  the  impressed  e.m.f.;  the  current  in  the  inductive  reactance  is 

T       ^       200       -, 
^'^X^dT:^^  5.3  amp., 

90  degrees  behind  the  impressed  e.m.f.;  the  current  in  the  condensive  react- 
ance is 

J         E      200      .^ 

90  degrees  ahead  of  the  impressed  e.m.f. 
The  main  current  is 


/  =  V/i*  +  (/a  -  I\y  =  V5«  +  (5.3  -  7.6) «  «  5.5  amp., 
leading  the  impressed  e.m.f.  by  an  angle  <t>y  where 

tan  «  =  ^^-f^  =  ?^  =  0.46, 

and  therefore 

0  =  24**  42'. 

If  the  e.m.f.  impressed  on  the  circuit  is  maintained  constant  and  the  fre- 
quency is  varied  find  the  magnitude  of  the -main  current  when  it  is  in  phase 
with  the  e.m.f. 

The  current  at  any  frequency  is 


It"* 7.6  Amperei 


E— 100  Volt 

/-«0  Cycle^   o^„, 
per  8«c 

■♦ 


X— 37.6 
Ohmt. 


Is 

C-10'*  Farads 

0 
X^w  2S.i  Ohma 


■■  S.S  Amperea 

E»a00  Volta 
I""  6  Amperaa 


i|a9td  ▲mperes 


FlO.   107. 


the  angle  of  lag  of  the  current  behind  the  e.mi.  is 

.  tan-  ^-^^'   ^  tan-i  IZ^-^JZ^-. 


<t> 


h 


When  the  current  is  in  phase  with  e.m.f. 

0=0  and  X  =  Xc  or  2ir/L  = 
the  frequency  is  therefore 


l/R 
1 


2ir/C" 


2rVLd  "  2  X  3.14  V  arxlo^*  "  ^  '^''^'^ 


9 
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The  main  current  at  a  frequency  of  5Q  cycles  is 

200 


7    -^ 


40 


=  5  amp. 


the  current  in  the  inductive  reactance  is 


/.  =  ?.= 


200 


X      2  X  3.14  X  60  X  0.1 
the  current  in  the  condensive  reactance  is 

E,  200 


/i 


Xe 


—  6.36  amp. 


6.36  amp.; 


2  X  3.14  X  60  X  10-* 
and  the  current  in  the  lead  between  the  first  and  second  branches  is  sero. 

8.  If  an  alternating  e.m.f.  E  »  lOO  volts  is  impressed  on  a  circuit,  Fig. 
108,  made  up  of  two  parallel  branches  1  and  2,  the  first  with  resistance 
i2i  =  4  ohms  and  inductive  reactance  Xi  «  3  ohms  and  the  second  with, 
resistance  i2s  »  6  ohms  and  inductive  reactance  Xt  "^  8  ohms;  determine  the 
magnitude  of  the  main  current  /  and  of  the  two  branch  currents  /i  and  /« 
and  their  phase  relations  with  the  impressed  e.m.f .  E.  The  vector  diagram 
is  shown  in  Fig.  109. 


(1) 


(2) 


i>  l%<      ^ 

Ri-<        Ir,-6 


E-ioo  Volt! 


Xi-3 


S 


Xt-8 


Fio.  IDS. 
The  current  in  branch  1  is 


•-E-MW 


1,-10 


100 


and  it  lags  behind  the  impressed  e.m.f .  by  angle 


01 


.     -I  Xi 


tan  *  ?i  =  sin"*  %  =  cos"*  ^. 


The  current  in  branch  2  is 


/,  = 


E 


100 


—  10  amp., 


\/fl«»  +  Xa*      Ve*  +  8* 

and  it  lags  behind  the  impressed  e.m.f.  by  angle 

<t>t  =  tan-»  ^  =  tan-i  H  =  tan"*  H    =  sin"!  %  =  cos"*  H. 

The  main  current  /  is  the  vector  sum  of  I\  and  1%  and  may  be  found  as 
J  =\/(/i  sin  01  H-  1%  sin  02)*  H-  (/i  cos  0i  +  /i  cos  0j)* 
«  \/(20X?^4-10X^)^+(20X^  +  10X^)*=  \/("20M^22"«  =  29.9  amp. 
and  it  lags  behind  the  impressed  e.m.f.  E  by  angle 


^  Bs  tan 


.,  /i  sin  01  +  It  sin  0t 
/i  cos  01  +  It  cos  ^s 


tan 


-i20 
22 


tan-i  0.909  «  42'  18'. 
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114.  Circuit  Constants. — ^A  continuous-current  circuit  has  two 

constants: 

„  impressed  e.m.f. 

resistance  R,r  —  — 7 ' 

current 

,     ,         ^  current 

conductance  G,  g  =  . 1 f' 

impressed  e.m.f. 

and  the  conductance  is  the  reciprocal  of  the  resistance  or 

^^R 

Continuous-current  circuits  also  have  inductance  and  electro- 
static capacity,  but  these  do  not  affect  the  flow  of  current  except 
at  the  instant  of  opening  or  closing  the  circuit. 

An  alternating-current  circuit  has  six  so-called  constants: 

1.  resistance  R,  r, 

2.  reactance  Xy  x, 

3.  impedance  Z,  z, 

4.  admittance  Y,  y, 

5.  conductance  O,  g, 

6.  susceptance  B,  b. 

1.  The  resistance  of  a  circuit  consumes  a  component  of  e.m.f. 
in  phase  with  the  current  and  so  consumes  power.  In  circuits 
which  are  partially  inclosed  in  iron  an  alternating  magnetic  flux 
is  produced  in  the  iron  and  a  loss  of  power  occiu^  due  to  hysteresis 
and  eddy  currents.  These  iron  losses  are  sometimes  included 
with  the  copper  loss  and  charged  against  the  resistance.  This 
gives  a  value  of  resistance  greater  than  the  true  ohmic  resistance 
and  is  called  the  effective  resistance  of  the  circuit.  Since  the 
hysteresis  and  eddy-current  losses  vary  both  with  the  frequency 
and  the  induction  density  in  the  iron,  the  effective  resistance  is 
not  a  constant  quantity. 

The  active  component  of  the  impressed  e.m.f.  or  the  component 
in  phase  with  the  current  is 

El  =  IR, 
and  the  resistance  is 

P  _  El  _  active  component  of  impressed  e.m.f. 

/  current 
_  in-phase  component  of  impressed  e.m.f.  /onQ\ 
^r?iSt                                      ^^^^ 

2.  The  reactance  of  a  circuit  consumes  a  component  of  e.m.f. 
in  quadrature  with  the  current,  leading  in  the  case  of  circuits  of 
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large  inductance  and  lagging  in  circuits  of  large  electrostatic 
capacity,  but  it  does  not  consume  any  power. 
The  inductive  reactance  of  a  circuit  is 

X  =  2ir/Lohms, 

where  /  is  the  frequency  of  the  impressed  e.m.f .  and  L  is  the  in- 
ductance in  henrys.  Commercial  circuits  are  operated  at  a  fixed 
frequency  and  so  /  is  constant. . 

The  inductance  of  a  circuit  in  air  or  any  non-magnetic  material 
is  constant  but  in  an  iron-clad  circuit  it  varies  with  the  current, 
decreasing  as  the  current  increases  since  the  permeability  of  the 
iron  decreases  as  the  flux  density  in  it  increases. 

Since  inductive  reactance  consumes  a  component  of  e.m.f.  in 
quadrature  ahead  of  the  current  it  is  taken  as  a  positive  reactance. 

The  condensive  reactance  of  a  circuit  is 

m 

where  C  is  the  capacity  of  the  circuit  in  farads.  The  capacity  of 
a  circuit  does  not  vary  with  the  current  or  e.m.f.  and  thus 
the  condensive  reactance  is  constant  so  long  as  the  frequency  is 
constant. 

Condensive  reactance  is  taken  as  a  negative  reactance  since  it 
consumes  a  component  of  e.m.f.  in  quadrature  behind  the  cur- 
rent. Thus  when  inductive  reactance  and  condensive  reactance 
are  connected  in  series  they  oppose  and  the  reactance  of  the 
circuit  is 

X  =  Xl  —  Xc  =  2'irfL  —  n'frt  ohms. 

In  series-parallel  circuits  the  reactance  is  a  complex  function  of 
the  resistances  and  reactances  of  the  various  branches. 
The  reactance  of  any  circuit  is 

y  _  reactive  component  of  impressed  e.m.f. 

current 
—   q^adrature  component  of  impressed  e.m.f.      /<x\a\ 

current 

3.  The  impedance  of  a  circuit  includes  both  the  resistance  and 
the  reactance;  it  is 

Z  =  VftM^X*  =  ^"^P'-^^  f  •""•^  (205) 

^         '  current 
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4.  The  admittance  of  a  circuit  is 


Y  =  .       '^"";°*      ,;  (206) 

impressed  e.m.f. 

it  is  the  reciprocal  of  the  impedance  and  thus 

« 

The  admittance  has  two  components,  conductance  and  sus- 
ceptance.  

Fig.  110  shows  a  circuit  of  impedance  Z  =  \/B^  +  X^  in 
which  the  current  lags  behind  the  impressed  e.m.f.  by  an  angle 

I       R 

♦  VWVAAA 


h-Er-ECo»^ 


FlQ.   110. 


^.  The  current  /  can  be  resolved  into  two  components  in  phase 
and  in  quadrature  with  the  impressed  e.m.f.  E.  The  in-phase  or 
active  component  of  current  is 

/i  =  7  cos «  =  ^cos 0  =  J?^2  =  ^^»  (208) 

where 

«-^  =  s4x«  ^209) 

is  the  conductance  of  the  circuit. 

The  quadrature  of  reactive  component  of  current  is 

J2  =  7  sin  «  =  I  sin  0  =  B  Jj  =  EB,  (210) 


where 


^  =  z*  =  W+T'  ^^^^^ 


is  the  susceptance  of  the  ^circuit. 
The  total  current 

7  =  Vl?~+T?  =  SeG^  +  EB^  =  EVG^  +  B\ 

but,  by  equation  (206),  I  =  EY,  and  therefore 

Y  =  V(?*  +  B^.  (212) 
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5.  The  conductance  of  a  circuit  is,  from  equation  (208), 

p  _  active  component  of  current  /oiq^ 

impressed  e.m.f.  ^      ^ 

6.  The  susceptance  of  a  circuit  is,  from  equation  (210), 

j^  _  reactive  component  of  current  (o-ia^ 

impressed  e.m.f. 

In  the  solution  of  series  circuits  it  is  not  necessary  to  employ 
the  terms  admittance,  conductance  and  susceptance  but  the 
solution  of  series-parallel  circuits  is  very  much  simplified  by  their 
use. 

116.  Rectangular  Coordinates. — The  simplest  method  of  deal- 
ing with  alternating-current  phenomena  is  to  express  the  e.m.fs., 
currents,  etc.,  as  the  sum  of  two  components,  one  along  a  chosen 
axis  and  the  other  perpendicular  to  it. 


E  «.« 


1 


♦  '  e  1  —E  0o8  ^— Ir 

(o)  (61  (c) 

Fl<3.    111. 

In  Fig.  111(6)  which  represents  the  e.m.f.  and  current  in  a  cir- 
cuit of  impedance  Z  =  ^/r^  +  oj*  the  axis  is  chosen  ip  the  direction 
of  the  current  and  the  e.m.f.  is  resolved  into  two  components,  ei  in 
phase  with  the  current  and  €2  in  quadrature  ahead  of  the  current. 

The  absolute  value  of  the  e.m.f.  is 

E  =  Vei^  +  e,S 
and  it  leads  the  current,  which  was  chosen  as  axis  by  an  angle  0, 

where  tan  <f>  =  ^^. 

Thus  when  the  e.m.f .  is  expressed  as  the  sum  of  two  components 
at  right  angles  both  its  magnitude  and  its  phase  are  known. 

To  distinguish  between  horizontal  and  vertical  components 
the  prefix  j  =  V—  1  is  added  to  all  vertical  components  and 
the  expression  for  the  e.m.f.  above  is 

^  =  61  +  je2.  (215) 

The  dot  is  placed  under  the  E  to  show  that  it  is  expressed  in  rec- 
tangular coordinates  and  serves  to  distinguish  it  from  its  absolute 
value. 
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Since     ei  =  E  cos  <!>  ==  Ir  and  e%  —  E  mx  4>  ^  Ix^ 
t!  =  E  cos  4>+jEmi4> 

=  /r  +  jlz 
=  /(r+ix),  (216) 

and  therefore  the  impedance  in  rectangular  coordinates  is 

Z  =  r  +  ix.  .      (217) 

In  Fig.  111(c)'  the  e.m.f.  is  chosen  as  axis  and  the  current  is 
behind  it  in  phase  by  an  angle  ^  and  has  two  components  ii  in 
phaae  with  the  e.m.f .  and  is  in  quadrature  behind  it. 

The  current  may  be  written 

/  =  ii  -  jis,  (218) 

and  this  equation  indicates  that  the  current  has  a  value 

and  that  it  is  behind  the  chosen  axis  (in  this  case  the  e.m.f.)  in 
phase  by  an  angle  <!>,  where 

tan  0  =  — • 

Since  ti  =  /  cos  ^  =  Eg  and  ij  =  /  sin  0  =  Eb,  where  Y  = 
Vg*  +  6*  is  the  admittance  of  the  circuit,  equation  (218)  may 
be  written 

/  =  /  cos  ^  —  jl  sin  0 
=  Eg  -  jEb 
-'Eig-  jb\  (219) 

and  therefore  the  admittance  in  rectangular  coordinates  is 

Y  =  g-3b. 

Admittance  and  impedance  are  not  alternating  quantities  and 
their  components  are  independent  of  the  axis  of  reference,  but 
they  can  be  represented  in  rectangular  coordinates. 

A  current  multiplied  by  an  impedance  gives  an  e.m.f .  displaced 
from  it  in  phase  by  an  angle  whose  tangent  is  the  ratio  of  the  re- 
actance to  the  resistance. 

A  current  divided  by  an  admittance  gives  an  e.m.f.  displaced 
in  phase  by  an  angle  whose  tangent  is  the  ratio  of  the  susceptance 
to  the  conductance. 

Similarly  an  e.m.f.  divided  by  an  impedance  or  multiplied  by 
an  admittance  gives  a  current. 
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By  definition  a  vector  multiplied  by  j  is  turned  through  90 
degrees  in  the  counter-clockwise  direction;  when  multiplied  by 
3*  it  is  turned  through  180  degrees  and  its  sign  is  reversed. 

Therefore 

i«  =  -  1 
and 

3  =  \A^.  (220) 

Taking  this  value  for  j  alternating  quantities  expressed  in  rec- 
tangular coordinates  referred  to  a  given  axis  can  be  added,  sub- 
tracted, multiplied  and  divided  and  the  results  obtained  are 
expressed  in  rectangular  co5rdinates  referred  to  the  same  axis. 

E 


l-ii+it« 


Fig.  112. 

It  is  not  necessary  to  choose  either  the  current  in  a  circuit  or 
the  e.m.f.  as  axis  and  any  other  line  may  be  taken  as  shown  in 
Fig.  112,  but  the  e.m.f.  must  now  be  expressed  as  the  sum  of  two 
components  along  and  perpendicular  to  the  new  axis,  thus 

jp  =  ei  +  ^62, 
and  similarly  the  current  is 

/  =  n  +  ji2. 
The  e.m.f.  has  an  absolute  value 

and  is  ahead  of  the  axis  by  an  angle 

4>i  =  tan  ^  -  =  cos  *  7^- 

The  current  has  an  absolute  value 

and  is  ahead  of  the  axis  by  an  angle 

^2  =  tan""^  ^  —  cos"^  V 
ti  1 
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The  e.m.f.  leads  the  current  by  an  angle 

The  impedance  of  the  circuit  in  rectangular  coordinates  is 

z  _  -?  _  ^1  +  i^a  _  gi  +  jgg  w  ii_:zJh 

_  ^1^1  +  g2^2  ,    .  ejii  —  eii'2 

=  r  +  jx, 
where  the  resistance  of  the  circuit  is 

_   ^\il  +  ^2^2    _   filA  +  ^2^2 

and  the  reactance  of  the  circuit  is 

«  •  •  • 

62^1   —   Cit2  ^2^1   —   ^1^2  ** 

The  admittance  of  the  circuit  is 

Y  ^  L  ^  ^1  +  i^g  ^  ^1  +  i^'2  ^  «i_j-_i«2 

•   ~  -F      «i  +  J62      ei  +  iet      ei  -  J62 
_  €1^1  4"  ^2^2       .62^1  ~  €iii 

"  ci«  +  62^  "  -^  Tr^  -T^ 

=  g  -  jb; 
the  conductance  is 

__   ^lil  4"  ^2^2  _  6iii   +  ^2*2 
^   ~     61*  +  62*     ■"  £* 

and  the  susceptance  is 

,  _  62*1  —  6112  _  62*1  —  61*2 
61*  +  62*   "  E'^ 

The  power  factor  of  the  circuit  is 

cos  0  =  cos  (01  —  02) 

=  cos  01  cos  02  +  sin  0i  sin  0s 

^iti  +  62^2 
EI 

The  power  consumed  in  the  circuit  is 

P  =  EI  cos  0 

•CT^lil   +  ^2^2 

=^^^       EI 

=  eiii  +  62t2,  (221) 

and  is  the  siun  of  the  products  of  the  components  of  the  e.m.f. 
and  current  which  are  in  phase.  The  products  of  the  components 
of  the  e.m.f.  and  current  which  are  in  quadrature,  namely,  eiiz 
and  eiii,  do  not  represent  power  consumed. 
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or 


The  power  may  also  be  represented  as 

P  -  Ih  =  eiii  +  eiii, 

P  ^  E^g  ^  €iii  +  eiii. 


(222) 


116.  Examples  in  Rectangular  CoSrdinates. — 1.  Find  the  cur- 
rent in  the  circuit  in  Fig.  113  in  terms  of  the  impressed  e.m.f.  and 
the  constants  of  the  circuit. 

^i  =  /  (ri  +jxi). 
^2  =  /  (r2 +jxO. 
^  =  ^1  +  ^8  =  /  {(ri  +  r,)  +j(xi  +  x,)}. 


-Et 


^t 


♦— AAA/^ xAflflflQfl> — ' 

r,  X, 


Fia.  113. 


The  impedance  of  the  circuit  is 

?  ^  {ri  +  rj)  +  j(xi  +  X2) 
and  its  absolute  value  is 

Z  =  V(ri  +  r^y  +  (xi  +  xO*; 
and  the  absolute  value  of  the  current  is 

J  ^E  ^ E 

Z       'V{ri  +  r^y  ~+~{xi  +%y' 
the  power  factor  of  the  circuit  is 

COS  9  =  y — • 

The  vector  diagram  is  drawn  taking  the  current  as  the  axis. 
2.  Solve  the  circuit  in  Fig.  114. 


where 


ri  -+-  jxi 


ffi  -  ^+^,«  and  6.  =  ^-^-^,; 
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the  main  current  is 

l^li  +  h  =  ^{((71+  1/2)  -i(&i  +  W} 
and  its  absolute  value  is 


n: 


U 


E 


1*1         «^i 


I-** 


FiQ.  114, 

The  admittance  of  the  circuit  is 

r  =  071  +  17.) -i(&i  +  6f) 
and  its  absolute  value  is 

The  power  factor  of  the  circuit  is 


cos  <t> 


Qi  +  g% 

r 


The  vector  diagram  is  drawn  with  the  e.m.f .  as  axis. 


1     n 
4     wv^ 


E 


-er 


rVWW 1[— 


!^-«C 


Fig.  11& 


3.  Solve  the  circuit  in  Fig.  115. 


/2   = 


^2 


r«  +  JX2 


r-    =   iP2(flf2  -  J62), 


^j 


rs  +  jars 

/   =   /.  +  /8=^2{((72  +  (7s) 


—  =  V%{gi  -  i&a), 

■i(62  +  6.)}, 


and  therefore 

^2  = 


(^2  +  ^s)  -  i(62  +  63) 


=  liR  +  iX), 
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where 
R  =  ,      .     Ot  +  S*-,  -,-,.  and  X  =  ***+  *" 


(ffi  +  g.)*  +  (6«  +  6.)'  (ff.  +  j7»)*  +  (6«  +  bt)* 

Ei  =  /r, 
and 

^  =  Ei  +  St  =  l{ri  +  R+jX). 

The  impedance  of  the  circuit  is 

Z=n  +  R+jX 
and  its  absolute  value  is 

Z  =■■  V(ri  +  fi)*  +  X«. 
The  absolute  value  of  the  current  is 

The  power  factor  of  the  circuit  is 

^       ri  +  R 
cos  0  =  — ^ — 

The  vector  diagram  is  drawn  with  E^  as  the  axis. 

4.  If  an  e.m.f .  ^  =  14  +  j3S  is  impressed  on  a  circuit  and  a 
current  I  =  6  +  j2  flows,  find  the  impedance  of  the  circuit. 

The  impedance  is 

7^1^  14+ i38 
•        /         6+i2 
^  14+i38      6- j2 
6+j2    ^6-j2 

-    160+J200_ 

40  -4+J5, 

the  resistance  of  the  circuit  is  4  ohms  and  the  inductive  reactance 
is  5  ohms. 

li_£>  I 


E, 


f 


a?<— a?i 


■ 


FiQ.  116. — Constant  potential  to  constant  current. 

5.  In  Fig.  116  a  condensive  reactance  Xe  is  connected  across 
the  terminals  of  a  receiver  circuit  of  variable  impedance  Z  =  r  + 
jx.  If  an  inductive  reactance  xi  =  Xe  is  connected  in  the  supply 
lines  and  a  constant  e.m.f.  Ei  is  impressed  on  the  terminals,  show 
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that  the  current  in  the  receiver  circuit  is  constant,  independent 
of  the  impedance  and  power  factor. 

is   =  e.m.f.  at  terminals  of  receiver, 

/  =  ^  =  current  in  receiver, 

E 

/c  =  — ^^  =  current  in  condensive  reactance, 

—  JXe 

li  =  I  +  lo  —  current  in  the  line, 
^1  =  -F  +  JliXi  =  e.m.f.  impressed. 

Substituting  the  values  above 

iFi  =  iF  +  jxiil  +  h) 

-^+*(f-D 


-^('+^-9-t) 

=  J  y  aji,  smce  Xc  —  Xi 


=  jlxi 
or  in  absolute  values 

and 


El  =  Ixi 

Xv 

Since  Ei  is  constant  /  is  constant  independent  of  the  impedance 
and  the  power  factor  of  the  receiver  circuit.  This  circuit  there- 
fore transforms  power  from  constant  potential  to  constant 
current. 

117.  KirchofPs  Laws  Applied  to  Alternating-current  Circuits. 
— Kirchofif's  two  laws  enunciated  in  Art.  90  apply  directly  to  al- 
ternating-current circuits  when  dealing  with  instantaneous  values 
of  e.m.fs.  and  currents;  they  also  apply  to  the  effective  values  of 
e.m.fs.  and  currents  when  combined  in  their  proper  phase  rela- 
tions. Thus  the  vector  sum  of  all  ciurents  at  a  junction  is  zero; 
and  the  vector  sum  of  all  the  e.m.fs.  around  a  closed  circuit  is 
equal  to  the  sum  of  the  e.m.fs.  consumed  by  the  resistances  in 
the  circuit. 


CHAPTER  V 
COMPLEX  ALTERNATING-CXJRRENT  WAVES 

118.  Complex  Alternating  Waves. — The  waves  of  alternating 
current  and  voltage  dealt  with  in  the  preceding  articles  have  been 
assumed  to  be  true  sine  waves.  The  majority  of  alternating 
waves  met  with  in  electrical  engineering  approach  a  sine  form  but 
comparatively  few  are  true  sine  waves.  The  ordinary  wave  con- 
sists of  a  fundamental  sine  wave  of  the  generator  frequency  with 
certain  higher  harmonics  superimposed  on  it. 

The  maximum,  average  and  effective  values  of  such  waves  do 
not  bear  the  same  ratios  to  one  another  as  in  the  case  of  the  sine 
wave. 

The  maximiun  value  is  found  as  the  maximum  ordinate  of  the 
plotted  wave  or  it  may  be  determined  mathematically  if  the  equa- 
tion of  the  wave  is  known. 

The  average  value  is  found  as  the  area  under  one-half  wave 
divided  by  the  base,  v  radians, 


'avg 


.If 


The  effective  value  or  root-mean-square  value  is 


The  form  factor  of  the  wave  is  defined  as  the  ratio  of  the  effect- 
ive value  to  the  average  value  and  is  denoted  by  7, 


^irjo 


^^E^^^-Jo        •  (223) 


In  practice  the  complex  waves  are  replaced  by  "equivalent" 
sine  waves, 
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<A> 


.w» 


® 


A  sine  wave  oi  e.m.f.  which  is  ''equivalent''  to  a  complex 
wave  is  one  which  has  the  same  effective  value  and  the  same  f re- 
'quency  as  its  fundamental  and  which  also  in  conjunction  with 
the  current  wave  represents  the  same  average  power. 

In  the  circuit  in  Fig.  117,  6  and  i  are  complex  waves  of  e.m.f. 

and  current.    The  voltmeter  V  indicates  the  effective  value  of  the 

e.m.f.  =  E  and  the  ammeter  A 

indicates  the  effective  value  of  the 

current  =  /.      The  wattmeter  W   . 

indicates  the  average  power  con- 

simied  in  the  circuit  —  P.      The 

equivalent  sine  wave  of  e.m.f.  has  ' 

an  effective  value  E,  the  equivalent 

sine  wave  of  current  has  an  effective 

value  /  and  these  two  waves  are  displaced  by  an  angle  4>  which  is 

p 
such  that  P  ^  EI  cos  0  or  0  =  -wf 


Fio.  117. 


119.  Sxamplas. — ;Following  are  a  number  of  problems  dealing  with  com- 
plex alternating  waves. 

1.  If  an  e.mi.  wave  consists  of  a  fundamental  sine  wave  of  effective  value 
100  and  a  fifth  harmonic  of  effective  value  10  passing  through  zero  in  the 
same  direction  together,  find  the  maximum  effective  and  average  values  of 
the  wave. 

The  equation  of  the  e.m.f.  wave  is 

e  =  lOOV^sin  B  +  lOV^sin  6^. 

From  the  original  assumption  the  maximum  value  is  the  sum  of  the  maxima 
of  the  fundamental  and  the  harmonic  and  its  value  is  100\/2  +  10\/2  * 
156.5.    In  any  other  case  it  would  be  found  by  solving  for  the  maximum 
value  in  the  ordinary  way  or  by  plotting  the  wave. 
The  average  value  of  the  e.m.f.  is 

Kayg.  -  ijj"  ede  -  ^Jq'  (100  V2  sin  «  +  10  \/2  in  be)d». 

=  1?^[  «  10  cxM,  .  -  ^]\  =  12^^[20  -h  0.4]  -  91.9. 
The  effective  value  is 


i^eir.  -  yj^J^de  =  yjlJ'iiooV^  sin  «  -f  10  V^sin  5e)*de 

=  lOv/S-JA  f'  (100  sin*  e  +  20  Bin  6  sin  5$  +  sin*  5e)de 


—  (l-co82tf)  +  ^(oofl4^-co86tf)+H(l-co8lO^)  I 


d$ 
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100.5. 


The  form  factor  of  the  wave  is 


7  = 


EeS.        100.5 


E 


avg. 


91.9 


=  1.093. 


2.  If  the  e^mi.  of  the  last  example  is  impressed  on  the  terminals  of  the 
circuit  CD  in  Fig.  118(a)  determine  the  current  flowing.  The  fundamental 
frequency  is  50  cycles  per  second. 

The  resistance  of  the  circuit  is  1  ohm,  the  inductive  reactance  is  2  ohms 
at  50  cycles  and  10  ohms  at  250  .cycles  and  the  condensive  reactance  is  50 
ohms  at  50  cycles  and  10  ohms  at  250  cycles. 

The  current  wave  is  made  up  of  a f imdamental  of     /^    .   ,^^      ^v.  =  -r^ 

V 1  +  (50  —  2)»       48 

B  2.08  amp.  leading  the  fundamental  ejn.f.  by  nearly  90  degrees  and  a  fifth 

10 
harmonic  of  — y  —  —  10  amn. 

Vl  +  (10  -  10)«  ^ 

The  circuit  is  resonant  for  the  fifth  harmonic  of  e.m.f .  at  250  cycles  and  so 
the  fifth  harmonic  current  is  very  much  exaggerated.  The  current  is  plotted 
in  Fig.  118(6). 
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If  the  e.mi.  wave  maintains  its  shape  and  value  while  the  frequency  of  the 
fundamental  is  varied  from  0  to  500  cycles  per  second,  plot  the  effective 
values  of  the  current  on  a  frequency  base. 

In  the  table  below  are  given  the  effective  values  of  the  fundamental  and 
fifth  harmonic  currents  at  various  frequencies  and  also  the  effective  values 
of  the  resultant  current. 

The  values  and  phase  relations  of  the  fundamental  and  fifth  harmonic 
currents  are  found  by  treating  the  fundamental  and  fifth  harmonic  e.m.f8. 
separately.  The  equation  of  the  resultant  current  can  then  be  written  down 
and  the  effective  value  found  as  in  example  1. 

At  50  cycles  the  equation  of  the  current  wave  is  t  =  2.08\/2  sin  ($  +  90) 
+  10\/2  sin  5$  and  its  effective  value  is  10.21  amp. 
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These  values  of  current  are  plotted  on  a  frequency  base  in  Fig.  1 19.  There 
are  two  peaks  on  the  curve,  first  at  50  cycles  where  the  circuit  becomes 
resonant  for  the  fifth  harmonic  and  again  at  250  cycles  where  the  circuit 
becomes  resonant  for  the  fundamental. 
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8.  If  the  same  e.m.f .  wave  is  impressed  on  the  parallel  circuit  AB  in  Fig. 
120,  find  the  current  in  the  three  branches  at  a  frequency  of  50  cycles  per 
second. 

The  resistance  of  branch  (1)  is  10  ohms;  the  reactance  of  (2)  is  10  ohms  at 
10 
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50  cycles  and  50  ohms  at  250  cycles;  the  condensive  reactance  of  (3)  is  10 
ohms  at  50  cycles  and  2  ohms  at  250  cycles.  «^ 

The  current  /i  in  (1)  consists  of  a  fundamental  of  -rpr  —  10  amp.  and  a 

10 
fifth  harmonic  of  tt:  s  i  amp.  in  phase  with  their  respective  e.mi8.     The 

equation  of  the  current  is 

»i  =  10\/2  sin  5  +  y/2  sin  5^. 

The  wave  shape  is  the  same  as  that  of  the  impressed  e.m.f.  Resistance, 
therefore,  does  not  affect  the  wave  shape.  .^ 

The  current  /s  in  (2)  consists  of  a  fundamental  of  -rx-  «  10  amp.  and  a 

10  " 

fifth  harmonic  of  ^  «  0.2  amp.  in  quadrature  behind  the  ejnis.  pro- 
ducing them.    The  equation  of  the  current  is 

it  =  IOV2  sin  (^  -  90)  +  0.2  X  \/2  sin  (50  -  90) 

The  fifth  harmonic  is  not  nearly  so  prominent  as  in  the  resistance  circuit. 
Inductive  reactance  thus  tends  to  eliminate  the  harmonics  in  irregular  waves 
and  makes  them  more  sinusoidal  in  form.  .^ 

The  current  It  in  (3)  consists  of  a  fundamental  of  -jTr  »  10  amp.  and  a 

10  *" 

fifth  harmonic  ~o  ~  ^  amp.  in  quadrature  ahead  of  the  e.mis.  producing 

them.    The  equation  of  the  current  is 

it  =  lOV^  sin  (d  +  90)  +  5^2  sin  (56  +  90). 

The  fifth  harmonic  is  much  more  prominent  in  the  capacity  circuit  than  in 
either  of  the  others.  Capacity,  therefore,  tends  to  exaggerate  the  har- 
monics in  a  peaked  wave. 

The  main  current  I  consists  of  a  fundamental  and  a  fifth  harmonic.  The 
fundamental  is  the  resultant  of  the  fimdamental  currents  in  the  three 
branches  and  from  "Fig.  120(d)  is  found  to  be  10  amp.  in  phase  with  the 
fundamental  e.m.f .  The  fifth  harmonic  is  the  resultant  of  the  fifth  harmonic 
currents  in  the  three  branches  and  from  Fig.  120(e)  it  is  found  to  be  4.8  amp., 
leading  the  fifth  harmonic  e.m  .f .  by  approximately  a  quarter  of  a  cycle.  The 
equation  of  the  resultant  current  is 

i  =  10\/2  sin  ^  +  4.8  X  \/2  sin  (5$  +  90). 
This  current  is  shown  in  Fig.  120(c). 

20.  Analysis  of  Alternating  Waves. — The  majority  of  alter- 
nating-current problems  are  solved  on  the  assumption  that  the 
waves  of  e.m.f.  and  current  are  sine  waves  or  such  that  they 
can  be  represented  by  sine  waves  with  sufficient  accuracy.  In 
certain  cases,  however,  it  is  necessary  to  know  the  values  of  the 
more  important  harmonics  in  order  to  understand  the  phenomena 
completely. 

The  most  general  expression  for  a  univalent  periodic  function 
may  be  given  in  the  form  of  an  infinite  trigonometric  series  or 
Fourier  series, 

y  =  ao  +  ai  cos  d  +  a2  cos  2$  +  +  an  cos  n$  +  bi 

sin  d  +  62  sin  2^  +  +  K  sin  nS     (224) 
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where  Oo,  ai,  c^,  bi,  bt,  etc.|  are  constants;  or  combining  the  sine 
and  cosine  terms  it  may  be  expressed  as 

y  =  ao  +  cisin  (6  +  <^i)  +  cism  {26  +  <^2)  +  + 

Cn  sin  (nS  +  0„)     (225) 
where 

tan  0„  =  ^-  (226) 

If  the  ordinates  of  such  a  function  for  one  complete  cycle  of 
the  fundamental,  are  given  in  form  of  a  curve  as  obtained  from 
an  oscillograph  record  or  tabulated  as  on  page  149,  the  constants 
On  and  bn  for  any  harmonic  can  be  found  as  explained  below. 

To  find  the  coefficient  ao  integrate  equation  (224),  from  0  to  27r. 

A  =    I     yds  =1     (ao  +  ai  cos  6  +  a^  cos  26  +  +  +  a*  cos 
Jo  Jo 

n6  +  bi^6  +  bi^n26  +  +  +bn  sin  n6)d6  =  ao[^]o'  =  2x0©, 
since  all  the  other  terms  vanish  between  these  limits. 

Thus  ^0  =  oZ  =*  average  value  of  the  ordinate  between  6  and  2tr. 

The  coefficient  a^  is  found  by  multiplying  all  the  terms  in  equa- 
tion (224)  by  cos  n6  and  integrating  from  0  to  27r.    This  gives 

y  cos  n6d6  =    |     (a©  cos  n6  +  Oi  cos  n6  •  cos  ^  +  +  + 

Jo 

a„  co6^n6  +  6i  cos  n^  sin  d  +  +  +  6n  cos  n6  sin  n6)d6 
=    1       ao  cos  n^  +  2^{cos  (n  —  1)6  +  cos  (n  +  1)^}  +  +  + 

^(1  +  cos  2ne)  +  ^{sin  (n  +  l)tf  -  sin  (n  -  1)«}  +  +  + 

|^(sin  2n«)]d» 

- 1<  -  ^'^ 

'"''  «.-2(^)-2.vg.  (,cosn»)^ 

bn  is  foimd  by  multiplying  equation  (224)  by  sin  n6  and  integrat- 
ing as  before. 

y  sin  n6d6  =    |     (ao  sin  n6  +  ai  sin  n^  •  cos  d  +  +  + 

JO 

a,»  sin  nd  cos  n^  +  6i  sin  n6 -sin  ^  +  +  +  6n  sin*  n^)d9 
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=  J  [ao  sin  nO  +  ^{sin  (n  +  1)»  +  sin  (n  -  l)ff}  +  +  + 
^(sin2h«)  +  -^  {cos  (n  -  1)«  -  cos  (n  +  1)0]  +  +  + 
^(1  -  co8  2ntf)ld» 


and 


2 


fen  =  2  ( 2^j  =  2  avg.  (y  sin  nS)^ 

Applying  these  results, 
ao  =  avg.  (y)^ 

ai  =  2  avg.  (y  cos  6)^         61  =  2  avg.  (y  sin  ^)Jr 
a2  =  2  avg.  (y  cos  2^)0"       62  =  2  avg.  (y  sin  2^)5' 
an  =  2  avg.  (y  cos  n^)J'      6n  =  2  avg.  (y  sin  nd)^ 

Practically  all  of  the  waves  met  with  in  electrical  engineering 
are  symmetrical  waves  having  the  two  half  waves  of  the  same 
shape  but  opposite  in  sign.  The  values  of  the  ordinates  from 
180  to  360  degrees  are  the  same  as  those  from  0  to  180  degrees 
but  their  signs  are  different. 

In  symmetrical  waves  only  those  harmonics  can  exist  which 
reverse  in  sign  when  $  is  increased  by  180  degrees.  Therefore, 
all  the  even  harmonics  are  absent  and  there  is  no  constant  term. 

The  general  expression  for  a  synmietrical  alternating  wave 
may  be  put  in  the  form 

y  =  ai  cos  ^  +  as  cos  dS  +  a^  cos  5^  +  +  + 

61  sin^  +  bg  sin  36  +  +     (227) 

or  combining  the  sine  and  cosine  terms 

y  =  cisin  {d  +  4>i)  +  c»  sin  (3^  +  4>z)  +  Cs  sin 

(3d  +  «6)     (228) 

where  the  values  Ci,  Cz,  0i,  <t>zj  etc.,  are  found  as  indicated  in 
equation  226. 

In  order  to  analyze  such  a  wave  into  its  component  harmonics 
it  is  necessary  to  know  the  values  of  the  ordinates  for  one-half 
wave  only  and  the  constants  are  determined  from  the  following 
equations, 

ai  =  2  avg.  (y  cos  6)^  61  =  2  avg.  {y  sin  $)' 

a»  =  2  avg.  (y  cos  3d)'  63  =  2  avg.  (y  sin  36)^ 

as  =  2  avg  (y  cos  56)'  65  =  2  avg.  {y  sin  56)' 
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121.  Example  of  Analysis. — One-half  of  an  alternating-current 
wave  is  shown  as  curve  1,  Pig.  121,  and  it  may  be  represented  by 
the  expression, 

y  =  Oi  cos  tf  +  as  cos  36  +  a^coa  56  +  +  + 

bi  sin  6  +  bzBm36  +  65  sin  56  +  + 
or  by 

y  =  ci  sin  {6  +  <t>i)  +  cz  sin  (3^  +  ^s)  +  cs  sin  (5^  +  ^5)  +  higher 

harmonics. 

The  values  required  to  determine  the  fundamental,  and  third 
and  fifth  harmonics  are  tabulated  below. 
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The  fundamental  is  yi  =  ci  sin  (6  +  <t>i)  =  33.3  sin  {$  -  19*'46'), 
Curve  2,  Fig.  121;  the  third  harmonic  is  yz  =  Cz  sin  {Z6  +^«) 
=  11.6  sin  (3^  +  61*"  10'),  Curve  3,  Pig.  121;  the  fifth  harmonic 
is  ys  =  C6  sin  (56  +  ^s)  =  2.05  sin  (5^  +  164^  49'),  Curve  4,  Fig. 
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121;  and  the  complete  expression  for  the  alternating-current 
wave  is  y  =  33.3  sin  (d  -  19**  45')  +  11.6  sin  (3^  +  61*"  10') 
+  2.05  sin  (50  +  154**  49')  +  higher  harmonics  which  are 
negligible. 


The  maximum  ordinate  taken  from  the  plotted  curve  is 

!/m»x.  =  46; 
The  average  ordinate  is  found  from  column  (1) 

376.9 


1/avg.   — 


18 


=  20.9; 
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the  effective  value  is  obtained  from  column  (3) 

-  yj^  =  25.2 


l/eff 

and  the  form  factor  is 


"^  =  11"  ^•^- 


The  effective  value  may  also  be  found  by  plotting  the  values  of 
y  on  polar  coordinate  paper  as  in  Fig.  122  and  measuring  the  area 
of  the  curve  Ap  by  means  of  a  planimeter. 

The  area  of  a  polar  curve  is 


p 


=  J^  f'y  w, 


and  therefore  the  effective  value  is 


y...  -  yj-J\*dB  =  y^- 


The  wave  analyzed  above  was  taken  from  an  oscillograph 
record  of  the  exciting  current  of  a  transformer. 


CHAPTER  VI 
POLYPHASE  ALTERNATING-CURRENT  CIRCinTS 


122.  Polyphase  Alternating-curreiit  Circuits. — ^In  Art.  102 
the  generation  of  an  alternating  e.m.f.  was  discussed.  Fig.  123 
represents  a  simple  single-phase  alternator.  The  field  poles  are 
excited  by  direct  current  and  an  alternating  e.m.f .  is  produced  in 
the  winding  which  is  carried  on  the  armature.    It  does  not  make 
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Fio.  123. — Single-phase  alternator,  revolving  field  type. 

any  difference  whether  the  poles  are  fixed  and  the  armature  wind- 
ing moves  or  the  winding  is  fixed  and  the  poles  move. 
The  winding  starts  at  si  and  ends  at  /i  and  the  equation  of  the 

e.m.f .  between  8i  and  /i  is 

E 
ei  =  -Bm  sin  $,  effective  value  =  ~z  =  E  ^  Ei. 


N 
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Fio.  124. — Two-phase  winding. 

The  positive  direction  of  ci  is  from  si  to  /i.  It  is  here  assumed 
that  the  flux  in  the  air  gap  is  so  distributed  that  the  e.m.f.  is  a 
sine  wave. 

If  a  second  winding  is  placed  on  the  same  armature,  Fig.  124, 
but  displaced  90  electrical  degrees  from  the  first,  it  will  have  an 

152 
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e.m.f.  generated  in  it  of  the  same  value  and  wave  form  as  the 
first  but  displaced  from  it  in  phase  by  90  degrees  (Figs.  125  and 
126). 

Phase  2  starts  at  8^  and  ends  at/2  and  the  e.m.f.  generated  in  it 
is 

6s  =  E^  sin  (e  -  90),  effective  value  =  -^  =  E  =  Et, 


V2 


The  machine  is  called  a  two-phase  alternator. 


Fig.  125. — E.m.f.  waves  of  a  two- 
phase  alternator. 


The  two  windings  are  usually  entirely  separate  and  their  ends 
are  brought  out  to  four  terminals  ABCD. 

If  any  two  terminals  as  B  and  C  are  joined,  the  e.m.f.  between 
A  and  D  is 

Bad  =  ei  —  62  =  ^m  sin  $  —  Em  sin  {0  —  90) 

=  Em  (sin  e  +  cos  6)  ^  '\l2Em  sm(^  +  45); 

it  leads  61  in  phase  by  45  degrees,  its  maximum  value  is  ^Em  and 

V2E, 


its  efifective  value  is  Ead  = 


'm 


V~2 


=  -Bm  =  V2E.    This  value 


A    d     C     D     F 


can  also  be  obtained  by  subtract- 
ing the  two  vectors  as  shown  in 
Fig.  126. 

The  middle  points  mi  and  m2 
of  the  two  windings  are  some- 
times connected  together  and  a 
fifth  terminal  F  used  as  shown 
in  Fig.  127.  The  common  terni- 
inal  F  is  called  the  neutral  point 

of  the  winding  and  may  be  connected  to  earth.     The  e.m.f.  from 
each  of  the  other  terminals  to  F  is  the  same, 

E 

Eap   ^  En»   =   Ery   *^  Enp   =*  -x* 


Fig.  127. 
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The  four  e.m.fs.  Eac,  Ecb,  Ebd  and  Eba  are  equal,  since  each  is 

E 
the  vector  difference  of  two  e.m.fs.  of  effective  value  -5  at  right 

angles  to  one  another,  and  these  four  e.m.fs.  are  also  at  right 
angles  to  one  another  and  form  a  four-phase  or  quarter-phase 
system. 

The  effective  value  of  each  of  the  foiu-  e.m.fs.  is 


w^w^ 


E 


123.  Three-phase  Circuits. — If  three  similar  windings  are 
placed  on  the  same  alternator  armature  displaced  120  electrical 
d^rees  from  one  another,  Fig.  128,  and  the  ends  of  the  windings 


/i       /. 


FiQ.  128. — Three-phase  winding. 


are  brought  out  to  terminab,  the  machine  is  a  three-phase  alter- 
nator. The  e.m.fs.  generated  in  the  three  windings  are  dis- 
placed 120  degrees. 


The  e.m.f.  in  phase  1  is  ei  =  £«  sin  ^,  effective  value  E  = 


V2' 


the  e.m.f.  in  phase.  2  is  62  =  Em  sin  ($  —  120),  effective  value 

E 
E  =  — ^;  and  the  e.m.f.  in  phase  3  is  es  =  E^  sin  ($  —  240), 


V2 
effective  value  E  = 


Em 

V2 


E® 


FiQ.  129. — Delta  connection. 


The  windings  may  be  interconnected  in  two  ways.  (1)  Join 
A  to  8%,  U  to  88  and  /s  to  81,  and  connect  the  three  junctions  to 
the  terminals  A,  B  and  C  (Fig.  129)  This  is  called  the  "delta" 
connection  or  ring  connection  and  is  r^resented  by  A. 
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The  resultant  e.m.f .  around  the  closed  circuit  at  any  instant  is 

ei  +  62  +  68  =  £?«  sin  d  +  ^«  sin  (^  -  120)  +  ^msin  (6  -  240) 

=  Ein  (sin  d  +  sin  ^  cos  120  -  cos  S  sin  120 
+  sin  ^  cos  240  —  cos  ^  sin  240) 

Vs 

=  Em  (sin  d  —  2  sin  ^ x"  cos  d  —  3^  sin  d 


+  -^  cos  d 


)-• 


'2.  If  the  ends  81,  82  and  sz  are  connected  together  and  the  ends 
fly  fi  and  fs  are  joined  to  the  three  terminals  A,  B  and  C,  Pig.  130, 
the  windings  are  connected  Y  or  ''star." 


'OA 


Fig.  130. — Star  or  "  Y"  connection. 

The  e.m.f.  between  A  and  B  is 

Cab  =  ci  -  62  =  -B«  sin  B  —  En,  sin  {B  -  120) 
=  -E?«(sin  B  -  sin  ^cos  120°  +  cos  ^sin  120) 


sin  ^  +  H  sin  ^  +  ~-  cos  B 


=  V3  E.(^3 


sin  ^  +  H  cos  B 


) 


) 


=  -n/3  J?«  sin  (tf  +  30); 
its  maximum  value  is  y/z  Em  and  its  effective  value  is 

Similarly  the  e.m.f.  between  B  and  C  is 

eac  =  €2  —  ez  ^  Em  {sin  {B  —  120)  —  sin  (^  - 
=  V3Em  sin  (B  -  90) 

of  maximum  value  y/3  Em  and  effective  value  VSE. 
The  e.m.f.  between  C  and  A  is 

ec^  =  cs  -  61  =  -B«  {sin  (B  —  240)  -  sin  B] 
=  V3Sm  sin  (d  -  210) 

of  maximum  value  VSEm  and  effective  value  VSE. 


(230) 


240)} 
(231) 


(232) 
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Thus  the  three  e.m.fs.  between  terminals  are  equal  to  one 
another  and  are  displaced  in  phase  by  120  degrees. 

A  fourth  terminal  is  usually  connected  to  the  neutral  point  O 
and  it  may  be  grounded. 

124.  Electromotive  Forces,  Currents  and  Power  in  Three- 
phase  Circuits. — Fig.  131  shows  a  delta-connected  three-phase 
system. 


«,/.  B  i. 


tc 


Fio.  131. 

The  e.m.f.  in  phase  1  is 

«i  =  Em  sin  $,  effective  value  Ei  = 


V2' 
the  e.m.f .  in  phase  2  is 

E 

Ci  =  Em  sin  (d  —  120),  effective  value  Ei  = 


V2' 

the  e.m.f.  in  phase  3  is 

E 
e»  ==  S^  sin  (^  —  240),  effective  value  E9  =  — ^• 

The  effective  values  of  the  e.m.fs.  in  the  three  phases  are  equal 
and  are  the  terminal  e.m.fs.  of  the  alternator  or  the  e.m.fs. 

between  lines, 

F 
V  jp   jp    jjT    •"*** . 

Assume  that  the  loads  on  the  three  phases  are  balanced,  that 
is,  that  the  currents  have  the  same  effective  value  and  are  dis- 
placed from  their  respective  e.m.fs.  by  the  same  angle  <t>. 

The  current  in  phase  1  is 

ii  =  /m  sin  (^  —  0),  effective  value  /i  =  -— ^; 
the  current  in  phase  2  is 

^2  =  /m  sin  (^  —  0  —  120),  effective  value  /«  =  — ^; 
the  current  in  phase  3  is 

ts  =  /m  sin  (^  —  ^  —  240),  effective  value  /»  =  —y^' 
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The  effective  value  of  the  currents  in  the  three  phases  is  the  same 

The  current  in  line  A  is 

t-»  =  ti  -  i,  =  /»jin  {0-  4>)  -  /«  sin  (tf  -  *  -  120) 

=  V3lm  aiaie  -  <t>  +  30),  (233) 

and  its  effective  value  is 

Ia  =  V3  :^=  a/3/. 

The  current  in  line  B  is 

is  =  it  -  it  =  Im  sin  {0  -  <l>  -  120)  -  /»  sin  (tf  -  *  -  240) 

=  V37„  sin  (0  -  <l>-  90),  (234) 

and  its  effective  value  is 

Ib  =  V3I. 
The  current  in  line  C  is 

tc  =  »■»  -  ii  =  /«  sin  (fl  -  *  -  240)  -  /„  sin  {0  -  <l>) 

=  V37»  sin  (0  -  *  -  210),  (236) 

and  its  effective  value  is 

Ic  =  \/3/. 


Thus  the  currents  in  the  three  lines  are  equal  in  magnitude  and 
are  120  degrees  out  of  phase  with  one  another.  If  the  effective 
value  of  the  current  in  each  of  the  lines  is  represented  by  Ii  then 

Ii  =  I^^  Is^  Ic=  V3I. 

The  effective  values  of  all  these  quantities  are  shown  in  the  vector 
diagram  in  Fig.  132. 
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The  power  supplied  by  the  alternator  is 

P  =  EJi  cos  ^  +  EJi  cos  <f>  +  EJz  cos  4> 

=  ZEI  cos  4>  (236) 

=  y/SEJi  cos  <l>  (237) 

and  is  equal  to  \/3  times  the  product  of  the  terminal  e.m.f.,  the 
line  current  and  the  power  factor. 

If  the  system  is  not  balanced,  that  is,  if  either  the  currents  or 
the  power  factors  in  the  three  phases  differ  from  one  another  the 
line  currents  will  not  be  equal  and  they  will  not  be  displaced  in 
phase  by  120  degrees. 

If  the  current  in  phase  1  is 

ii  =  I  mi  sin  (6  -  <l>i) 

and  the  current  in  phase  2  is 

Z2  =  /«2  sin  (^  -  *2  -  120) 

the  current  in  line  A  is 

Ia  —  ii  "~  ii 

=  I^^  sin  {$  -  <l>i)  -  Im^  sin  (^  -  *2  -  120).      (238) 

Fig.  133  shows  a  star-  or  F-connected  three-phase  system 

A 


FiQ.  133. 


Using  the  same  notation  as  before  and  taking  the  results  ob- 
tained in  Art.  123, 

the  e.m.f.  between  lines  A  and  B  is 

«A«  =  €i-e2  =  \/3S«  sin  (6+30),  effective  value  E^b^  y/SE=Et; 

the  e^m.f.  between  lines  B  and  C  is 

e«c=«2— 6»  =  V3^m  sin  (d— 90),  effective  value  Ebc  -y/3E=^Et; 

the  e.m.f.  between  lines  C  and  A  is 

ecA -ei—ei-  \/3Em  sin  {$ - 210) ,  effective  value  Eca  =  \/3E  =  Eg ; 


POLYPHASE  ALTERNATING-CURRENT  CIRCUITS   159 


the  current  in  line  A  is 

»A  =  t'l  =  /»  ein  {0  —  4),  effective  value  I  a  = 


V2 


/.; 


the  current  in  line  B  is 

ia  =  ii  =  /»»  sin  {$  —  <l>  —  120),  effective  value  /^  = 

the  current  in  line  C  is 


m 


V2 


=  //; 


ic  =  is  =  Im  sin  (^  —  0  —  240),  effective  value  Ic  =*  ~/^  «  lu         I 


Fig.  134  is  a  vector  diagram  for  this  circuit. 


Fio.  134. 


126.  Measurement  of  Power  in  Polyphase  Circuits. — The 
power  in  two-phase  circuits  (Fig.  135)  can  be  measured  by 
connecting  wattmeters  in  the  two  phases  and  taking  the  sum  of 


Load 


Load 


Fio.  135. — Measurement  of  power  in  two-phase  circuits. 

the  readings.    If  the  two  phases  are  similarly  loaded  a  single 
meter  will  suffice  if  its  reading  is  doubled. 

In  the  three-phase  circuits  (Fig.  136)  the  total  power  is  given 
by  the  sum  of  the  two  wattmeter  readings,  if  they  are  connected, 
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as  shown  at  a,  with  their  current  coils  in  two  of  the  lines  and  their 
voltage  coils  connected  across  from  these  lines  to  the  third  line. 


FbMe    1 


Eab  =  Ebc-Eca  "^E  "  E^  "  Terminal  Voltage 


Line  Current 


Fio.  136. — Power  in  balanced  three-phase  circuits. 

Consider  first  the  case  where  the  loads  on  the  three  phades 
are  balanced.  Referring  to  the  vector  diagram,  Fig.  137,  for 
the  Y — connected  circuit, 

TFi  =  EabIa  cos  (30  +  4>)  =•-  y/^EI  cos  (30  +  *). 
TFj  =  EcbIc  cos  (30  -  4>)  =  y/ZEI  cos  (30  -  *). 


.     \ 


^ 


r 


Fio.  137. 


Adding,  f 

TTi  +  TT,  =  y/ZEI  {cos  (30  +  *)  +  cos  (30  -  *)} 

=  y/ZEI  {(cos  30  cos  *  -  sin  30  sin  *)  +  (cos  30 

cos  0  +  sin  30  sin  ^) } 
=  \/3^/(2cos30cos</>)  =3JE/cos«  =  V3^<7,cos* 

and  this  is  the  total  power  in  the  circuit. 

The  power  factor  of  the  circuit  can  also  be  found  from  the  two 
wattmeter  readings. 
Subtracting, 

Tf ,  -  TFi  =  y/^EI  (2  sin  30  sin  ^)  =  y/ZEl  sin  *. 
and  W%  -  Wx      VsEI  sin  <t>         1 


W^  +  Wi        3EI  cos  <l>        V3 


tan  ^ 
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or 


tan  <l>  =  \/3 


Wt-  Wi 


and 


cos  4>  = 


Wt  +  Wi 


(239) 

. ~ .  (240) 

When  the  power  factor  is  60  per  cent.,  ^  =  60  degrees  and 
the  reading  of  wattmeter  Wi  becomes  zero, 

Wi  =  EabIa  cos  (30  +  60)  =  0. 

For  lower  power  factors  the  reading  of  TFi  would  be  negative 
and  the  total  power  in  the  circuit  is  given  by  the  difference  of 
the  readings. 

In  some  cases  it  may  be  difficult  to  tell  whether  the  readings 
should  be  added  or  subtracted.  The  curve  in  Fig.  138  makes  it 
possible  to  determine  the  sign  of  Wi.  It  shows  the  relation 
between  power  factor  and  the  ratio  of  the  readings  of  the  two 

meters,  cos  <l>  vs.  ^^' 
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Fio.  138. — Watt-ratio  curve. 


The  equation  of  the  curve  may  be  obtained  from  equation  (240). 

TTj  +  TTi  1 


Cos  4t  = 


V(»r2  +  Tri)«  + 3(1^2-  TTl)"^ 


/ 


11 


s/'+'(fe¥;) 


1 


1+3 


(241) 
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Wi. 


Above  50  per  cent,  power  factor  Wi  is  positive  and  ^  is  positive 


Wi 
At  50  per  cent,  power  factor  Wi  and  «r-  become  zero.    Below 

rr  a 
Wi 

50  per  cent,  power  factor  Wi  and  ^  are  negative.    If  in  any 

case  it  is  doubtful  whether  Wi  is  positive  or  negative,  try  it 
both  ways  and  calculate  the  corresponding  value  of  cos  ^  from 
equation  (241)  and  then  referring  to  Fig.  138  see  which  assump- 
tion agrees  with  the  watt-ratio  curve. 

If  the  current  and  voltage  readings  are  also  given  the  deter- 
mination of  cos  <l>  is  simplified. 

^  ,    ,  True  power  Wi±  Wi 

Power  factor  =  cos  0  =   » x — =  ~~^ — z — 

Apparent  power      \/3EtIi 

The  following  readings  taken  on  a  three-phase  induction  motor 
running  light  show  the  value  of  the  watt  ratio  curve. 


s 

1.01 
1.24 

Wi 

19 
40 

Wi 

Cos^- 

W7  ±Wi 

VSEI 

Cob  ^  from 
Fig.  138 

• 

Correct 
value 
of  Wi 

20 
40 

-f5 
-5 

+0.21 
-0.21 

+0.125 

-0.125 

1 

0.656 
0.428 

0.528 
0.410 

0.66 
0.35 

0.60 
0.41 

+4 
-5 

In  the  first  case  the  wattmeter  readings  must  be  added  while  in 
the  second  they  must  be  subtracted. 

It  is  possible  to  determine  the  total  power  in  a  balanced 
three-phase  circuit  with  one  wattmeter  without  opening  the 
circuit  to  change  the  current  coil  from  one  line  to  the  other. 
This  may  be  done  in  two  ways.  (1)  Referring  to  Fig.  136(6), 
first  connect  the  current  coil  in  line  A  with  the  potential  coil 
between  A  and  B,  the  reading  is 

Wi  =  E^alA  cos  (30  4-  «)  =  V3EI  cos  (30  4-  <t>) ; 

then  with  the  current  coil  still  in  line  ^4  connect  the  potential 
coil  from  B  to  C;  the  reading  is 

>^2  =  Ej,cIa  cos  (30  -  «), 
and  the  power  is  the  sum  of  the  tw<   readings. 
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2.  The  second  method  requires  an  ammeter  and  voltmeter 
in  addition  to  the  wattmeter.  Connect  the  wattmeter  with  its 
current  coil  in  line  A  and  its  potential  coil  from  B  to  C;  the 
reading  is 


W  =  EbcIa  cos  (90  -  *), 
=  EJi  sin  <t>. 

W 


Figs.    136(c)   and   137, 


Sin  ^  ^isTT  is  therefore  known  and  cos  <f>  can  be  calculated. 

The  power  in  the  circuit  is  \/3EtIi  cos  <t>. 

This  latter  method  does  away  with  the  difficulty  encountered 
in  the  case  of  low  power  factors. 

The  two  wattmeters  connected  as  in  Figs.  136(a)  and  139, 
give  the  total  power  in  the  circuit,  whether  the  loads  on  the 


Fig.  139. 


phases  are  balanced  or  unbalanced.  Take  the  case  of  the  delta- 
connected  circuit,  Fig.  139,  and  consider  the  instantaneous  values 
of  voltages  and  currents  and  power. 


and 
but 


Wi  =  Cji^  ~  €2(^2  —  *i)  —  ^2^*2  —  €iii 
tVi  —  Ciic  =  63(13  "~  ^1)  ^  68^3  "~  6jti 

Wi  +  ti?2  =  eiii  +  etii  -  (€2  +  ez)ii 

«i  +  62  +  «a  =  0,  and  61  =  —  (62  +  63), 


therefore   Wi  +  w%  =  eif  1  +  621*2  +  ^zU  =  the   sum   of   the   in- 
stantaneous values  of  power  in  the  three  phases. 

When  measuring  power  in  a  three-phase,  four-wire  system,  the 
two-wattmeter  method  will  give  accurate  results  only  when  the 
loads  are  balanced.  For  unbalanced  loads  three  wattmeters 
must  be  used  connected  in  the  three  lines  and  with  their  potential 
coils  coi^nected  between  the  lines  and  neutral 
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126.  Example. — A  220-volt|  three-phase  alternator  supplies  the  following 
loads: 

1.  Twenty-five  kilowatts  at  100  per  cent,  power  factor  for  lighting. 

2.  A  100-hp.  (output)  induction  motor  of  92  per  cent,  efficiency  and  90 
per  cent,  power  factor. 

3.  A  number  of  small  induction  motors  with  a  combined  output  of  50  hp., 
average  efficiency  —  80  per  cent,  and  average  power  factor  »  75  per  cent. 

If  the  loads  on  the  three  phases  are  balanced,  find : 
(a)  The  output  of  the  alternator  in  kilowatts. 
(6)  The  line  current, 
(c)  The  power  factor  of  the  combined  load. 

(a)  The  output  of  the  alternator  =  25.0  +  ^^-^  X  pgg  +  oisO  ^  i;000 

-  25.0  4-  81.2  4-  46.7  =  152.9  kw. 

(6)  The  in-phase  current  per  line  for  (1)     =  — = — '-—--  =  66  amp. 
^  ^  \/3  X220 

The  quadrature  current  per  line  for  (1)  =  0 

The  in-phase  current  per  line  for  (2)     »■  — 7= -—-  —  213  amp. 

^  \/3  X  220 

213 
The  total  current  per  line  for  (2)  =  -^^  =  237  amp. 

The  quadrature  current  per  line  for  (2)  =  \/(237)*  —  (213)*  =  103  amp. 

The  in-phase  current  per  line  for  (3)     =  — '-7= j— —  =  123  amp. 

\/3  X220 

123 
The  total  current  per  line  for  (3)  =  ^rjk  =  164  amp. 

The  quadrature  current  per  line  for  (3)  =  -^(164)*  —  (123)*  «  108  amp. 

The  total  in-phase  current  per  line  =  66  +  213  +  123  =»  402  amp. 

The  total  quadrature  current  per  line  «  0  -f  103  +  108  =211  amp. 

The  current  per  line  =  V(402)*+ (211)*  -  455  amp. 

402 
(c)  The  power  factor  of  the  load  is  j^  X  100  =  88.3  per  cent. 


CHAPTER  VII 
DXRECT-CURRENT  MACHINERT 

127.  The  Direct-current  D3riiamo. — A  direct-current  dynamo 
consists  of  an  electric  circuit,  connected  to  a  commutator  and 
tapped  by  brushes,  revolving  in  a  magnetic  field  which  is  produced 
by  stationary  electric  circuits. 

Such  a  machine  is  illustrated  in  Fig.  140  and  comprises  the 
following  parts: 

1.  Yoke 

2.  Pole  pieces  >  Magnetic  circuit. 

3.  Armature  core    J 

4.  Armature  winding   1^1       i  •        i    x  • 

«    ^  ,   ,  >  Revolvmg  electnc  circmt. 

5.  Commutator  J 

6.  Brushes  and  brush  holders.    Collecting  apparatus. 

7.  Field  winding.     Stationary  exciting  circuit. 

128.  Yoke. — ^The  yoke  serves  mechanically  as  the  frame  of  the 
machine  and  magnetically  to  carry  the  flux  from  pole  to  pole;  in 
small  machines  it  is  usually  made  of  cast  iron  but  in  machines 
where  great  weight  is  objectionable  it  is  made  of  cast  steel  which 
has  greater  strength  and  permeability. 

129.  Pole  Pieces. — The  pole  pieces  or  pole  cores  are  usually 
made  of  cast  steel  or  sheet  steel  and  are  bolted  to  the  yoke.  For 
small  machines  the  yoke  and  poles  are  sometimes  cast  in  one 
piece.  All  solid  poles  must  have  laminated  pole  faces  bolted  to 
them  in  order  to  reduce  the  eddy-current  loss  due  to  local  varia- 
tions of  the  magnetic  density  in  the  pole  faces  as  the  armature 
teeth  move  across  them. 

The  pole  cores  carry  the  field  windings  of  the  machine.  Solid 
poles  are  made  circular  and  so  have  the  greatest  section  for  a 
given  perimeter  and  require  the  smallest  length  of  field  copper. 
Laminated  poles  must,  however,  be  made  rectangular. 

The  section  of  the  pole  face  is  made  much  greater  than  that  of 
the  pole  core  in  order  to  reduce  the  flux  density  in  the  air  gap. 
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130.  Armature  Cote. — The  armature  core  carries  the  rotating 
electric  circuit  in  slots  punched  out  on  its  periphery.  It  ia  built 
up  of  sheets  of  steel  about  0.014  in.  in  thickness.  Alternate 
sheets  are  coated  with  an  insulating  varnish  to  increase  the  re- 
sistance in  the  path  of  the  induced  eddy  currents.  Open  spaces 
are  left  in  the  core,  called  vent  ducts  {V.V.,  Fig.  140),  which 
allow  air  to  circulate  through  the  armature  and  carry  off  the  heat 
generated  due  to  the  iron  and  copper  losses.  The  number  of 
vent  ducts  required  depends  on  the  length  of  the  armature. 

The  armature  punchings  are  carried  on  a  spider  S  and  are  kept 
in  place  by  heavy  end  plates  which  have  projections  on  their  outer 
edges  to  support  the  end  connections  of  the  armature  coils. 

131.  Armature  Winding. — The  armature  winding  is  the  seat 
of  the  generated  e.m.f.  It  must  be  tapped  at  certain  points  by 
brushes,  in  order  that  the  machine  may  supply  power  to  an 
external  receiver  circuit.  The  winding  consists  of  a  number  of 
coils  of  one  or  more  turns,  connected  together  to  form  a  con- 
tinuous winding;  leads  are  run  from  their  junctions  to  the  com- 
mutator bars  from  which  the  current  is  collected  by  the  brushes. 
The  coils  forming  the  winding  must  be  so  connected  togethei 
that  the  e.m.fs.  generated  in  coils  between  brushes  of  opposite 
polarity  will  all  act  in  the  same  direction. 


Fig.  141. — Bipolar  ring  wiDding. 


The  earliest  type  of  armature  winding  was  the  ring  winding, 
Figs.  141  and  142,  but  this  has  been  replaced  by  the  various  forms 
of  drum  windings,  a  few  of  which  are  illustrated  in  Figs.  144  to  151, 

132,  Ring  Windings. — In  the  bipolar  ring  winding,  Fig.  141, 
all  the  conductors  on  each  half  of  the  armature  are  connected  in 
series  between  the  brushes.  When  the  brushes  are  placed  on  the 
neutral  line,  that  is,  in  such  a  position  that  the  coil  being  com- 
mutated  is  not  generating  any  e.m.f.,  the  e.m.fs.  generated  in  all 
conductors  under  one  pole  will  act  in  the  same  direction  and  will 
combine  to  give  the  terminal  e.m.f.  of  the  generator.  The  e.m.fs. 
generated  under  the  other  pole  will  be  equal  in  magnitude  but 
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will  act  in  the  opposite  direction.  Thus,  there  is  no  e,m.f.  tending 
to  cause  current  to  circulate  through  the  winding  at  no  load  and 
there  are  two  paths  in  multiple  for  the  current  flowing  through 
the  armature. 

The  connection. from  one  conductor  to  the  next  is  run  through 
inside  the  armature,  where  it  cannot  cut  magnetic  flux,  and  con- 
sequently one-half  of  the  winding  is  not  eEFective  in  generating 
e.m.f.  This  extra  wire  increases  the  resbtance  of  the  armature 
and  adds  to  the  weight  and  cost  of  the  machine.  The  ring  wind- 
ing has  the  further  disadvantage,  that  it  is  very  diflicult  to  replace 
injured  coils.  On  the  other  hand,  the  voltage  between  adjacent 
coils  is  so  low  that  very  little  insulation  is  required  between  them. 
This  type  of  winding  is  now  obsolete. 


Pio.  142. — Six-pole  ring  windinc 

Fig.  142  shows  a  six-pole  ring  winding  with  36  coils  connected 
to  a  commutator  with  36  bars.  This  winding  must  be  tapped  at 
six  equidistant  points  by  brushes;  there  are  six  paths  in  parallel 
through  the  armature  from  positive  to  negative  terminals  and  the 
voltage  of  the  machine  is  that  generated  in  one-sixth  of  the 
winding. 

Fio.  143.— Armature  coils, 

133.  Drum  Winding. — In  drum-wound  machines  the  whole  of 
the  armature  winding  is  carried  in  slots  on  the  outside  of  the 
armature  core  and  both  sides  of  any  coil  are  effective  in  geaerat- 
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ing  e.[n.f.    The  single  coile  are  of  the  shapes  shown  in  Fig.  143 
and  may  consist  of  one  or  more  turns. 

The  conductors  forming  the  two  sides  of  a  coil  must  be  situated 
in  fields  of  opposite  polarity  in  order  that  the  e.m.f8.  generated 
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D  145. — Sil-pole  multiple-drum  winding. 


in  them  may  act  in  the  same  direction.  One  side  of  a  coil  is 
placed  in  the  top  of  a  slot  and  the  other  side  in  the  bottom  of  a 
slot  in  a  similar  position  under  the  next  pole. 
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According  to  the  way  in  which  the  end  connections  are  brought 
out  to  the  commutator  bars  and  the  coils  are  connected  together, 
drum  windings  are  divided  into  two  clbsses,  multiple  or  lap  wind- 


[z:  CD  on  LfD  [Z]  n:] 

Fia.  146. — Sii-pola  multiple-drum  wiodiDg.     FrBctional  pitch. 

ings,  as  illustrated  by  coils  a  and  b  in  Fig.  143  and  the  windings  in 
Figs.  144  to  146  and  series  or  two-circuit  windings,  as  illustrated 
by  the  coils  c  and  d  in  Fig.  143  and  the  windings  in  Figs.  149  and 
150. 
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134.  Multiple-drum  Windings. — In  the  multiple  winding  the 
two  terminals  of  a  coil  are  connected  to  adjacent  commutator 
bars.  Fig.  144  represents  a  multiple  winding  for  a  six-pole 
machine  with  72.  conductors  and  36  slots.  The  sides  of  a  coil  are 
placed  in  slots  1  and  7  and  the  terminals  are  connected  to  bars 
1  and  2.  The  same  winding  is  shown  in  Fig.  145  and  the  direc- 
tions of  the  currents  are  shown  by  arrowheads.  The  brushes  are 
placed  on  the  no-load  neutral  points  and  therefore  directly  under 
the  centers  of  the  poles  and  as  many  sets  of  brushes  are  required 
as  there  are  poles. 

Tracing  through  the  winding  from  a  positive  to  a  negative 
brush  only  onensixth  of  the  conductors  are  taken  and  there  are 
therefore  six  paths  in  multiple  through  the  armature  winding 
from  the  positive  to  the  negative  terminal  of  the  machine  and 
each  conductor  carries  only  one-sixth  of  the  current  passing 
through  the  armature.  The  number  of  paths  is  equal  to  the 
number  of  poles  as  in  the  ring  winding. 

Generally  in  multiple  windings  the  coil  pitch  is  almost  equal  to 
the  pole  pitch  and  the  windings  are  called  full-pitch  windings. 
When  the  coil  pitch  is  less  by  one  or  more  teeth  than  the  pole  pitch 
the  winding  is  called  a  fractional  pitch  or  short-chord  winding. 
Fig.  146  shows  a  fractional  pitch,  multiple-drum  winding.  Frac- 
tional-pitch windings  have  shorter  end  connections  than  full-pitch 
windings  and  have  a  smaller  inductive  e.m.f.  generated  during 
commutation  since  the  two  coils  in  one  slot  are  not  commutated 
at  the  same  time  and  thus  the  inductive  flux  is  that  due  to  half 
the  ampere-turns  acting  in  the  case  of  a  full-pitch  winding. 

136.  Equalizer  Rings. — In  multiple-wound  machines,  if  there 
is  any  irregularity  in  spacing  the  brushes  or  if  the  air  gape  under 
all  the  poles  are  not  of  the  same  depth,  the  e.m.fs.  generated  in 
the  different  sections  of  the  winding  will  not  be  equal  and  the  un- 
balanced e.m.f .  will  tend  to  cause  current  to  circulate  through  the 
brushes  even  when  the  machine  is  not  carrying  any  load.  To 
keep  these  circulating  currents  out  of  the  brushes  similar  points 
under  the  different  pairs  of  poles  which  should  normally  be  at  the 
same  potential  are  joined  together  by  heavy  copper  connections 
c^ed  equalizer  rings  and  these  provide  a  path  of  very  low  re- 
sistance which  the  circulating  currents  follow  in  preference  to  the 
comparatively  high-resistance  path  through  the  brushes  (Figs. 
144  and  145). 

Equalizer  rings  should  be  provided  on  all  multiple-wound 
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machines  except  the  sm&llest  sizes.  They  are  connected  to  every 
third  or  fourth  coil.  Windings  to  be  used  with  equaUzer  rings 
must  have  the  number  of  coils  a  multiple  of  the  number  of  pairs 
of  poles. 

Fig.  147  shows  the  circulating  currents  in  a  four-pole  machine, 
in  which  the  gaps  under  the  two  lower  poles  have  been  shortened, 
due  to  wear  of  the  bearings.  The  volt^es  generated  in  the  two 
tower  sections  of  the  winding  are  assumed  to  be  10  per  cent, 
higher  than  those  in  the  upper  sections.  Fig.  148  shows  three 
equalizer  rings  connected  to  this  machine  to  keep  the  circulating 
currents  out  of  the  brushes. 


136.  Series-drum  Windings. — In  the  series  winding  the  ter- 
minals of  a  coil  are  connected  to  two  commutator  bars  approxi- 
mately twice  the  pole  pitch  apart.  Fig.  149  represents  a  series  or 
two-circuit  winding  for  a  six-pole  machine  with  44  conductors 
and  22  slots.  One  side  of  a  coil  is  placed  in  the  top  of  slot  1  and 
the  other  side  in  the  bottom  of  slot  5  and  the  terminals  of  the 
coil  are  connected  to  commutator  bars  1  and  8. 

Tracing  out  the  winding  from  the  positive  brush  Bi  to  the  nega- 
tive brush  Bt  one-half  of  the  armature  conductors  are  taken  in. 
There  are  therefore  but  two  circuits  in  multiple  between  terminals 
independent  of  the  number  of  poles  and  the  winding  is  called  a 
two-circuit  or  series  winding. 

Only  two  sets  of  brushes  are  required  to  collect  the  current  but 
when  the  current  is  large  it  is  usual  to  employ  other  sets  of 
brushes  Eis  shown  at  Bj,  B*,  E^  and  B«  and  as  many  sets  of  brushes 
as  there  are  poles  may  be  used. 

Series  windings  are  used  in  small  high-voltage  machines  or 
where  it  is  desirable  to  use  only  two  sets  of  brushes,  as  in  small 
railway  motors;  but  in  large  multipolar  machines  with  many  sets 
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of  brushes  the  current  does  not  divide  equally  between  brushes 
of  the  same  polarity  and  commutation  is  unsatisfactory. 

The  number  of  coils  in  a  series  winding  must  be  one  more  or  one 
less  than  a  multiple  of  the  number  of  pairs  of  poles,  or 
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Fio.  149. — ^Six-pole  Beries-dnim  winding,  retrogressive. 

where  N  =  number  of  armature  coils, 

p/2  =  numbers  of  pairs  of  poles, 

and       C  =  a  constant  whole  number  =  avg.  winding  pitch. 
Each  coil  may  have  any  number  of  turns. 
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(241) 


the  winding  starting  from  bar  1  goes  once  around  the  armature 
and  is  connected  to  bar  2.  It  is  therefore  called  a  progressive 
winding  (Fig.  150). 


If 
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Flo.  160. — Six-pote  seHes-dnim  wiDdios,  prosreMive. 

iV-c|+l,  (242) 

the  winding  starting  from  bar  1  and  going  once  around  the  anna- 
ture  is  connected  to  the  bar  before  1  and  it  is  called  a  retrogres- 
sive winding  (Fig.  149). 

137.  Double  Windings. — If  space  is  left  between  adjacent 
coils  of  a  multiple  winding,  a  second  winding  may  be  placed  on 


DIRECT-CURRENT  MACHINERY  175 

the  same  core.  The  second  winding  may  be  entirely  separate 
from  the  first,  that  is,  each  of  the  two  windings  closed  upon  itself; 
or  after  passing  through  the  first  winding  the  circuit  enters  the 
second  and  after  passing  through  the  second  reenters  the  first. 


ra  mm  m  [Z]  Q 

Fio.  Ifil. — Sixpole  iDUltipl«-drum  wioding.  duplex,  doubly  raCntnuit. 

In  the  first  case  the  winding  is  duplex  doubly  reentrant  and  in  the 
second  case  duplex  singly  reentrant.  Duplex  multiple  windings 
have  twice  as  many  circuits  in  multiple  between  terminals  as  there 
are  poles.    Such  windings  are  suitable  for  large  low-voltage  ma- 
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chines  used  in  electrolytic  work.  The  brushes  must  be  wide 
enough  to  collect  current  from  both  sections  of  the  winding  at  the 
same  time.  Fig.  151  shows  a  duplex  doubly  reentrant  winding 
for  a  six-pole  machine  with  72  conductors  and  36  slots. 

Similarly  the  series  winding  may  be  made  double  by  placing  a 
second  winding  in  alternate  slots  and  connecting  it  to  alternate 
commutator  bars.  The  second  winding  is  in  multiple  with  the 
first  and  there  are  four  paths  in  multiple  between  terminals. 

138.  Commutator. — The  commutator  is  one  of  the  most  im- 
portant parts  of  a  direct-current  machine.  It  consists  of  a  niun- 
ber  of  bars  of  hard-drawn  copper,  insulated  from  one  another  by 
thin  sheets  of  mica  or  other  insulating  material,  and  built  up  into 
the  form  of  a  cylinder  (Fig.  152).    The  bars  are  held  together  by 
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Fio.  152. — Commutator. 


a  cast-iron  spider  from  which  they  are  insulated  by  micanite  "  V  " 
rings.  The  terminals  of  the  coils  forming  the  armature  winding 
are  connected  to  the  bars  either  directly  by  soldering  them  into 
slots  in  the  bars  or  by  means  of  vertical  connectors  called  conunu- 
tator  risers.  In  order  that  the  brushes,  which  collect  the  current 
from  the  commutator,  may  run  smoothly  without  vibrating  or 
chattering  the  conmiutator  surface  must  be  perfectly  round  and 
smooth. 

The  function  of  the  commutator  is  illustrated  in  Fig.  153.     The 
current  from  the  machine  is  I  amp.  and  the  current  in  each 

conductor  is  Jc  =  h  anap.    During  the  time  taken  for  the  brush 

to  move  across  the  insulation  between  bars  1  and  2  the  current 
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in  coil  c  must  change  from  Ic  in  one  direction  to  Ic  in  the  opposite 
direction.  This  reversal  of  the  current  is  called  commutation  and 
to  be  satisfactory  it  must  be  effected  without  sparking.  The 
brushes  are  shown  placed  on  the  neutral  line  and  the  coils  short- 
circuited  are  not  cutting  any  flux  and  therefore  have  no  e.m.f. 
generated  in  them  due  to  rotation.  If  the  short-circuited  coil  had 
no  inductance  the  current  would  reverse  completely  due  to  the 
contact  resistance  between  the  brush  and  the  commutator. 
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Fig.  153. — Commutation. 

In  (1)  the  current  in  coil  c  is  /«;  in  (2)  it  is  zero  since  current  /« 
from  bar  1  goes  through  one-half  of  the  brush-contact  area  and 
current  le  from  bar  2  goes  through  the  other  half,  and  the  drop  of 
voltage  on  both  sides  is  the  same  and  therefore  there  is  no  voltage 
available  to  drive  the  current  through  the  resistance  of  the  coil. 
Between  (1)  and  (2)  the  resistance  from  bar  2  to  the  brush  is 
greater  than  the  resistance  from  bar  1  to  the  brush  and  so  part  of 
the  current  from  2  flows  through  the  coil  c.  Between  (2)  and  (3) 
the  resistance  from  bar  2  to  the  brush  is  less  than  from  bar  1  and 
part  of  the  current  from  1  flows  through  the  coil  c.  In  (3)  the 
current  in  c  is  /c  but  in  the  opposite  direction  from  that  in  (1) 
and  commutation  is  complete. 

The  self-inductance  L  of  the  coil  opposes  any  change  of  current 

di 
by  generating  a  back  e.m.f.  L  -r  volts;  when  the  current  is  large 

and  the  time  of  commutation  short  this  back  e.m.f.  is  large  and 
the  current  will  not  be  reversed  when  the  brush  breaks  contact 
with  bar  1  and  sparking  will  occur. 

To  counteract  the  eflFect  of  self-inductance  the  brushes  in  a  gen- 
erator are  moved  ahead  of  the  neutral  in  the  direction  of  rotation 
and  back  in  a  motor.  The  short-circuited  coU  is  then  in  a  field 
which  generates  in  it  an  e.m.f.  due  to  rotation  which  opposes  the 
back  e.m.f.*  of  self-inductance,  or,  as  it  is  usually  called,  "the  re- 
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actance  voltage  of  the  coil/'  and  assists  commutation.  The  prob- 
lem of  commutation  is  discussed  fully  in  Art.  192. 

139.  Brushes  and  Brush  Holders. — The  brushes  collect  the 
current  from  the  moving  commutator  and  from  them  it  passes  to 
the  receiver  circuit. 

Brushes  were  at  first  made  of  copper  because  it  had  a  low  re- 
sistance and  large  current-carrying  capacity  but  conmiutation  of 
large  currents  was  not  satisfactory.  Carbon  brushes  were  then 
introduced  and  commutation  was  greatly  improved  due  to  the 
action  of  the  high-resistance  contact  film  between  the  brush  and 
conmiutator.  A  much  better  contact  surface  was  also  obtained 
and  the  wear  on  the  commutator  was  reduced.  But  since  carbon 
will  carry  only  about  30  to  50  amp.  per  square  inch  while  copper 
will  carry  150  to  200  amp.  per  square  inch  a  much  larger  brush 
area  is  required  and  a  larger  commutator. 

In  order  to  maintain  a  good  contact  between  the  brush  and 
commutator  a  spring  is  used  exerting  on  the  brush  a  pressure  of 
about  IJ^  to  2  lb.  per  square  inch  of  contact  area. 

The  brush  holders  are  made  of  brass  and  carry  part  of  the  cur- 
rent but  leads  are  connected  directly  from  the  brushes  to  the  main 
leads  of  the  machine  to  prevent  any  drop  of  voltage  which  might 
occur  due  to  poor  contact  between  brushes  and  holders.  • 
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Fig.  154. — Separate  excitation. 


Fio.  155. — Shunt  or  self-excitation. 


140.  Field  Windings. — The  field  winding  is  a  stationary  .elec- 
tric circuit  consisting  of  one  or  more  coils  of  wire  placed  on 
each  of  the  field  poles.  They  are  suppUed  with  current  and  pro- 
vide the  m.m.f.  necessary  to  drive  the  magnetic  flux  through  the 
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machine.  The  methods  used  in  calculating  the  number  of 
ampere-turns  required  to  produce  the  flux  in  a  machine  is  worked 
out  in  Art.  227. 

According  to  the  manner  of  exciting  the  fields,  direct-current 
machines  are  divided  into  magneto  machines  in  which  the 
■  flux  is  produced  by  permanent  magnets;  separately  excited  ma- 
chines (Fig.  154)  in  which  the  flux  is  produced  by  a  winding  sup- 
plied with  current  from  some  source  outside  the  machine;  shunt 
machines  in  which  the  field  winding  is  connected  across  the  arma- 
ture terminals  and  receives  a  small  current  at  the  full-machine 
voltage  (Fig.  155) ;  series  machines  in  which  the  field  winding  is 
connected  in  series  with  the  armature  and  carries  the  full  arma- 
ture current  (Fig.  156);  and  compound  machines  in  which  the 
field  has  both  a  shunt  and  a  series  winding  (Fig.  157). 
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Fio.  156. — Series  excitation. 


(O)  Short  Shunt 
Fio.  157. — Compound  excitation. 


According  to  the  number  of  poles  machmes  are  divided  into 
bipolar  and  multipolar  machines  but  the  bipolar  type  is  adapted 
only  for  small  sizes. 

141.  Direction  of  Rotation  of  Generators  and  Motors. — Fig. 
158  represents  either  a  generator  or  motor.  The  directions  of  the 
currents  in  the  armature  are  shown  by  the  dots  and  crosses  and 
the  directions  of  rotation  by  arrows. 

With  durents  as  shown,  the  direction  of  rotation  of  a  generator 
is  coimter-clockwise  and  of  a  motor  is  clockwise. 

These  results  are  obtained  by  examining  the  fields  produced  by 
the  armature  currents. 
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Take  for  example  the  conductor  A.  Its  field  combines  with 
the  main  field  and  produces  a  strong  field  below  the  conductor 
and  a  weak  field  above  it.  There  is  therefore  a  force  /  acting  on 
the  conductor  tending  to  move  it  up.  This  is  the  force  that  must 
be  overcome  by  the  engine  driving  the  generator  in  order  to  de- 
velop electric  power  and  therefore  the  rotation  of  a  generator  is 
against  this  force  and  is  counter-clockwise. 

In  the  case  of  the  motor,  the  force/  on  the  conductor  is  the  me- 
chanical force  developed  and  the  rotation  is  in  the  direction  of  this 
force  and  is  clockwise. 

To  reverse  the  direction  of  rotation  of  a  motor  it  is  necessary  to 
reverse  either  the  amature  current  or  the  field  current  but  not 
both. 

Generator 


Motor 
FiQ.  158. — Direction  of  rotation. 

142.  Generation  of  Electromotive  Force. — The  e.m.f .  generated 
in  the  armature  of  a  direct-current  generator  or  motor  is 

8  =  Znf>  ^  10-»  volts, 
Pi 

where  Z  =  number  of  conductors  on  the  armature, 
n   =  speed  of  armature  in  r.p.s., 
*   =  flux  crossing  the  air  gap  from  one  pole, 
p   ==  number  of  poles, 

and     pi  =  number  of  paths  in  multiple  between  terminals. 

In  1  sec.  each  conductor  cuts  n^p  lines  of  force  and  thus  the 
average  e.m.f.  generated  in  each  of  the  Z  conductors  is 

€  =  n^p  10~^  volts. 

Between  the  terminals  there  are  —  conductors  connected  in  series 

Pi 

and  therefore  the  e.m.f.  between  terminals  is 

8  =  Zn*  ^  10-8  volts.  (243) 

Pi 
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This  is,  the  e.in.f.  equation  of  a  direct-current  generator;  it  may 
be  written 

£  =  Kni,  (244) 

where      K  =  Z  -^  10""*  is  a  constant  of  the  machine. 

Pi 
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Fio.  169. — Variation  of  gener- 
ated e.m.f.  with  speed. 


The  e.m.f.  is  therefore  directly  proportional  to  the  speed  and  to 
the  flux  crossing  the  air  gap. 

Fig.  159  shows  the  relation  between 
e.m.f.  and  speed,  for  a  constant  value 
of  €>.  The  locus  is  a  straight  Une 
passing  through  the  origin. 

In  a  generator  the  current  flows  in 
the  direction  of  the  generated  e.m.f. 
but  in  a  motor  an  e.m.f.  is  impressed 
on  the  terminals  of  the  armature  and 
drives  a  current  against  the  e.m.f. 
generated  in  the  motor.  The  e.m.f. 
generated  in  a  motor  armature  is  therefore  called  a  back  e.m.f. 

143.  Effect  of  Moving  the  Brushes. — The  equation 

8  =  Zn*  ^  10-8 
Pi 

holds  only  if  the  brushes  are  on  the  no-load  neutral  points. 
When  the  brushes  are  moved  ahead  of  the  neutral  points  or 
behind  them  the  e.m.f.  between  terminals  is  decreased.  This 
may  be  seen  by  reference  to  Fig.  160.    With  the  brushes  on 

Maxin.-!.  voitM-  ^^^   ucutral  poiuts  the 

<*•»•"*•'  o«i6T*»or  e.m.fs.  generated  in  all 

the  conductors  in  series 
between  terminals  act  in 
the  same  direction  and 
combine  to  give  the 
maximum  e.m.f.  When 
the  brushes  are  moved 
ahead  the  e.m.f.  be- 
tween terminals  is  only 
that  generated  in  con- 
ductors o-fc  or  d-c  since  the  resultant  of  the  e.m.fs.  generated 
in  conductors  a-d  and  b-c  is  zero.  '  Thus  advancing  the  brushes 
corresponds  to  a  decrease  in  the  number  of  armature  conductors. 


MlBlmom  8pe«d 

(o) 

Fio.  160. — Effect  of  moving  the  brushes. 
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144.  BuUding  up  of  Electromotive  Force  in  a  Self-excited 
Generator. — In  a  aelf-excited  generator  at  rest  there  is  no  flux 
croBsing  the  gap  except  the  reaidual  magnetism.  When  the 
armature  is  rotated  only  a  small  e.m.f.  is  generated  in  it  and  a 
very  small  current  is  produced  in  the  field  winding.  If  the 
m.m.f .  of  this  current  is  in  the  direction  of  the  residual  magnetism, 
it  will  increase  the  flux  and  the  e.m.f.  will  increase  and  gradually 
build  up  to  its  full  value. 

If,  however,  the  current  opposes  the  residual  magnetism,  it  will 
cause  it  to  decrease  and  the  e.m.f.  will  not  build  up  until  the  field 
winding  is  reversed. 

If  there  is  no  residual  magnetism,  the  e.m.f.  cannot  build  up 
until  power  is  supplied  to  the  winding  from  some  outside  source  to 
atart  the  fiux. 

146.  Armature  Reaction  and  Distribution  of  Magnetic  Flux. — 
Fig.  161  shows  approximately  the  distribution  of  flux  in  a  two- 
pole  machine  with  the  fields  excited  but  without  current  in  the 


Fia.  161. — DiBtributioQ  of  flui  and  m.m.f.  at  no  load. 

armature  winding.  Curve  1  shows  the  m.m.f.  acting  at  each 
point  of  the  armature  circumference;  under  the  north  pole  it  is 
positive  and  has  a  constant  value;  under  the  south  pole  it  is 
negative  but  of  the  same  magnitude;  beyond  the  pole  tips  its 
value  may  be  represented  by  the  straight  line  which  passes 
through  zero  midway  between  the  poles.  The  m.m.f.  is  expressed 
in  ampere-turns  and  is  denoted  by  M/. 

The  flux  density  produced  by  this  m.m.f.  is  at  every  point  di- 
rectly proportional  to  the  m.m.f.  and  is  inversely  proportional  to 
the  reluctance  of  the  path.  It  is  of  constant  value  over  the  pole 
face  if  the  air  gap  is  uniform  but  falls  off  rapidly  beyond  the  pole 
lips  due  to  the  increased  reluctance  of  the  air  path  and  to  the 
decrease  in  the  m.m.f.  acting.  Midway  between  the  poles  it  is 
zero.  It  is  represented  by  B  and  its  values  are  plotted  in  curve 
2.     The  total  flux  entering  the  armature  is  represented  by  the 
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area  under  curve  2  and  this  is  the  value  of  ^  which  appears  in  the 
e.m.f.  equation. 

When,  however,  the  armature  is  carrying  current  it  exerts  a 
m.m.f.  called  armature  reaction,  which  combines  with  the 
m.m.f.  of  the  field  winding  and  changes  both  the  distribution 
and  the  total  value  of  the  flux  entering  the  armature. 


OarT»(2),  B 


(«) 


Fio.  162.— Armature  m.m.f.  and  flux. 


Fig.  162(a)  shows  the  distribution  of  flux  produced  by  the 
armature  m.m.f.  acting  alone,  and  the  values  of  the  m.m.f.  of  the 
armature  at  all  points  around  the  circumference  are  plotted  in 
curve  1,  Fig.  162(5).  The  brushes  are  placed  on  the  no-load 
neutral  points.  The  armature  m.m.f.  Ma  is  a  maximum  in  line 
with  the  brushes  and  falls  off  as  a  linear  function  to  zero  under 
the  center  of  the  poles.  The  distribution  of  the  flux  produced  by 
the  armature  m.m.f.  is  shown  in  curve  2,  Fig.  162(5). 


OarTa(l).M-M/4M 
OnrreCS)    B 


Fzo.  163. — Distribution  of  flux  and  m.m.f.  under  load,  with  the  brushes  on  the 

no-load  neutral  points. 

Fig.  163(a)  represents  the  conditions  when  the  m.m.fs.  of  field 
and  armature  are  acting  together  and  with  the  brushes  still  on  the 
no-load  neutt'al  points.  Curve  1,  Fig.  163(5),  shows  the  resultant 
m.m.f .  acting  at  each  point.  Its  ordinates  are  represented  by  M 
and  they  are  the  sum  of  the  corresponding  ordinates  Mf  and  Ma- 

The  m.m.f.  across  the  pole  face  is  no  longer  constant  but  is 
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decreaaed  over  one-half  and  increased  over  the  other  half  by  t&e 
same  amount.  The  flux  density  B  (curve  2)  at  each  point  is  still 
proportional  to  the  m.m.f.  and  inversely  proportional  to  the 
reluctance  of  the  path,  but,  since  part  of  the  path  is  made  up  of 
a  magnetic  material,  due  to  the  effect  of  saturation,  the  increase 
of  flux  under  one-half  of  the  pole  is  less  than  the  decrease  under 
the  other  half  and  consequently  the  total  fiux  is  decreased. 

If  it  were  not  for  the  effect  of  saturation  the  ordinat€s  of  curve 
2,  Fig.  163(b),  could  be  obtained  by  adding  the  corresponding 
ordinates  of  Fig.  161(5)  and  Fig.  162(6). 

The  neutral  points  are  no  longer  midway  between  the  poles  but 
have  been  shifted  in  the  counter-clockwise  direction  in  Fig.  163(a) 
and  to  the  right  in  Fig.  163(b).  To  prevent  sparking  the  brushes 
must  be  moved  up  to  or  a  httle  .beyond  the  load  neutral  points. 
In  a  generator  the  brushes  must  be  moved  forward  in  the  direc- 
tion of  rotation  and  in  a  motor  must  be  moved  backward  against 
the  direction  of  rotation  as  indicated  in  Fig.  164. 

With  the  brushes  midway  between  the  poles  the  direction  of 
the  armature  m.m.f.  is  at  right  angles  to  the  field  m.m.f.  and  it 
therefore  does  not  directly  oppose  it  but  causes  a  distortion  of  the 
flux  and  a  decrease  due  to  saturation.  In  this  case  the  m.m.f.  of 
th«  armature  is  cross-magnetizing. 


Oiim<l).M— M/+M« 
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Fio.  IM,— DiBtrihution   of   flu: 

advanced 

When,  however,  the  brushes  are  moved  into  the  fringe  of  lines 
at  the  pole  tips,  as  in  Fig.  l&4(a),  the  two  m.m.fs.  are  no  longer  at 
right  angles  and  as  seen  in  Fig.  164(I>)  the  part  of  the  armature 
m.m.f,  which  is  subtracted  from  the  field  m.m.f.  is  much  greater 
than  the  part  which  is  added  to  it  and  therefore  the  resultant 
m-m.f.  is  reduced  and  the  flux  is  both  distorted  and  decreased. 

Referring  to  Fig.  164(a)  the  armature  conductors  may  be 
separated  into  two  groups ;  namely  those  between  a  and  d  included 
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in  the  double  angle  of  advance  a  with  their  return  conductors  from 
c  to  6  and  those  under  the  pole  between  h  and  a  with  their  return 
conductors  between  d  and  c.  The  first  group  acts  in  direct 
opposition  to  the  field  m.m.f.  and  decreases  the  fiux  crossing  the 
air  gap.  They  are  therefore  called  the  demagnetizing  ampere- 
turns  of  the  armature.  This  demagnetizing  m.m.f.  increases  as 
the  shift  of  the  brushes  is  increased  and  it  also  increases  directly 
with  the  armature  current. 

The  second  group  exerts  a  m.m.f.  at  right  angles  to  the  field 
m.m.f.  and  distorts  the  flux  as  in  Fig.  163(a)  and  causes  a  de- 
crease due  to  saturation.  They  are  called  the  cross-magnetizing 
ampere-turns  of  the  armature. 

For  sparkless  commutation  without  the  use  of  interpoles  the 
brushes  must  be  moved  ahead  of  the  neutral  points  in  order  that 
the  coils  short-circuited  by  them  may  be  cutting  the  fringe  of  flux 
at  the  pole  tips.  E.m.fs.  are  thus  generated  in  the  coils  opposing 
the  back  e.m.fs.  due  to  inductance,  and  they  aid  in  reversing  the 
current.  As  the  armature  current  is  increased  a  point  is  finally 
reached  where  the  armature  m.m.f.  is  so  strong  that  it  over- 

/"^/ Ourvod).  M-My+Ma 
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Fig.  165. — Distribution  of  flux  and  m.m.f.  with  the  brushes  under  the  centers 

of  the  poles. 

balances  the  field  m.m.f.  at  the  pole  tips  and  therefore  no  revers- 
ing field  is  left  and  commutation  is  not  possible  without  interpoles. 
It  is  of  no  use  to  move  the  brushes  further  ahead  because  that  only 
increases  the  demagnetizing  component  of  armature  m.m.f.  and 
decreases  the  flux  more.  In  direct-current  machines  without 
interpoles  the  armature  ampere-turns  per  pole  at  full  load 
should  not  exceed  70  per  cent,  of  the  field  ampere-turns  per  pole. 
Fig.  165  shows  the  effect  of  moving  the  brushes  to  the  center 
of  the  poles.  The  whole  armature  m.m.f.  is  demagnetizing  and 
the  flux  is  reduced  to  a  small  value.  There  is  no  difference  of 
potential  between  the  brushes  since  the  sum  of  the  e.m.fs. 
generated  in  one-half  of  the  conductors  in  series  between  the 
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brushes  is  exactly  equal  and  opposite  to  that  generated  in  the 
other  half. 

146.  No-load  Saturation  Ctirve. — The  no-load  saturation 
curve  of  a  generator  shows  the  relation  between  the  voltage 
generated  at  no  load  and  the  field  current.  It  is  sometimes 
plotted  with  the  values  of  ^g,  the  useful  flux  as  ordinates  and  the 
field  m.m.f.  or  field  ampere-turns  per  pole  as  abscissae. 

To  obtain  the  no-load  saturation  curve,  the  generator  is  run  at 
constant  speed  and  a  variable  resistance  is  connected  in  series 
with  the  field  winding.  As  the  current  is  raised  from  a  very- 
low  value  the  flux  and  the  generated  voltage  increase  directly 
as  the  current  while  the  iron  parts  of  the  magnetic  circuit  are 
unsaturated,  but  as  the  flux  density  increases  the  magnetic  cir- 
cuit becomes  saturated  and  a  greater  increase  in  current  is  re- 
quired to  produce  a  given  increase  in  voltage  than  on  the  lower 
part  of  the  curve  (Fig.  166). 


o  a 

Fi«ld  Ampere  Tarni 


o  Oi  Oa  abed 

Field  Ampere  Tama 


Fig.  166. — No-load  saturation  curve.      Fxo.  167. — Full-load  saturation  curve. 


Shunt-excited  machines  are  operated  at  a  point  sUghtly  above 
the  knee  of  the  saturation  curve  to  insure  stability,  that  is,  in 
order  that  slight  changes  of  speed  may  not  cause  lar^e  changes  in 
voltage. 

Machines  with  compound  windings  must  be  operated  at  a 
lower  point  on  the  saturation  curve  in  order  that  the  required  in- 
crease of  voltage  may  be  obtained  without  supplying  too  large 
a  m.m.f.  in  the  series  field  windings. 

If  the  field  current  is  gradually  decreased  from  its  maximum 
the  flux  and  the  generated  voltage  fall  off,  but  they  come  down  on 
a  curve  sUghtly  above  the  original  curve,  which  cuts  the  vertical 
axis  at  a  point  above  the  origin.  The  value  of  flux  represented 
by  this  intercept  is  the  residual  magnetism  in  the  machine. 
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147.  Load  Saturation  Curves. — The  curve  showing  the  rela- 
tion between  the  terminal  voltage  and  the  field  current,  when  the 
generator  \b  delivering  a  given  load  current  is  called  a  load  satura- 
tion curve  (Fig.  167).  The  load  saturation  curves  may  be  ob- 
tained from  the  no-load  saturation  curve  if  the  values  of  the 
demagnetizing  and  cross-magnetizing  armature  ampere-turns 
are  known  and  also  the  resistance  of  the  armature. 

If  the  brushes  are  moved  ahekd  of  the  no-load  neutral  position 
by  an  angle  a  electrical  degrees  the  demagnetizing  ampere-turns 

per  pole  =  -r^  X  armature  ampere-turns  per  pole  (Fig.  164). 

If  a  =  18  degrees  or  10  per  cent,  of  the  pole  pitch,  the  demagnet- 
izing ampere-turns  per  pole  =  0.2  X  armature  ampere-turns 
per  pole. 

To  overcome  the  effect  of  the  demagnetizing  ampere-turns  an 
equal  number  of  ampere-turns  must  be  added  to  the  field  winding. 
This  number  should  be  increased  15  or  20  per  cent,  to  make  allow- 
ance for  the  leakage  of  flux  between  the  pole  and  armature  (Art. 
219). 

The  remaining  armature  ampere-turns  per  pole  are  ^ross- 

r„,  ^   180  —  2a 

magnetizmg.     They    are    — :r^ —  X  armature    ampere-turns 

per  pole,  or  when  a  =  18  degrees,  the  cross-magnetizing  turns  = 
0.8  X  armature  ampere-turns  per  pole. 

The  cross-magnetizing  ampere-turns  produce  a  very  high 
saturation  in  the  teeth  under  one-half  of  the  pole  tips  and  so  in- 
crease the  reluctance  of  the  magnetic  circuit  as  a  whole  and  de- 
crease the  flux.  This  effect  is  very  difficult  to  determine  accu- 
rately but  in  normally  designed  machines  in  which  the  field 
ampere-turns  per  pole  =  approximately  150  per  cent,  of  the 
armature  ampere-turns  per  pole,  the  cross-magnetizing  ampere- 
turns  may  be  replaced  by  40  per  cent,  of  their  number  of  demag- 
netizing  ampere-turns. 

This  value  can  be  applied  only  for  points  on  the  no-load  satura- 
tion curve  just  above  the  knee.  Where  the  satiu'ation  is  very 
high  the  effect  of  the  cross-magnetizing  turns  is  relatively  larger 
and  a  larger  percentage  than  40  must  be  used.  On  the  other 
hand,  for  points  below  the  knee  of  the  saturation  curve  much 
smaller  percentages  must  be  used. 

In  the  case  of  the  generator  designed  in  Chapter  VIII,  the  arma- 
ture ampere-turns  per  pole  =  4,860  and  the  angle  of  brush  lead 
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a  =  18  electrical  degrees;  the  demagnetizing  ampere-turns  per 
pole,  =  0.2  X  4,860  =  972,  and  the .  cross-magnetizing  turns 
=  0.8  X  4,860  =  3,888.  Hei^  the  full  voltage  point  is  just  at 
the  knee  of  the  saturation  curve  and  30  per  cent,  of  3,888  =  1,166 
demagnetizing  ampere-turns  are  taken  to  represent  the  cross- 
magnetizing  effect. 

The  demagnetizing  effect  varies  directly  with  the  current  but 
the  cross-magnetizing  effect  increases  at  a  more  rapid  rate.  If 
the  two  effects  are  equal  at  full  load,  then  on  overloads  the  cross- 
magnetizing  effect  will  be  greater  than  the  demagnetizing  effect 
while  at  light  loads  it  will  be  less. 

In  Fig.  167,  OS  is  the  no-load  saturation  curve  plotted  on  a  base 
of  field  ampere-turns.  At  no  load  the  field  m.m.f.  required  for 
rated  voltage  is  oa.  Let  ab  be  the  demagnetizing  ampere-turns  per 
pole  at  full  load  and  be  be  the  demagnetizing  ampere-turns  equiva- 
lent to  the  cross-magnetizing  turns.  In  order  to  generate  the  same 
voltage  under  load  as  at  no  load  the  field  m.m.f.  per  pole  must  be 
increased  by  the  amount  ac  =  mp  and  p  is  a  point  on  the  curve 
oiSi  showing  the  relation  between  the  voltage  generated  imder 
load  and  the  field  m.m.f.  Curve  oiSi  would  be  parallel  to  os  if 
the  cross-magnetizing  effect  were  constant  but  at  the  lower  points 
on  the  curve  it  becomes  very  small  and  the  intercept  ooi  may  be 
taken  as  »  ab. 

The  terminal  voltage  E  will  be  less  than  the  generated  voltage 
8  by  the  resistance  drop  in  the  armature  and  series  field,  Ir  = 
pq.  The  curve  0^%  is  drawn  parallel  to  the  curve  oiSi  at  a  dis- 
tance pq  =  Ir  below  it.  This  is  the  full-load  saturation  curve  for 
the  generator. 

A  saturation  curve  for  half  load  could  be  obtained  by  joining 
the  center  points  of  all  the  lines  such  as  mq,  migi,  etc. 

148.  Voltage  Characteristic  or  Regulation  Curve. — ^The  voltage 
characteristic  of  a  direct-current  generator  is  the  curve  showing 
the  relation  between  the  terminal  voltage  and  the  current  output 
or  load. 

The  voltage  generated  in  the  armature  is 

8  =  Zn^P-  10-8  =  Xn*  volts.  (Art.  142) 

Pi 

Take  first  the  case  of  a  separately  excited  generator  in  which  the 
speed  n  and  the  field  current  If  are  both  kept  constant. 
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At  no  load  the  flux  crossing  the  air  gap  under  each  pole  is  $o 
and  the  voltage  generated  is 

So  =  Kn^o; 

this  is  also  the  terminal  voltage  at  no  load. 

As  the  generator  is  loaded  the  terminal  voltage  decreases  due 
to  two  causes:  (a)  armature  reaction,  and  (&)  armature  resist- 
ance. 

(a)  When  current  flows  in  the  armature,  the  armature  m.m.f ., 
which  is  partly  demagnetizing  and  partly  cross-magnetizing, 
reduces  the  flux  crossing  the  gap  and  thus  reduces  the  generated 
voltage.  The  loss  of  flux  increases  at  a  more  rapid  rate  than  the 
current.  The  consequent  loss  of  voltage  is  called  the  drop  due 
to  armature  reaction. 

(b)  It  is  necessary  to  distinguish  between  the  voltage,  8, 
generated  in  the  armature  and  the  terminal  voltage,  E.  At  no 
load  they  are  the  same  but  when  current  flows  in  the  armature 
part  of  the  generated  voltage  is  consumed  in  driving  the  armature 
current  I  through  the  resistance  of  the  armature  winding  and 
brushes  r.  This  resistance  drop  is  Ir  and  increases  directly  with 
the  current. 

The  terminal  voltage  is         E  =  &  —  Ir.  (245) 

In  Fig.  168  are  shown  the  no-load  and  load  saturation  curves 
plotted  on  the  same  base.  The  constant  exciting  ampere-turns 
=  oa.  A  vertical  Une  through  a  cuts  the  various  saturation 
curves  at  m,  n,  r  and  t  which  represent  the  terminal  voltages  corre- 
sponding to  the  respective  loads.  These  points  are  plotted  on  a 
load  base  as  curve  imr  and  this  is  the  voltage  characteristic  of 
the  generator.  It  is  sometimes  called  the  external  characteristic 
to  distinguish  it  from  the  corresponding  curve  of  generated 
voltages  mik. 

The  straight  line  ol  represents  the  armature  resistance  drops 
at  all  loads  =  Ir. 

The  voltage  generated  in  the  armature  at  any  load  is  8  =  ^  + 
Ir  and  by  adding  the  ordinates  of  olio  those  of  mir  the  curve  niik 
is  obtained  showing  the  relation  between  the  generated  voltage 
and  the  load.     This  is  called  the  internal  voltage  characteristic. 

At  full  load  the  total  drop  of  voltage  below  thie  no-load  value 
is  mr  and  it  is  made  up  of  two  parts,  mk  the  drop  due  to  armature 
reaction  and  kr  the  armature  resistance  drop. 
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149.  Field  Characteristic  or  Compounding  Curve. — The  field 
characteristic  of  a  generator  is  the  curve  showing  the  increase  of 
field  current  required  under  load  to  maintain  a  constant  terminal 
voltage  at  constant  speed. 

In  a  separately  excited  or  self-excited  generator  the  terminal 
voltage  can  be  maintained  constant  as  the  load  current  increasq^ 
if  the  field  current  is  increased  to  such  a  value  that  the  increase 
in  field  m.m.f.  will  not  only  overcome  the  effect  of  armature 
m.m.f .  but  will  produce  an  increase  in  flux  to  provide  the  extra 
voltage  to  supply  the  armature  resistance  drop. 
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Fro.  168. — Voltage  characteristios     Fig.  109. — Field  charaoteristios. 
separately  excited. 


Referring  to  Fig.  167  the  terminal  voltage  at  no  load  ==  am 
and  the  field  m.m.f.  =  oa;  to  obtain  an  equal  terminal  voltage 
at  full  load  the  field  m.m.f.*  must  be  increased  by  an  amoimt  ad; 
of  this  ac  is  required  to  overcome  armature  reaction  and  cd  is 
required  to  supply  the  armature  resistance  drop. 

In  Fig.  169  the  horizontal  line  through  the  no-load  voltage 
point  m  cuts  the  various  load  saturation  curves  at  e,  /  and  g. 
The  corresponding  values  of  field  m.m.f.  or  field  current  plotted 
on  a  load  base  give  the  curve  af  which  is  the  field  characteristic 
of  the  generator. 
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The  increase  of  field  current  under  load  is  obtained  by  gradually 
cutting  out  resistance  from  the  field  rheostat  in  series  with  the 
field  winding  (Fig.  170).  This  regulation  of  the  voltage  must 
be  done  by  hand  and  cannot  take  care  of  sudden  changes  of  load. 

150.  Voltage  Characteristic  of  a  Shunt  Generator. — In  the 
shunt  generator^  armature  reaction  and  armature  resistance 
cause  a  decrease  in  terminar  voltage 
under  load,  but  a  third  condition 
must  also  be  taken  into  account. 
The  field  circuit  is  connected  across 
the  terminals  of  the  armature  and  the 
current  in  it  is  proportional  to  the 
terminal  voltage;  thus,  when  the 
terminal  voltage  decreases  due  to 
armature  reaction  and  armature  resistance,  the  field  current  also 
decreases  and  causes  a  further  decrease  in  the  flux;  and  therefore 
the  terminal  voltage  of  a  shunt-excited  generator  is  less  than  it 
would  be  if  the  machine  were  separately  excited  (Fig.  171). 

The  voltage  characteristic  of  a  shunt  generator  may  be  obtained 
from  the  load  saturation  curves,  Fig.  171,  by  drawing  a  straight 
line  om  from  the  origin  through  the  no-load  voltage  point  m. 
The  slope  of  this  line  represents  the  resistance  of  the  shunt  field 


Fia.  170. — Shunt  generator. 


Fia.  171. — ^Voltage  characteristics  of  a  shunt  generator. 

winding  and  its  intersections  with  the  various  saturation  curves 
give  the  terminal  voltages  corresponding  to  the  respective  loads. 
There  are  two  values  of  voltage  corresponding  to  each  value  of 
load.  The  method  of  obtaining  the  voltage  characteristic  is 
shown. 

The  load  current  can  be  increased  by  decreasing  the  resistance 
in  the  load  circuit  until  the  point  M  is  reached.  If  the  load 
resistance  is  further  decreased  the  armature  current  increases 
for  an  instant  and  then  decreases  as  its  m.m.f.  wipes  out  part  of 
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the  flux  and  causes  the  generated  voltage  to  decrease.  Finally, 
when  the  load  resistance  is  zero  and  the  generator  is  short-cir- 
cuited the  terminal  voltage  and  the  field  current  become  zero 
and  the  residual  flux  produces  a  small  voltage  which  is  consimied 
in  driving  the  current  os  through  the  armature  resistance. 

The  maximum  current  output  of  a  shunt  generator  is  usually 
many  times  full-load  current  and  can  be  reached  only  with  small 
machines  of  poor  regulation. 

The  internal  voltage  characteristic  can  be  obtained  by  adding 
the  armature  resistance  drops  to  the  terminal  voltages;  that  is, 
by  adding  the  ordinates  of  curves  1  and  2,  Fig.  171,  curve  3  is 
obtained. 

161.  Effect  of  Change  of  Speed  on  the  Voltage  of  a  Shunt 
Generator. — In  Fig.  1720a)  oba  is  the  no-load  saturation  curve 
of  a  shunt  generator  at  normal  speed.    The  point  a  is  the  normal 
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Fig.  172. — Variation   of  voltage   of   a  shunt   generator  with   speed. 


voltage  point  and  the  point  6  is  a  point  below  the  knee  of  the 
curve.  The  slope  of  the  line  oa  represents  the  resistance  in  the 
shunt  field  for  normal  operation  and  the  slope  of  ob  represents 
the  resistance  when  operating  with  the  magnetic  circuit  un- 
saturated, obiai  is  a  no-load  saturation  curve  for  90  per  cent, 
of  normal  speed,  each  of  its  ordinates  is  90  per  cent,  of  the  corre- 
sponding ordinate  of  oba. 

From  these  curves  it  is  seen  that  a  drop  of  speed  of  10  per 
cent,  causes  a  drop  of  voltage  pq  =  14  volts  =  14  per  cent,  when 

the  machine  is  saturated  and  a  drop  piqi  =  16  volts  = ^^ 

=  19  per  cent,  when  it  is  unsaturated.  Therefore,  a  saturated 
shunt  generator  is  more  stable  than  an  unsaturated  generator, 
that  is,  its  voltage  changes  less  due  to  slight  changes  in  speed. 
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At  normal  saturation  to  counteract  the  10  per  cent,  drop  in 
speed  the  field  current  must  be  increased  43  per  cent. 

The  saturation  curves  for  speeds  from  80  to  40  per  cent,  of 
normal  are  also  shown.  They  are  intersected  by  the  line  oa 
at  a%,  a%,  etc.,  and  these  points  show  the  no-load  voltages  cor- 
responding to  the  various  speeds. 

The  voltage  speed  curve  at  no  load  is  shown  in  Fig.  172(6). 
The  voltage  becomes  zero  in  this  case  at  40  per  cent,  of  normal 
speed,  since  the  resistance  line  oa  is  tangent  to  the  saturation 
curve  at  this  si>eed  and  so  does  not  cut  it.  The  effect  of  residual 
magnetism  has  been  neglected;  it  tends  to  change  the  curve  as 
indicated  by  the  dotted  lines.  The  line  oa  in  Fig.  172(6),  shows 
the  voltage  speed  curve  at  no  load  for  a  separately  excited 
generator. 


Fio.  173. — Effect  of  change  of  speed 
on  the  voltage  characteristic  of  a  shunt 
generator. 


Fio.  174. — Effect  of  saturation  on 
the  voltage  characteristic  of  a  shunt 
generator. 


In  Fig.  173  are  shown  the  no-load  saturation  curves  for  speeds 
of  100  per  cent.,  90  per  cent,  and  80  per  cent,  of  normal  and  the 
corresponding  voltage  characteristics,  which  may  be  obtained 
as  in  Fig.  171.  The  curves  for  the  low  speeds  fall  off  very  quickly 
since  the  field  m.m.f.  is  decreased  more  than  the  speed;  the 
maximum  current  outputs  are  also  much  reduced.  The  voltages 
oTi,  or%  and  ovz  produced  by  the  residual  magnetism  are  di- 
rectly proportional  to  the  speed  as  are  also  the  currents  osi, 
o8t  and  08%  produced  by  them. 

152.  Effect  of  Saturation  on  the  Voltage  Characteristic  of  a 
Shunt  Generator. — In  Fig.  174  is  shown  the  no-load  saturation 
curve  ra  of  a  shunt  generator  intersected  by  three  resistance  lines 
oa  corresponding  to  normal  resistance,  oh  to  125  per  cent,  of 
normal  and  oc  to  160  per  cent.    The  characteristic  curves  for 

13 
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the  lower  saturations  fall  off  very  quickly  since  the  field  m.m.f. 
is  weak  but  they  all  pass  through  a  single  point  8  since  the  voltage 
produced  by  the  residual  flux  is  the  same  for  all.  An  unsaturated 
shunt  generator  does  not  tend  to  maintain  a  constant  terminal 
voltage  under  load,  that  is,  its  voltage  regulation  is  poor. 

163.  Compound  Generator. — Increase  of  field  m.m.f.  under 
load  can  be  obtained  automatically  by  placing  a  series  winding 
on  the  field  poles  in  addition  to  the  shunt  winding.  The  series 
winding  carries  the  load  current. 

If  the  series  winding  is  designed  so  that  the  terminal  voltage 
is  the  same  at  full  load  as  at  no  load  the  generator  is  flat-com- 
pounded,  if  the  terminal  voltage  at  full  load  is  higher  than  at  no 
load  the  generator  is  over-compounded. 

In  Fig.  179  are  shown  the  voltage  characteristics  or  regulation 
curves  of  a  generator:  (1)  self-excited;  (2)  separately  excited; 
(3)  flat-compounded;  and  (4)  over-compounded.  If  a  generator 
is  flat-compoimded  so  that  it  gives  the  same  voltage  at  full-load 
as  at  no  load  it  will  be  slightly  over-compounded  at  half  load. 

Referring  to  Figs.  167  and  169  for  a  fiat-compoimd  machine 
the  series  winding  at  full  load  must  provide  a  m.m.f.  equal  to 
ad.     The  number  of  turns  per^pole  on  the  series  windinfg  may  be 

— ^^ 
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Fio..  176. — Compound  generator 
(short  shunt) . 


Fio.  176. — Compound  generator 
(long  shunt). 


found  by  dividing  the  required  ampere-turns  ad  by  the  load 
cnxfjSiiJ,  In  designing  a  series  Held  winding  it  is  advisable  to 
put  on  some  extra  ampere-turns  to  make  up  for  any  decrease  in 
voltage  due  to  decrease  in  the  speed  of  the  prime  mover  under 
load.  After  the  machine  is  completed  the  series  excitation  may 
be  corrected  by  connecting  a  shunt  across  the  terminals  of  the 
series  winding  (Figs.  175  and  176).  By  varying  the  resistance 
of  the  shunt  any  required  portion  of  the  current  may  be  taken 
from  the  series  winding.  In  the  case  of  a  generator  supplying 
a  rapidly  fluctuating  load  the  shunt  to  the  series  winding  must 
be  designed  with  its  inductance  in  the  same  ratio  to  the  induce 
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tance  of  the  series  winding  as  its  resistance  bears  to  the  resist 
ance  of  the  series  winding  in  order  that  the  variable  current  ma: 
divide  up  in  the  correct  proportions  to  give  the  require< 
compounding. 

164.  Voltage   Characteristic   of   a   Compound   Generator.- 
The  voltage  characteristic  for  a  flat-compoimd  generator  may  b 


(K\  Load  Oomat 

Fio.  177. — ^Voltace  characteristio  of  a  flat  compound  generator. 

obtained  from  the  saturation  curves  in  Fig.  177  (o).  At  fid 
load  the  series  excitation  is  ad  and  the  terminal  voltage  is  dm%  = 
the  no-load  voltage  am\  at  half  load  the  series  excitation  is  adi  » 

-^  and  the  voltage  is  d\m\  slightly  greater  than  am)  at  one  an< 

one-half  load  the  series  excitation  is  ad%  =  ^ad  and  the  termina 
voltage  dimi  is  less  than  am.  The  voltage  characteristic  is  showi 
in  Fig.  177(6). 
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Fio.  178. — Voltage  characteristic  of  an  over-compound  generator. 

The  characteristic  for  a  10  per  cent,  over-compound  generato 
may  be  obtained  in  a  similar  way  from  Fig.  178(a).  At  ful 
load  the  series  excitation  is  af  and  the  terminal  voltage  is  /m2  = 

110  per  cent,  of  the  no-load  voltage  am\  at  half  load  the  serie 

af 
excitation  is  a/i  =  -^  and  the  voltage  is  f\mx\  m\  lies  sUghtl; 
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above  the  straight  line  joining  m  and  Wj.     The  voltage  charac- 
teristic is  shown  in  Fig.  178(6). 

The  increase  of  excitation  for  full  load  af  includes  a  small 
component  which  is  supplied  by  the  shunt  winding,  since  as  the 
voltage  across  it  has  increased  10  per  cent.,  its  current  and  m.m.f . 
have  increased  in  the  same  proportion.  Allowance  should  be 
made  for  this  in  designing  series  windinicB. 

166.  Short-shunt  and  Long-shunt  Connection. — ^In  compound- 
wound  generators  the  shimt  winding  may  be  connected  across  the 
armature  terminals,  Fig.  175,  called  shortnshunt,  or  outside  of  the 
series  winding.  Fig.  176,  called  long-shunt.  The  characteristic 
curves  are  not  affected  to  a  great  extent  by  the  difference  in  con- 
nection since  with  the  short-shunt  the  voltage  across  the  shunt 
winding  is  higher  than  with  the  long-shunt  by  the  resistance  drop 

in  the  series  winding  and  the 
current  in  the  series  winding 
is  less  by  the  amount  supplied 
to  the  shunt  winding. 

166.  Regulation. — The 
regulation  of  a  separately- 
excited  or  shunt-excited  gen- 
erator is  defined  as  the  rise 
in  voltage  when  full  load  is 
taken  off  expressed  as  a  per 
cent,  of  full-load  voltage. 
Fig.  179  shows  the  characteristic  curves  of  a  generator:  (1) 
separately  excited,  (2)  shunt-excited,  (3)  flat-compounded  and 

(4)  over-compounded.     The  per  cent,  voltage  regulation  of  the 

be 
separately  excited  generator  is  -^  X  100  per  cent.;  the  regulation 

bd 
of  the  shunt  generator  ia  -p  X  100  per  cent.     The  regulation  of 

the  flat-compounded  generator  is  the  per  cent,  variation  of  volt- 

age  from  the  normal  no-load  or  full-load  value;  it  is  —  X  100 

per  cent.    The  regulation  of  the  over-compounded  generator  is 

oh 

rr  X  100  per  cent.,  where  gh  is  the  maximum  intercept  between 

the  voltage  characteristic  and  the  straight  line  va. 

67.  Series   Generator. — The   series   generator.   Fig.    180,   is 
excited  by  a  series  winding  carrying  the  load  current  and  has  no 
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Fio.  179- — Voltage  characteristics  of 
generators. 
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Load 


shunt  winding.  Its  characteristic  curves  are  shown  in  Fig.  181. 
The  effect  of  residual  magnetism  is  neglected.  Curve  1  is  a  no- 
load  satiuration  curve  obtained  by  exciting  the  generator  from  a 
separate  source.  Curve  2  is  the  internal  voltage  characteristic 
showing  the  relation  between  generated  voltage  and  load  when 
the  generator  is  self-excited, 
and  the  horizontal  distance 
between  curve  1  and  curve  2 
represents  the  effect  of  arma- 
ture reaction.  The  armature 
reaction  due  to  full-load  cur- 
rent is  represented  by  mp,  and 
assiuning  that  the  armature 
reaction  varies  directly  as  the 

load  current  the  other  points  on  curve  2  may  be  found  easily. 
Curve  3,  the  external  characteristic,  is  obtained  by  subtracting 
from  the  ordinates  of  curve  2  the  corresponding  resistance 
drops  in  the  armature  and  series  field  shown  in  cinrv^e  4. 

The  terminal  voltage  of  a  series  generator  can  be  varied  by  con- 
necting a  variable  resistance  in  shunt  to  the  series  winding.    The 


Fia.  180. — Series  generator. 
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Fia.  181. — Voltage  characteristics  of  a  series  generator. 

slope  of  the  line  oq  represents  the  resistance  in  the  load  circuit 
at  full  load;  as  this  resistance  is  increased  the  load  current  and 
the  terminal  voltage  decrease.  When  the  resistance  Une  oC 
is  tangent  to  the  voltage  characteristic  the  machine  is  imstable 
and  is  liable  to  lose  its  voltage.  The  load  resistance  at  which  this 
condition  occurs  is  called  the  critical  resistance  for  the  generator. 


198  ELECTRICAL  ENGINEERING 

It  is  an  indefinite  quantity  on  account  of  the  effect  of  residual 
magnetism. 

168.  Electric  Motors. — In  generators  mechanical  power  is 
supplied  and  electrical  power  is  generated.  The  speed  is  fixed  by 
the  prime  mover  and  is  constant.  The  terminal  voltage  is  ap- 
proximately constant  in  the  shunt  generator  and  flat-compound 
generator  and  increases  with  load  in  the  over-compound  generator 
and  the  series  generator.  The  generated  voltage  is  always  greater 
than  the  terminal  voltage  by  the  drop  in  the  armature  resistance; 
it  is 

&  ==  E  +  Ir, 

In  motors  electrical  power  is  supplied  and  mechanical  power  is 
generated.  The  impressed  voltage  is  fixed  by  the  supply  circuit 
and  is  constant.  The  speed  is  either  approximately  constant  as 
in  the  shunt  motor  or  decreases  with  load  as  in  the  compound 
motor  and  series  motor.  The  voltage  generated  in  the  armature 
has  the  same  equation  as  the  voltage  in  a  generator,  but  it  is  a 
back  voltage  and  opposes  the  current;  the  impressed  voltage  E  is 
greater  than  the  back-generated  voltage  by  the  armature  resist- 
ance drop ;  thus, 

£  =  8  +  /r,  (246) 

or  6u^      8  =  £  -  Ir.  (247) 


tH^Field  Bheoaut     mi.  Rheostat  «ih  Field  Bheoatat 


Boarce  of 
Power 


h 


* 


FiQ,  182. — Shunt        Fio.  183. — Series  Pio.  184. — Coin- 

motor,  motor.  pound  motor. 

169.  T3rpes  of  Motors. — ^There  are  three  types  of  direct-cur- 
rent motors  corresponding  to  the  three  types  of  generators,  shunt, 
compoimd  and  series.  The  shunt  motor  has  its  field  circuit  con- 
nected across  the  line  in  shunt  with  the  armature  and  therefore 
has  a.  constant  excitation  (Fig.  182).  The  compoimd  motor 
has  a  series  winding  carrying  the  load  current  in  addition  to  its 
shunt  winding.  The  excitation  therefore  increases  with  load 
(Fig.  184). 

The  series  motor  has  its  field  circuit  in  series  with  the  armature 
and  has  no  shunt  winding.  Its  excitation  is  zero  at  no  load  and 
increases  directly  with  the  load  current  (Fig.  183). 
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160.  Speed  Equation  of  a  Motor. — The  impressed  voltage  is 

E  =  8  +  Jr, 


and 

where, 

therefore 
and 


8  =  Zn^  ^  10-»  =  Kn^  volts, 
Pi 


K  —  Z-    10"*  is  a  constant: 
Pi 

E  =  Kn^  +  Ir 
E  -  Ir 


n  = 


K^    ' 


(248) 


this  is  the  speed  equation. 

The  term  Ir  is  small  in  comparison  to  E  and  may  be  neglected 
except  at  heavy  loads. 

The  speed  equation  may  therefore  be  written 

^  (249) 


n  = 


K^ 


thus,  the  speed  of  a  motor  is  directly  proportional  to  the  impressed 
voltage  and  is  inversely  proportional  to  the  flux  crossing  the  air 

gap. 

161.  Methods  of  Varying  Speed. — The  speed  can  be  varied  in 
three  ways:  (1)  by  varying  the  impressed  voltage  E,  (2)  by  vary- 
ing the  flux  *  by  reducing  the  field  current,  (3)  by  shifting  the 
brushes. 
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Fxo.  185. 


Impressed  Voltage  E 

Fio.  186. — Variation  of  speed 
with  impressed  voltage. 


1.  The  voltage  impressed  on  the  armature  can  be  varied  by 
introducing  a  resistance  R,  Fig.  185,  in  series  with  the  armature. 
If  £«  is  the  supply  voltage,  the  voltage  impressed  on  the  motor  is 

E  =  E,"  IR. 
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By  increasing  R,  E  can  be  reduced  to  any  required  value  and 
any  speed  from  standstill  to  normal  speed  can  be  obtained  but 
no  increase  of  speed  above  normal. 

Fig.  186  shows  n  as  a  function  of  E;  the  locus  is  a  straight  line 
passing  through  the  origin. 

This  method  of  varying  speed  is  imeconomical  as  a  large 
amount  of  power  is  lost  in  the  control  resistance;  it  is  the  product 
of  the  current  input  and  the  voltage  consmned  in  the  resistance 
and  is 

=  I  X  IR  =  PR  watts. 

The  resistance  R  must  not  be  connected  in  series  with  the  field 
winding  as  it  would  then  decrease  the  field  current  and  therefore 
the  flux  and  tend  to  cause  an  increase  in  speed. 

If  the  speed  is  reduced  to  50  per  cent,  of  normal  in  this  way  the 
efficiency  of  the  motor  is  less  than  50  per  cent. 

With  a  variable  voltage  supply  a  wide  range  of  speed  can  be 
obtained  efficiently  (see  Arts.  173   and  174). 
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Fig.  189. 


2.  When  varying  the  speed  by  field  control  the  full  line  voltage 
is  impressed  on  the  armature  and  a  resistance  R  is  connected  in 
series  with  the  field  winding,  Fig.  182.  As  this  resistance  is 
increased  the  field  current  //  decreases  according  to  equation 

and  the  flux  f»  decreases  with  the  field  current  as  shown  by  the 
saturation  curve  of  the  machine  in  Fig.  187.  Since  the  speed 
varies  inversely  as  ^,  Fig.  188,  the  variation  of  speed  with  field 
current  will  be  represented  by  a  curve  of  the  shape  shown  in 
Fig.  189. 
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By  this  method  the  speed  can  be  increased  to  any  required 
value,  and  it  tends  to  approach  infinity  when  the  field  current  is 
zero  but  is  Umited  by  the  residual  magnetism. 

In  machines  of  ordinary  design  the  speed  can  be  increased 
satisfactorily  only  about  70  per  cent,  above  normal  speed  by 
field  weakening.  Beyond  this  point  it  is  not  possible  to  get 
sparkless  commutation  of  full-load  current,  since  the  armature 
m.m.f.  is  strong  enough  to  overcome  the  weak  field  m.m.f.  and 
wipe  out  the  commutating  field  and  at  the  same  time  the  time  of 
commutation  is  decreased. 

By  using  interpoles  which  neutralize  the  effect  of  armature 
m.mJ.  and  provide  a  commutating  field,  the  speed  can  be  in- 
creased to  four  or  five  times  normal  by  field  weakening  without 
injurious  sparking.  * 

The  loss  m  power  in  the  resistance  controlling  the  field  current 
is  very  small  since  the  power  used  for  field  excitation  is  only  1  or  2 
per  cent,  of  the  rated  output. 

3.  At  no  load  with  the  brushes  on  the  neutral  line,  all  the  con- 
ductors on  each  half  of  the  armature  are  efifective  in  generating 
the  back  e.m.f.  and  this  is  therefore  the  position  of  minimum 
speed  Fig.  160(a). 

When  the  brushes  are  moved  back  against  the  direction  of 
rotation,  Fig.  160(6),  only  the  belts  of  conductors  under  the  poles 
are  effective  in  generating  the  back  e.m.f.  and  the  result  is  the 
same  as  though  the  flux  had  been  decreased.  The  speed  is  there- 
fore increased. 

Under  load,  when  current  is  flowing  in  the  armatmre,  the  con- 
ductors between  the  poles  exert  a  demagnetizing  m.m.f.  and  cause 
a  decrease  in  the  flux;  the  speed  therefore  rises  more  than  at  no 
load. 

This  method  of  speed  variation  is  not  used  to  any  extent  since 
it  interferes  with  commutation  and  causes  injurious  sparking. 

162.  Speed  Characteristics  of  Motors. — The  speed  charac- 
teristic is  the  curve  showing  the  variation  of  speed  with  armature 
current.    The  speed  equation  was  foimd  to  be 

E  —  Ir 
n  =  — ^       r.p.s.     (Art.  160) 

Shunt  Motor. — As  the  motor  is  loaded  and  /  increases  the  speed 
is  affected  in  two  ways:  (1)  the  resistance  drop  Ir  increases  and 
tends  to  cause  a  proportionate  decrease  in  speed;  (2)  the  flux  ^ 
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is  decreased  by  the  armature  demagnetizing  and  cross-magnetiz- 
ing m.m.f.;  therefore  the  armature  reaction  tends  to  increase 
the  speed.  The  voltage  drop  at  the  brush  contacts  (Art.  182) 
increases  with  load  but  not  in  direct  proportion.  It  acts  with 
the  armature  resistance  to  decrease  the  speed.  If  the  motor  is 
operated  at  a  point  just  above  the  knee  of  the  saturation  curve 
the  drop  in  speed  due  to  the  armature  resistance  will  be  greater 
than  the  rise  due  to  armature  reaction  and  the  speed  character- 
istic will  fall  as  shown  in  Fig.  190  curve  1. 

The  speed  regulation  of  a  motor  is  the  rise  in  speed  when  full 
load  is  thrown  off  expressed  as  a  per  cent,  of  full-load  speed. 

The  speed  regulation  of  shunt  motors  of  large  size  is  from  2  to 
6  per  cent. 
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*Pio.  190. — Motor  speed  charac- 
teristics. 
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Fzo.  101. — Motor  torque  charao- 
teristics. 


Compound  Motor. — In  the  compound-wound  motor  the  arma- 
ture resistance  causes  a  drop  in  speed  and  the  m.m.f.  of  the  series 
winding  overcomes  the  effect  of  the  armature  m.m.f.  and  increases 
the  flux  and  thus  decreases  the  speed  more  than  in  the  shunt 
motor.  A  typical  speed  characteristic  of  a  compound  motor  is 
shown  in  curve  2,  Fig.  190. 

If  the  series  winding  is  reversed,  its  m.m.f.  opposes  the  field 
m.m.f.  and  thus  decreases  the  flux  and  causes  the  speed  to  in- 
crease with  load  as  shown  in  curve  3,  Fig.  190. 

The  motor  is  then  called  a  "differential  compound"  motor  and 
may  be  designed  to  give  constant  speed  under  all  loads.  If  the 
series-field  winding  is  strong  the  motor  is  unstable  and  tends  to 
run  at  excessive  speed. 
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Series  Motor. — ^At  no  load  the  series  motor  tends  to  run  at  a 
very  high  speed  limited  only  by  the  residual  magnetism  or  the 
torque  required  to  overcome  the  losses.  As  load  is  applied  the 
current  and  flux  increase  and  the  speed  falls  rapidly  until  the  mag- 
netic circuit  of  the  machine  becomes  saturated;  the  speed  charac- 
teristic then  becomes  almost  horizontal  (Fig.  190,  curve  4). 

163.  Torque  Equation. — The  torque  of  a  motor  is  proportional 
to  the  product  of  the  flux  crossing  the  air  gaps  and  the  current 
in  the  armature.     Its  equation  is  derived  as  follows: 

The  voltage  impressed  on  the  armature  is 

E  -^  8  +  Ir, 
where 

Pi 

is  the  back  voltage  generated  in  the  armature  and  Ir  is  the  voltage 
consumed  by  the  armature  resistance. 
The  power  input  to  the  armature  is 

B7  =  8/  +  JV  watts.  (250) 

The  power  lost  in  the  armature  winding  is  / V  watts,  and  thus 
the  electric  power  transformed  into  m.echanical  power  is 

8/  =  Zn^/^10-*; 
Pi 

this  is  the  power  output  in  watts  neglecting  the  friction  losses. 

The  motor  output  in  horsepower  is 

,,       Zn*/ ^10-« 
oi    _  Pi 

746  746 

If  the  torque  developed  is  T  Ib.-ft.,  then  the  output  in  horse- 
power is 

650  746 

and  the  torque  is 

Zn9l—  10~* 
^  =  i^ gg— =0.1177Z*/|^10-lb..ft.      (251) 

This  is  the  torque  equation  of  a  direct-current  motpr. 

T  =  0.1177  X  10-«  X  {Z-\  X  (  p*)  Ib.-ft.,  (252) 
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where  Z—  is  the  sum  of  all  the  currents  in  the  armature  oonduc- 
Pi 

tors  and  p^  is  the  sum  of  the  fluxes  crossing  the  air  gaps  imder  all 
the  poles. 
The  torque  equation  may  be  written 

T  =  K^I  Ib.-ft.,  (263) 

where  K  =  O.im  Z—  10""*  is  a  constant. 

Pi 

The  torque  of  a  motor  is  therefore  directly  proportional  to  the 
armature  current  and  to  the  flux  in  the  air  gap. 

This  is  the  torque  developed  at  the  shaft  of  the  motor.  The 
torque  output  is  less  due  to  the  iron  and  friction  losses. 

164.  Torque  Characteristics  of  Motors. — The  torque  charac- 
teristic is  a  curve  showing  the  relation  between  the  torque  and 
the  armature  current. 

The  torque  equation  is 

T  =  K^I.     (Art.  163.) 

Shunt  Motor. — In  the  shunt  motor  ^  is  almost  constant  under 
load,  decreasing  only  by  a  small  percentage  due  to  armature  re- 
action. The  torque  therefore  varies  almost  directly  with  the 
current  (Curve  1,  Fig,  191). 

Series  Motor. — In  the  series  motor  the  flux  increases  almost  in 
direct  proportion  to  the  current,  while  the  magnetic  circuit  is  un- 
saturated, and  therefore  the  torque  is  proportional  to  the  square 
of  the  current;  at  heavy  load,  when  the  magnetic  circuit  becomes 
saturated,  the  flux  becomes  almost  constant  and  the  torque  then 
increases  in  direct  proportion  to  the  current.  Curve  2,  Pig.  191, 
is  a  typical  torque-current  curve  for  a  series  motor. 

Compound  Motor. — In  the  compound  motor  the  flux  increases 
with  load  but  not  in  direct  proportion  to  the  current;  thus,  the 
torque-current  curve  (curve  3)  lies  between  those  of  the  shunt 
and  the  series  motor. 

If  the  series  winding  is  reversed,  as  in  the  differential  compound 
motor,  the  flux  decreases  with  load  and  the  torque-current  curve 
falls  below  that  of  the  shunt  motor  (Curve  4). 

166.  Construction  of  the  Speed  Characteristics. — ^The  speed 
characteristic  of  any  motor  can  be  constructed  if  the  no-load 
saturation  curve  is  given  and  the  magnitudes  of  the  armature 
reaction  and  armature  resistance.    In  Fig.  192  omn  is  the  no- 
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load  saturation  curve  of  a  motor,  flux  *  vs.  field  current  //.  The 
field  current  is  maintained  constant  and  the  flux  at  no-load  is 
$0  =  oa  and  the  speed  is  no. 

The  effect  of  armature  reaction  at  full  load  is  represented  by 
mp  and  it  reduces  the  flux  to  the  full-load  value  oai.  At  no  load 
the  impressed  voltage  and  the  back  voltage  are  equal  and  may 
be  represented  by  oa.  The  required  back  voltage  at  full  load 
is  less  than  at  no  load  by  the  armature  resistance  drop  Ir  and 
is  represented  by  oa%.    The  speed  at  full  load  is  therefore  reduced 

in  the  ratio  —  to  a  valiie  n  =  no  — 

oGi  oai 
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Flo.  192. — Construction  of  speed  characteristics. 


Load 
Oarraat 


If  the  resistance  drop  is  very  small  it  may  happen  that  the 
point  as  comes  above  ai,  in  this  case  the  speed  rises  above  the  no- 
load  value.  Such  a  condition  often  exists  at  fractionaj  loads. 
With  overloads  the  demagnetizing  effect  increases  directly  with 
the  current  and  reduces  the  flux  density  considerably  but  on 
this  accoimt  the  cross-magnetizing  effect  is  relatively  smaller 
and  the  increased  resistance  drop  always  results  in  a  decrease 
of  speed.  This  is  the  case  of  the  shunt  machine  and  the  resulting 
speed  characteristic  is  as  shown  in  Fig.  192(c). 

In  the  compound  motor  the  effect  of  armature  reaction  will  be 
opposed  by  the  m.m.f .  of  the  series  winding  and  the  flux  will  be 
reduced  less  than  in  the  shunt  motor  or  it  may  be  increased.  If 
a  series  winding  is  added  to  the  shunt  motor  above  exerting  at 
full  load  a  m.m.f.  m^,  Fig.  192(6),  greater  than  the  armature 
reaction  mp,  the  flux  at  full  load  will  be  increased  to  the  value  oai, 

and  the  speed  will  be  reduced  to  n  =  no  —     Other  points  on 

the  speed  characteristic  can  be  found  in  the  same  way.  Fig.  192(c). 

166,  Construction  of  the  Speed  Characteristic  for  a  Series 

Motor. — In  Fig.  193(a)  om  is  the  no-load  saturation  curve  of  a 
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series  motor  obtainetd  by  separately  exciting  the  fields  and  driving 
as  a  generator  at  the  fuU-Ioad  speed  of  the  motor.  If  m-p  repre- 
sents the  eflfect  of  armature  reaction  at  full  load,  oat  is  the  back 
voltage  at  full  load  at  a  speed  «/  and  it  may  be  taken  to  represent 
also  the  flux  at  full  load.  The  impressed  voltage  is  greater  than 
ooi  by  the  resistance  drop  It  and  may  be  represented  by  oa. 
This  value  ia  constant. 


Fio.  193.— CODilructJOD  of  ipeed  ohuBotoriatlas  or  a  seriea  motor. 

At  one-half  load  the  armature  reaction  may  be  taken  as  mipi  — 
-g-  and  the  corresponding  flux  is  oai;  the  resistance  drop  is  only 
half  of  ito  former  value  =  aoi  =  -^  and  so  the  back  voltage 

must  be  oa^.     The  speed  is  therefore  increased  to  "  =  "/  ^  ^' 
The  complete  characteristic  is  shovm  in  Fig.  193(b). 


i: 


(»)  (4)       . 

— Variation  of  speed  with  Una  voltace  (shunt  □ 


r  without  load). 


167.  Variation  of  Speed  of  a  Shunt  Motor  with  Line  Voltage. — 
If  the  voltage  impressed  on  the  terminals  of  a  shunt  motor 
decreases,  the  speed  decreases  but  not  in  direct  proportion. 
Referring  to  Fig.   194,   (o)   shows  a  no-load  saturation  curve 
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plotted  with  flux  on  a  base  of  field  current  or  line  voltage  and  (&) 
shows  motor  speed  on  a  voltage  base. 

When  the  line  voltage  is  100  per  cent.,  the  field  current,  the 
flux  and  the  speed  are  all  100  per  cent.  If  the  line  voltage  drops 
to  90  per  cent.,  the  field  current  drops  to  90  per  cent,  and  the  flux 
to  97  per  cent;,  due  to  the  decrease  in  voltage  impressed  on  the 
armature  the  speed  tends  to  drop  to  90  per  cent,  but  this  is  partly 
counterbalanced  by  the  drop  in  flux  to  97  per  cent.     The  speed  is, 

therefore,  100  X  0.90  X  ^^  =  92.9  per  cent.     When  the  volt- 
age falls  to  50  per  cent,  the  flux  is  75.5  per  cent,  and  the  speed  is 

1 
100  X  0.5  X  Qj^  =  62.2  per  cent. 

If  the  saturation  curve  passes  through  the  origin,  the  speed 
voltage  curve  in  (6)  tends  to  cut  the  speed  axis  about  55.5  per 
cent,  speed.  This  is  a  theoretical  point  for  a  motor  without 
friction  and  without  residual  magnetism. 

If  a  residual  flux  of  10  per  cent,  is  assumed  as  indicated  by  the 
dotted  part  of  the  saturation  curve  the  speed  voltage  curve  drops 
off  to  the  origin  along  the  dotted  part  of  the  curve  in  (6).  The 
motor  becomes  unstable  on  the  lower  voltages. 

168.  Variation  of  Speed  with  Temperattire  of  the  Field  Coils. — 
If  the  speed  of  a  motor  is  measured  immediately  after  being 
started  and  again  after  running  under  load  for  some  time  it  will 
be  found  to  have  increased.  If  the  rise  in  temperature  of  the  field 
is  40*^C.,  the  increase  in  resistance  will  be  approximately  40  X 
0.4  =  16  per  cent,  and  the  field  current  will  decrease  16  per  cent. ; 
this  results  in  a  decrease  of  7  or  8  per  cent,  in  the  flux  and  an 
increase  of  7  or  8  per  cent,  in  speed.  The  amount  of  the  speed 
change  depends  on  the  saturation  of  the  machine. 

169.  Construction  of  the  Torque  Characteristic. — In  Art.  165 
the  method  of  obtaining  the  flux  in  the  air  gap  at  any  given  value 
of  load  current  is  indicated.  If  curves  showing  the  variation  of 
flux  with  load  current  are  plotted  as  shown  in  Fig.  195,  the  torque 
characteristics  of  the  motors  may  be  found  by  multiplying  the 
values  of  flux  by  the  corresponding  values  of  current.  This 
follows  from  the  torque  equation 

T  =  K^I. 

The  torque  at  some  particular  load  must  be  known  in  order  to  fix 
the  scale  of  the  curve. 
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The  values  of  torque  obtained  in  this  way  represent  the  torque 
developed  at  the  shaft  of  the  motor.  The  external  torque  or 
available  torque  is  less  by  the  torque  required  to  supply  the  iron 
and  friction  losses. 


Torqaa  « 
T-X0I 


Flax«0 


a  LmA      r«UI 
Shant  Motor 

(a) 


Torqaoa 
T-IC0I 


Flax-0 


Torqoo- 
T-JC0I 


Flax>0 


0  K>«^     VMl 

Oompoand  Motor 

(6) 


Scriei  Motor 


Fig.  105. — Construction  of  torque  characteristics. 


170.  Starting  Torque. — In  Fig.  196  are  shown  typical  speed 
and  torque  characteristics  for  shunt,  series  and  compound  motors 
with  the  same  full-load  speed  and  torque. 

When  starting,  a  motor  must  often  exert  a  torque  considerably 
in  excess  of  the  full-load  value  ih  order  to  overcome  friction  and 
the  inertia  of  the  load.  At  the  same  time  the  starting  current 
must  be  kept  within  reasonable  limits  in  order  to  prevent  fluc- 
tuations of  the  voltage  of  the  system.    K  the  required  starting 

torque  is  just  equal  to  full- 
load  torque,  each  type  of 
motor  would  draw  full-load 
current.  If  the  starting  cur- 
rent is  limited  to  150  per  cent, 
of  full-load  current,  the  start- 
ii  H  I  i}i  iH  ing  torque  developed  by  the 

Load  Carrent  . ,  .  111 

three   motors   would   be  ap- 

Fio.  196. — Speed  and  torque  .        ,    ,  ,        ±     -,  An. 

characteristics.  proximately,   shunt   140   per 

cent,  of  full-load  torque,  com- 
pound 160  per  cent.,  depending  on  the  strength  of  the  series 
winding  and  series  200  per  cent.  Thus  for  loads  requiring 
starting  torques  in  excess  of  full-load  torque  the  series  and  com- 
pound motors  have  the  advantage  over  the  shimt  motor  that 
they  can  develop  the  required  torque  with  smaller  currents  and 
thus  with  smaller  demands  on  the  supply  system. 

When  starting  shunt  or  compound  motors  the  field  rheostat 


0    H   H  H    1   IM  m 
Load  Curront 
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should  be  entirely  cut  out  in  order  to  give  as  strong  a  field  as 
possible  (Fig.  197). 

171.  Motor  Starter  with  No-voltage  Release. — Fig.  198  shows 
the  connections  of  a  motor  starter  with  a  no-voltage  release. 
When  the  main  switch  is  closed,  current  cannot  flow  to  the  motor 
until  the  starting  handle  is  moved  to  contact  C,  which  allows 
current  to  flow  through  the  field 
winding  and  no-voltage  release  B  and 
through  the  total  starting  resistance 
R,   to   the   motor    armature.      The       »jjj»— «9 

connected  to  ♦— •^^ 


t 


■haairUd 


auxiliary  contact  A  is 
contact   C  but  is  placed  in  such  a 
position  that,  when  the  motor  is  to  be     ^°*  197.— starting  a  shunt 
disconnected     the    starting    handle 

opens  the  circuit  at  A  instead  of  at  C  and  the  spark  produced 
by  the  field  discharge  bums  only  the  small  contact  A  which  is 
easily  renewed.  In  starting  up  the  handle  should  be  held  on  C 
for  a  short  time  to  allow  the  field  of  the  motor  to  build  up.  As 
the  motor  speeds  up  and  develops  its  back  voltage  the  handle  is 
gradually  moved  over  to  the  final  position  in  which  all  the  start- 
ing resistance  is  cut  out  and  the 
armature  is  connected  directly 
to  the  supply.  The  starting  re- 
sistance is  cut  into  the  field  cir- 
cuit but  its  effect  in  reducing  the 
field  current  is  usually  negUgible. 
An  iron  armature  is  carried  by 
the  starting  handle  and  in  the 
final  position  it  completes  the 
magnetic  circuit  of  the  no- 
voltage  release  and  the  handle 
is  held  in  the  nmning  position. 
If  the  power  is  interrupted  for 
any  reason,  or  if  the  field  circuit 
opens,  the  no-voltage  release  becomes  demagnetized  and  a 
spring  pulls  the  handle  back  to  the  starting  position. 

The  full  starting  resistance  R»  must  have  such  a  value  that  the 
starting  current  will  not  be  greater  than  one  and  one-fourth  to 
one  and  one-half  times  full-load  current. 

The  starting  resistance  is  designed  only  for  starting  duty  and 
must  not  be  used  to  operate  the  motor  at  low  speeds  as  it  would 

14 


Pio. 


198. — Direct-current  motor 
starter. 
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become  overheated  and  burn  out.    It  is  mounted  in  a  ventilated 
box  on  the  back  of  the  starter. 

Example. — A  100-hp.,  230-volt,  shunt  motor  has  an  efficiency  of  90  per 
cent,  and  its  armature  resistance  is  r  »  0.03  ohm.  Find  (a)  the  starting 
resistance  to  limit  the  starting  current  to  one  and  one-fourth  times  full-load 
current  and  (b)  the  armature  current  if  the  motor  were  connected  directly 
to  the  supply  while  at  standstill. 

inn  ^  74- A 

(a)  The  fuU-load  current  is  oqa  y  n  00  ""  ^^  amp.;  the  allowable  start- 
ing current  is  ^  X  360  =  450  amp. 

The  starting  resistance  must  therefore  be 

This  value  includes  the  small  armature  resistance. 

(b)  If  full  voltage  were  applied  to  the  armature  at  rest  the  current  would  be 
limited  by  the  armature  resistance  only  and  would  tend  to  reach  a  value 

230 
/  B  g-go  »  7,600  amp.    This  would  bum  out  the  armature  winding  unless 

the  circuit  was  protected  by  circuit-breakers  or  fuses. 

172.  Adjustable  Speed  Operation. — In  Art.  161  three  methods 
of  varsdng  motor  speeds  were  discussed:  (a)  field  control  for  in- 
creasing the  speed;  (b)  armature  control  for  decreasing  the  speed; 
and  (c)  shifting  of  the  brushes  which  is  possible  only  in  special 
cases. 

For  lathes  where  the  cutting  speed  must  be  constant  although 

the  diameter  of  the  material  changes  field  control  must  be  used. 

^  Armature  conjbrol  is  not  satisfactory  as  may 

y/^        \  be  seen  from  the  following  example.     Refer- 

/  \a        ring  to  Fig.  199,  abc  is  a  piece  of  metal  to  be 

V  /tEt  *^^"^®d-     Assume  that  the  motor  driving  the 

\v  y  lathe  is  operating  on  a  115-volt  system  and 

that  while  cutting  through  the  projection  be- 

•  ^^*  tween  a  and  b  the  armature  current  is  100 

amp.,  the  voltage  across  the  armature  terminals  is  75  volts  and 

the  speed  is  300  r.p.m.    This  would  require  a  resistance  in  series 

115  —  75 
with  the  armature  R  =  — Yf\c) —  ^  ^'^  ohms  to  take  up  the  extra 

40  volts. 

After  passing  the  point  b  the  cut  is  light  and  the  current  is 
reduced  to  10  amp.,  the  drop  across  the  series  resistance  is 
10  X  0.4  =  4  volts  and  the  voltage  impressed  on  the  armature  is 

111;  the  speed  therefore  rises  to  300  X  i^r  **  444  r.p.m.  and  the 
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point  of  the  tool  is  liable  to  be  broken  when  it  strikes  the  point 
a  again. 

Field  control  alone  cannot,  however,  give  a  wide  enough 
range  for  all  cases  since  the  speed  can  be  increased  only  about 
70  per  cent,  above  normal  without  trouble  due  to  commutation. 
Where  speed  ranges  of  3  to  1  or  4  to  1  are  required  it  is  necessary 
to  use  interpole  motors  or  to  have  a  multiple-wire  system  of 
supply. 

173.  Multiple-wire  Systems  of  Speed  Control. — In  Fig.  200 
Q  is  the  main  generator  giving  250  volts  between  terminals. 


Fio.  200. — Multiple- wire  systein.  Fio.  201. — Three-wire  generator. 

BiBtBz  is  a  balancer  set  with  three  armatures  on  the  same 
shaft  giving  voltages  of  60,  80  and  110.  With  this  system  a  com- 
plete range  of  voltages  from  60  to  250  is  available  for  the  motor 
armature  and  the  intermediate  speeds  can  be  obtained  by  varying 
the  field  of  the  motor  which  is  permanently  connected  across  the 
outer  wires  at  250  volts.  The  possible  speed  range  is  about  6 
to  1,  but  the  system  is  very  complicated  and  expensive. 

Three-wire  systems  are  often  used  instead  of  four-wire  systems. 
That  shown  in  Fig.  201  is  very  common.    A  three-wire  generator 

(Art.   367)   giving  230  volts   

between  outers  and  115  volts  ^T^^c- 
to  neutral  is  used.  A  speed 
range  of  4  to  1  is  possible  but 
the  motors  must  be  specially 
designed  to  give  a  2  to  1  range 
by  field  control. 

174.  Ward  Leonard  System 
of  Speed  Control. — ^This  system  is  illustrated  in  Fig.  202.  Mi  Oi 
is  a  high-speed  motor-generator  set.  The  field  of  the  generator 
is  arranged  so  that  it  can  be  varied  through  a  wide  range  and 
reversed.     Its  terminal  voltage  is  impressed  on  the  armature  of 


Motor  Generator  Set         Adjaetlblo  Speed  Motor 

Fio.  202. — Ward  Leonard  system. 
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the  motor  M  in  which  speed  control  is  required.  A  uniform 
variation  of  speed  from  a  maximum  in  one  direction  through 
zero  to  a  maximum  in  the  opposite  direction  may  be  obtained. 
The  field  of  the  motor  M  is  permanently  connectied  across  the 
supply  lines. 

176.  Speed  Control  of  Series  Motor. — ^The  speed  of  a  series 
motor  can  be  varied  by  connecting  a  resistance  in  series  with  the 
armature  but  in  cases  where  a  number  of  motors  are  connected 
to  the  same  load,  as  in  electric-railway  operation,  series-parallel 
control  may  be  used  resulting  in  a  more  efficient  speed  variation. 
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Fig.  203. — Series-parallel  control. 

In  Fig.  203  Mi  and  Mi  are  two  similar  motors  with  their  equal 
starting  resistances  Ri  and  Rt.  In  position  (1)  the  whole  of  the 
line  voltage  (500  volts)  is  taken  up  by  the  starting  resistances 
Ri  and  Rt  and  the  motors  are  at  rest.  In  position  (2)  the  starting 
resistances  are  short-circuited,  the  current  is  the  same  as  before 
and  each  motor  is  running  at  half  speed  and  develops  a  back 
voltage  of  250  volts.  In  (3)  the  motors  are  in  parallel  and  the 
stai:ting  resistances  are  in  series  again.  The  current  to  each 
motor  is  the  same  as  before  but  the  current  from  the  line  is 
doubled.  The  speed  is  the  same  as  in  (2).  In  (4)  the  resist- 
ances are  short-circuited  again  and  the  motors  are  running  at  full 
speed  with  500  volts  impressed  on  their  terminals.  The  loss  of 
energy  in  the  control  resistances  is  just  half  what  it  would  have 
been  if  the  motors  had  been  connected  in  parallel  at  the  start. 
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The  current  per  motor  is  kept  constant  so  that  the  rate  of  accel- 
eration of  the  car  may  be  constant. 

If  speeds  higher  than  full  speed  are  required  they  may  be 
obtained  by  connecting  resistances  in  shunt  to  the  motor  fields. 

When  it  is  necessary  to  start  a  series  motor  very  slowly  the 
armature  is  shimted  by  a  resistance  which  reduces  the  starting 
torque. 

When  it  is  necessary  to  bring  a  series  motor  to  rest  quickly  it 
may  be  disconnected  from  the  line  and  a  resistance  connected 
across  the  armature  terminals.  The  motor  acts  as  a  generator 
and  slows  up  very  quickly.  The  power  developed  is  wasted  in 
heating  the  resistance.    This  is  one  form  of  dynamic  braking. 

176.  Interpole  Motors. — Interpole  motors  are  fitted  with 
small  poles,  midway  between  the  main  poles,  excited  by  the  load 
current  (Fig.  224).  The  interpole  m.m.f.  increases  directly  with 
the  load;  it  is  stronger  than  the  armature  m.m.f.  and  neutralizes 
it  in  the  space  directly  beneath  the  interpole  and  produces  a  flux 
in  the  proper  direction  to  assist  commutation.  The  brushes  are 
placed  on  the  no-load  neutral  and  the  motor  may  be  operated  in 
either  direction.  Since  commutation  is  taken  care  of  by  the 
interpole  field  speed  ranges  of  4  to  1  or  even  6  to  1  can  be  ob- 
tained by  field  control  without  serious  sparking. 

To  prevent  saturation  of  the  interpoles  at  heavy  loads  they 
must  be  designed  with  very  low  flux  densities  at  normal  load. 

If  shunts  to  the  interpole  windings  are  used  the  ratio  of  their 
inductance  to  the  inductanee  of  the  interpole  windings  must  be 
the  same  as  the  ratio  of  their  resistances,  in  order  that  sudden 
variations  of  load  may  be  taken  care  of. 

177.  Applications  of  Motors. — When  deciding  on  the  type 
of  motor  to  be  employed  in  a  given  case  three  points  are  of  special 
importance:  (1)  speed — whether  constant,  variable  or  adjustable; 
(2)  starting  torque — whether  greater  or  less  than  full-load 
torque;  (3)  starting  current — whether  it  is  liable  to  disturb  the 
voltage  of  the  system. 

The  types  of  motor  available  are:  (1)  the  shunt  motor  which 
runs  at  approximately  constant  speed  and  develops  a  torque 
proportional  to  the  current;  the  speed  may  be  adjusted  to  any 
suitable  value  within  limits;  (2)  the  series  motor  with  variable 
speed  and  torque  proportional  to  the  square  of  the  current  below 
saturation;  if  twice  full-load  torque  is  required  at  start  it  draws 
about  one  and  one-half  times  full-load  current;  (3)  the  compoimd 
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motor  with  variable  speed  and  a  torque  characteristic  between 
the  shunt  and  the  series.  The  compound  motor  has  the  advan- 
tage over  the  series  motor  that  it  approaches  a  limiting  speed  at 
light  load  set  by  its  shunt  excitation. 

Shunt  motors  are  used  for  lathes,  boring  mills,  and  all  constant 
speed  machine  tools,  for  driving  line  shafting  when  the  starting 
load  is  not  too  heavy,  for  fans,  centrifugal  pumps,  etc. 

Series  motors  are  used  in  electric-railway  operation  and  for 
cranes,  hoists,  etc.,  where  very  large  starting  torque  is  necessary 
and  where  constant  speed  is  not  required. 

When  a  load  comes  on  a  series  motor  it  responds  by  decreasing 
its  speed  and  suppl3dng  the  increased  torque  with  a  small  in- 
crease of  current,  thus  preventing  a  sudden  dhock  on  the  system. 
A  shunt  motor  tmder  the  same  conditions  would  hold  its  speed 
nearly  constant  and  would  supply  the  required  torque  with  a 
large  increase  of  current  and  would  thus  make  a  heavy  demand  on 
the  system. 

Series  motors  must  not  be  used  for  belt  drives  or  in  any  case 
where  the  load  may  be  removed  suddenly  since  they  run  at  excess- 
ive speed  at  Ught  loads.  ^ 

Compound-wound  motors  are  used  in  classes  of  work  where 
constant  speed  is  not  necessary  and  where  a  fairly  large  starting 
torque  is  required,  except  in  those  cases  in  which  series  motors 
must  be  employed  on  account  of  their  very  large  starting  torque. 

For  express  elevators  a  compound-wound  motor  is  employed, 
the  series  winding  is  required  to  give  the  large  torque  at  start  and 
is  cut  out  after  a  certain  speed  is  reached.  The  motor  then  runs 
at  constant  speed  as  an  ordinary  shunt  machine. 

For  operating  shears,  punches,  etc.,  where  a  high  maximum 
load  must  be  carried  for  a  short  peritxl  a  compound  motor,  with 
a  flywheel  attached,  is  used.  The  drooping  speed  characteristic 
is  necessary  to  enable  the  flywheel  to  give  up  part  of  its  stored 
energy  to  supply  the  peak  of  the  load  and  so  relieve  the  supply 
system.  A  shunt  motor  would  not  drop  in  speed  and  the  fly- 
wheel would  not  be  of  any  value.  A  series  motor  would  not  be 
suitable  as  it  would  run  at  excessive  speeds  before  and  after  the 
cut. 

^  In  rolling  mills  where  the  load  fluctuates  very  rapidly  a  similar 
compoimd  motor  with  a  heavy  flywheel  is  used. 

Compound  motors  are  often  installed  in  positions  where  the 
constant  speed  characteristic  of  the  shunt  motor  would  be  more 
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suitable  but  where  the  series  winding  is  required  to  supply  the 
torque  to  overcome  the  inertia  of  the  heavy  moving  parts,  as  in 
the  case  of  heavy  planers,  etc. 

178.  Losses  in  Direct-current  Machinery. — ^The  main  power 
losses  in  direct-current  generators  and  motors  may  be  divided 
into  copper  losses,  iron  losses  and  friction  losses  and  these  may  be 
subdivided  as  follows: 

Copper  losses: 

Shunt-field  copper  loss. 

Series-field  copper  loss.    • 

Armature  copper  loss. 
Iron  losses: 

Hysteresis  loss. 

Eddy-current  loss. 
Friction  losses: 

Brush-friction  loss. 

Bearing-friction  loss. 

Windage  loss. 

179.  Shunt-field  .Loss. — The  shunt-field  copper  loss  is  I/h-j 
watts,  where  //  is  the  field  current  and  r/  is  the  resistance  of  the 
winding  at  the  operating  temperature  of  the  machine.  This  loss 
can  be  expressed  as  E/If,  where  E/  =  I/r/  is  the  voltage  im- 
pressed on  the  field  winding.  All  the  energy  supplied  to  the  field 
winding  is  transformed  into  heat  and  is  wasted,  since  no  energy 
is  required  to  maintain  the  magnetic  fiux  after  it  is  once 
established. 

The  shunt-field  loss  is  constant  under  all  conditions  of  load  in 
the  shunt  motor  and  the  flat-compound  generator;  it  decreases 
slightly  with  load  in  the  shunt  generator  and  increases  with  load 
in  the  over-compound  generator. 

The  loss  ranges  from  about  1  per  cent,  of  full-load  output  in 
the  case  of  large  high-speed  machines  to  5  per  cent',  in  small  low- 
speed  machines. 

If  there  is  a  rheostat  connected  in  series  with  the  shunt-field 
winding,  the  power  wasted  in  it  should  be  included  in  the  shunt- 
field  copper  loss. 

180.  Series-field  Loss. — The  series-field  copper  loss  is  /.V^ 
watts,  where  7«  is  the  ciurent  in  the  series  winding  and  r«  is  its 
resistance.  This  loss  increases  as  the  square  of  the  load  current 
of  the  machine.     In  interpole  machines  the  resistance  r«  will  in- 
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elude  the  resistance  of  the  interpole  winding.  The  loss  in  the 
shunts  to  the  series  winding  or  in  the  series-field  rheostat  must 
be  included  in  the  series-field  loss. 

181.  Armature  Copper  Loss. — The  armature  copper  loss  pro- 
per is  la^Va  watts,  where  /«  is  the  armature  current  and  Va  is  the 
resistance  of  the  winding  not  including  the  brush  contacts.  It 
increases  as  the  square  of  the  load  current. 

In  addition  to  the  loss  due  to  the  load  current  there  are  extra 
losses  produced  by  local  currents  in  the  armature  coils  short- 
circuited  by  the  brushes.  If  the  e.m.fs.  induced  in  the  various 
parts  of  the  armature  winding  connected  in  multiple  between  the 
terminals  are  not  all  equal  circulating  currents  will  flow  both  at 
no  load  and  under  load  and  cause  loss. 

182.  Loss  at  the  Brush  Contacts. — Closely  associated  with 
the  armature  copper  loss  and  usually  included  with  it  is  the  loss 
at  the  brush  contacts.    Between  the  carbon  brush  and  the  copper 

commutator  there  is  a  drop  of 
voltage  which  is  more  of  the 
nature  of  a  back  voltage  than  a 
voltage  consumed  by  resistance. 
This  drop  varies  with  the  current 
density  and  is  also  affected  by 
the  direction  of  the  current  flow. 
Fig.  204  shows  the  relation  be- 
tween contact-drop  and  current 
^  density   for   an   ordinary  hard 

Fio.  204.-Bni8h  contact  drop.       carbon    brush.      The    drop   is 

higher  at  the  negative  brush, 
that  is,  from  carbon  to  copper,  than  at  the  positive  brush.  At 
low  densities  it  increases  with  the  current  but  above  35  or  40 
amp.  per  square  inch  it  becomes  almost  constant. 

The  loss  of  power  at  the  brush  contacts  is  el  a,  where  e  is  the 
drop  of  voltage  at  the  positive  plus  the  negative  brush  and  may 
be  taken  as  approximately  2  volts  except  for  very  soft  carbon  or 
graphite  brushes  or  for  the  combined  metal  and  carbon  brushes, 
where  it  is  very  much  lower. 

With  a  current  density  of  35  amp.  per  square  inch  and  a  con- 
tact drop  of  1  volt  per  brush  the  power  loss  is  35  watts  per  square 
inch  of  brush  contact.  This  is  a  reasonable  value.  Where  the 
contact  drops  are  smaller  higher  current  densities  may  be  used. 

In  low-voltage  machines  this  loss  of  power  is  an  appreciable 
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per  cent,  of  the  output  and  may  be  very  serious,  but  for  high- 
voltage  machines  it  is  less  important. 

With  copper  brushes  the  contact  drop  is  very  small  and  densi- 
ties up  to  150  amp.  per  square  inch  are  used. 

183.  Hysteresis  Loss. — The  hysteresis  loss  is  due  to  the  rever- 
sal of  the  magnetic  flux  ift  the  armature  iron  as  it  moves  across  a 
pair  of  poles. 

The  loss  per  cubic  centimeter  of  iron  per  cycle  is 

Wh  =  lyCB^-*  ergs     (equation  123), 

where  (B  is  the  maximum  induction  density  in  lines  per  square 
centimeter  and  rj  is  the  hysteretic  constant  for  the  iron.  The 
value  of  ij  for  ordinary  armature  iron  after  assembly  may  be 
taken  as  0.0027. 

The  number  of  cycles  of  magnetism  per  second  or  the  frequency 
is 

f  =  r.p.s.  X  number  of  pairs  of  pole  s  =  n  ^.  (254) 

If  the  induction  density  B  is  expressed  in  lines  per  square  inch, 
the  hysteresis  loss  per  cubic  inch  of  iron  per  second  is 

Wh  =  V  (- 2)     (2.54)'/  ergs  per  second 

=  0.8377^1 -V  10-7  watts.  (255) 


Fio.  205. — Distribution  of  flux  in  the  armature  core. 

In  transformers  where  the  induction  density  is  very  nearly  uni- 
form throughout  the  volume  of  the  iron,  this 'value  multiplied 
by  the  volume  of  the  iron  would  give  the  hysteresis  loss  very 
closely;  but  in  the  case  of  dynamos  the  induction  density  is  not 
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uniform  but  varies  from  a  maximum  at  the  roots  of  the  teeth 
to  a  very  low  value  at  the  bottom  of  the  armature  core,.as  indi- 
cated in  Fig.  206.  The  loss  can  only  be  determined  very  approxi- 
mately by  making  separatie  calculations  for  the  teeth  and  the  core. 
The  hysteresis  loss  varies  directly  with  the  frequency,  that  is, 
with  the  speed  of  the  machine;  it  increases  as  the  1.6th  power  of 
the  flux  density  and  thus  of  the  voltage  and  it  increases  to  some 
extent  under  load  due  to  the  distortion  of  the  flux.  The  loss  is 
increased  in  sections  where  the  density  is  increased  more  than  it 
is  decreased  where  the  density  is  decreased. 

The  h3rsteresis  loss  may  be  very  seriously  increased  by  careless 
handling  of  the  materials  during  assembly. 

In  some  cases  the  hysteresis  loss  has  been  found  to  increase 
after  the  machine  has  been  in  operation  for  a  short  time.  This  is 
due  to  aging  of  the  iron  and  will  increase  the  temperature  rise  of 
the  machine.  Silicon  steel  in  addition  to  having  a  low  hysteresis 
loss  and  high  electrical  resistance  is  non-aging. 

184.  Eddy-current  Loss. — The  eddy-current  loss  is  due  to 

electric  currents  set  up  in  the 
armature  iron  by  the  e.m.fs.  gener- 
ated in  it  as  it  cuts  across  the  flux. 
In  Fig.  206  abed  represents  a  sec- 
tion of  an  armature  punching  of 
thickness  t  in.  If  the  flux  density 
in  the  gap  is  B  lines  per  square 
inch  and  the  edge  ab  is  moving  with 
a  velocity  of  v  in.  per  second  across 
the  flux,  then,  the  e.m.f.  generated 


Fio.  206. — Eddy-current  loss  in 
the  armature  core. 


in  the  length  ah  is 


€  =  BtvlO'^  volts. 


This  e.m.f.  will  cause  a  current  to  circulate  through  the  iron  as 
indicated  by  the  arrows  and  its  value  will  be 

i  =  kye  =  kyBtvlO"^  amp. 

where  y  is  the  electric  conductivity  of  the  iron  and  fc  is  a  constant 
depending  on  the  dimensions  of  the  section. 
The  loss  in  the  section  will  be 


p  =  iV  = 


^7  ky 

where  Aji  =  fc  X  10~^*  is  a  constant. 


10-i«  =  kiyBHH^  watts  (256) 
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The  eddy-current  loss,  therefore,  varies  as  the  square  of  the 
induction  density,  that  is,  the  square  of  the  terminal  voltage, 
the  square  of  the  thickness  of  the  plates,  and  the  square  of  the 
speed;  it  also  depends  on  the  conductivity  of  the  iron  used.  It 
cannot  be  calculated  accurately  in  the  case  of  an  armature  where 
the  induction  density  varies  throughout  the  volume. 

The  loss  increases  under  load  due  to  the  distortion  of  the  field 
but  it  tends  to  decrease  as  the  temperature  rises  and  decreases 
the  conductivity. 

The  eddy-current  loss  is  reduced  by  building  up  the  armature  of 
thin  punchings  insulated  from  one  another  by  varnish  which  in- 
creases the  resistance  in  the  path  of  the  eddy  currents.  If  the 
slots  are  filed  out  after  assembly  to  remove  rough  edges,  adjacent 
plates  may  be  short-circuited  and  the  value  of  the  lamination 
of  the  core  partly  lost.  If  the  punchings  are  assembled  under  too 
great  pressure  the  resistance  between  them  will  be  reduced  and 
the  loss  increased. 
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Fio.  207. — Eddy-current  loss  in  the  pole  face. 

Eddy-current  losses  also  occur  in  the  armature  end  plates, 
spider  and  bolts,  due  to  leakage  fluxes,  and  they  are  comparatively 
large  since  these  parts  are  not  laminated. 

186,  Pole-face  Loss. — Eddy  currents  are  also  produced  in 
the  pole  faces  due  to  local  variations  of  the  induction  density  as 
the  armature  teeth  move  across  them  (Fig.  207).     The  pulsations 
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of  flux  do  not  extend  far  below  the  surface  of  the  pole  face  since 
they  are  opposed  by  the  eddy  currents.  The  frequency  is  very- 
high,  being  proportional  to  the  product  of  the  revolutions  per 
second  and  the  number  of  teeth.  Formula  have  been  derived 
for  the  calculation  of  the  pole  face  losses  but  they  are  very  com- 
plicated and  must  be  appUed  with  great  care. 

To  reduce  the  loss  the  pole  faces  of  all  direct-current  machines 
should  be  laminated.  Machines  with  long  air  gaps  have  small 
pole-face  losses. 

186.  Brush-friction  Loss. — ^The  brush-friction  loss  in  foot- 
pounds per  second  is  equal  to  the  product  of  the  total  brush 
pressure  in  pounds,  the  peripheral  speed  of  the  commutator  in 
feet  per  second  and  the  coefficient  of  friction  between  the  brush 
and  the  commutator. 

With  carbon  brushes  the  pressure  should  be  from  1.5  to  2 
lb.  per  square  inch;  this  value  multiplied  by  the  area  of  all  the 
brushes  gives  the  total  brush  pressiu'e  in  pounds.  In  railway 
motors,  where  there  is  a  great  deal  of  vibration,  pressures  up  to 
5  lb.  per  square  inch  are  used  in  order  to  insure  good  contact. 

The  coefficient  of  friction  between  an  ordinary  hard  carbon 
brush  and  the  commutator  may  be  taken  as  0.3,  for  graphite 
brushes  it  is  about  0.25  and  for  copper  brushes  0.2. 

The  brush  friction  loss  varies  directly  with  the  speed  but  is 
independent  of  the  load. 

187«  Bearing-friction  and  Windage  Losses. — These  two  losses 
are  difficult  to  separate  and  only  their  combined  value  can  be 
obtained  by  test. 

The  bearing-friction  loss  is  proportional  to  the  (speed)'^  for 
bearing  velocities  up  to  2,000  ft.  per  minute  and  is  approximately 
proportional  to  the  speed  for  higher  values.  It  can  be  calculated 
approximately. 

The  windage  loss  varies  as  the  (speed)'  but  is  usually  small  up 
to  peripheral  speeds  of  6,000  ft.  per  minute.  It  depends  on  the 
construction  of  the  machine  and  cannot  be  calculated  with  any 
degree  of  accuracy. 

The  combined  friction  and  windage  losses  vary  from  about  ^ 
per  cent,  of  the  rated  output  in  large  slow-speed  machines  to  2 
or  3  per  cent,  in  small  high-speed  machines. 

In  very  high-speed  machines  the  windage  loss  may  become  the 
larger  part  of  the  combined  loss. 

The  friction  and  windage  losses  are  independent  of  the  load. 
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188.  Bddy-cuirent  Losses  in  die  Armature  Copper. — In 
addition  to  the  losses  discussed  above  under  certain  conditions 
large  eddy-current  losses  may  occur  in  the  armature  copper  both 
at  no  load  and  under  load.     There  are  two  causes  of  this  loss. 

1.  Some  of  the  flux  from  the  field  poles  passes  down  into  the 
slots  and  cuts  the  armature  conductors  inducing  eddy  currents 
in  them  in  the  directions  indicated  in  F%.  208(1).  The  propor- 
tion of  the  flux  entering  the  slots  depends  on  the  length  of  the  air 
gap,  the  width  of  the  slots  and  the  saturation  of  the  teeth. 
In  direct-current  machines  of  moderate  size  the  resultant  loss  is 
small.     In  turbo  alternators  with  very  wide  slots  and  long  air 
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gaps  the  loss  tends  to  be  large  and  the  conductors  in  the  upper 
part  of  the  slot  should  be  laminated  vertically.  Under  load  the 
loss  tends  to  increase,  due  to  the  increased  saturation  of  some  of 
the  teeth. 

2.  A  second  and  more  important  cause  of  eddy  currents  in 
the  copper  is  due  to  the  unequal  distribution  of  Sux  in  the  arma- 
ture teeth  near  the  pole  tips  Fig.  208(2).  The  Sux  density  in 
tooth  a  is  much  lower  than  that  in  b;  the  magnetic  potential  of 
the  roots  of  the  two  is  the  same,  but  since  a  larger  m.m.f.  is 
required  for  b  than  for  a  the  magnetic  potential  at  the  top  of  b 
must  be  greater  than  that  at  the  top  of  a  and  Sux  will  pass  across 
the  slot  as  indicated.  The  flux  density  and  the  e.m.f.  induced  in 
the  conductor  at  the  top  of  the  slot  will  be  greater  than  at  the 
bottom  and  eddy  currents  will  flow  in  the  direction  of  the  e.m.f. 
in  the  upper  part  of  the  conductor  returning  in  the  lower  part. 
The  loss  due  to  these  currents  is  especially  large  in  machines  with 
deep  conductors.  It  is  a  function  of  the  tooth  saturation  and 
therefore  increases  very  rapidly  with  increase  of  voltage;  it 
increases  with  load  due  to  field  distortion  and  also  increases  with 
speed.  In  cases  where  it  is  liable  to  be  large  conductors  should 
be  laminated  in  a  horizontal  plane. 
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Three  laminated  conductors  are  shown  in  •Fig.  208. 
These  eddy-current  losses  in  the  copper  cannot  be  calculated 
but  may  be  kept  small  by  proper  design. 

189.  Constant  Losses  and  Variable  Losses. — The  losses  are 
sometimes  divided  into  two  groups,  the  constant  losses  and  the 
variable  losses. 

The  constant  losses  are  those  which  do  not  vary  to  any  great 
extent  under  load  and  include  the  shunt-field  copper  loss,  the 
iron  losses  and  the  friction  and  windage  losses. 

The  variable  losses  are  those  which  increase  with  load,  namely, 
the  armature  copper  loss  and  the  series-field  copper  loss. 

190.  Core  Loss. — The  core  loss  includes  all  the  losses  located 
in  the  armature  core  except  the  armature  copper  loss.  It  may 
be  obtained  by  running  the  machine  without  load,  measiu*ing  the 
input  and  subtracting  the  shimt-field  copper  loss  and  the  fric- 
tion and  windage  losses.  It  therefore  includes  the  no-load  iron 
losses  and  in  addition  the  eddy-current  losses  in  the  pole  faces 
and  in  the  armature  conductors  and  any  losses  which  may  be 
produced  by  currents  circulating  in  the  armature  windings. 

The  core  loss  increases  to  some  extent  under  load  due  to  field 
distortion. 

In  designing  machines  an  approximate  value  for  the  core  losses 
may  be  obtained  from  curves  such  as  those  in  Fig.  257,  compiled 
from  tests  on  standard  machines. 

191.  Efficiency. — ^The  efficiency  of  a  machine  may  be  va- 
riously expressed,  as, 


7?  =  -  ~^-r  100  per  cent, 
mput 


— 7 — ^    .   ,     —  100  per  cent, 
output  +  losses 

*  i  1 


mput  —  losses  ^^^  .  f^^,^. 

=  —^-—. 7 100  per  cent.  (257) 

mput 

The  efficiency  varies  with  the  output;  at  Ught  loads  it  is  low  on 
accoxmt  of  the  constant  losses;  between  three-fourths  load  and 
full  load  it  is  maximum  and  the  constant  losses  and  variable  losses 
are  nearly  equal;  above  full  load  it  decreases  again  due  to  the 
rapid  increase  of  the  variable  losses.  The  Umit  of  the  efficiency 
which  can  be  reached  commercially  depends  on  the  output,  the 
voltage  and  the  speed.  A  higher  efficiency  can  be  obtained  with 
large  machines  than  with  small  machines.    A  higher  efficiency 
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can  be  obtained  with  high-voltage  or  high-Bpeed  maohinee  than 
with  low-voltage  or  low-epeed  machines. 

For  220-volt  direcWuirent  motors  the  full-load  efficiency 
ranges  from  about  85  per  cent,  for  small  sizes  to  93  per  cent,  for 
large  sizes. 


■I 
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Fio.*  2U. — CharMteriatdo  curves 
of  a  600-Tolt  crane  motor  with  a 
capacity  of  65  h.p.  for  H  hour. 

For  B50-volt  direct-current  generators  the  full-load  efficiency 
ranges  from  about  90  per  cent,  for  small  sizes  to  96  per  cent,  for 
large  sizes. 

Fig.  209  shows  the  characteristic  curves  of  a  200-kw.  com- 
pound-wound generator,  550  to  626  volts. 

Fig.  210  showa  the  characteristic  curves  of  a  75-h.p.  600-volt 
railway  motor  built  by  the  General  Electric  Co. 
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Botation 


Fio.  213. — Commutation. 


Kg.  211  shows  the  characteristic  curves  of  a  500-volt  crane 
motor  built  by  the  Crocker  Wheeler  Co.  Its  rated  output  is  65 
hp.  for  y^  hr.  with  a  temperature  rise  of  40°C. 

Fig.  212  shows  the  characteristic  curves  of  a  26-hp.,  SOO-volt 
compound-wound  motor  of  the  Westinghouse  Co. 

192.  CommutatLon. — Commutation  is  the  most  serious  Umita- 
tion  encountered  in  direct-current  machinery. 

Fig.  213  represents  the 
armature  winding  of  a  bipolar 
generator.  The  current  enter- 
ing by  the  brush  B%  divides 
into  two  equal  parts  Ic  which 
follow  the  two  paths  through 
the  winding  and  imite  again  at 
the  brush  5i.  Any  coil  c 
while  moving  from  B%  U>  B\ 
carries  a  current  Ic-  After 
passing  B\  it  carries  an  equal 
current  le  but  in  the  opposite 
direction  and,  therefore,  while 
passing  under  the  brush  Bi  the  current  changes  from  Ic  to  — /«, 
that  is,  it  is  commutated  or  reversed. 
The  factors  to  be  considered  in  a  study  of  commutation  are: 

1.  Jc,  the  intensity  of  the  current  to  be  commutated. 

2.  r,  the  time  of  commutation. 

3.  fc,  the  resistance  of  the  contact  of  the  brush  with  the 
commutator. 

4.  y,  the  resistance  of  the  short-circuited  coil. 
6.  L,  the  inductance  of  the  coil. 

6.  The  direction  and  intensity  of  the  flux  cut  by  the  coil  during 
commutation. 

7.  Short-circuit  currents  in  the  coil  when  the  brush  short- 
circuits  an  active  e.m.f. 

8.  Current  density  and  loss  of  energy  at  the  brush  contacts. 

The  current  to  be  commutated  is  that  carried  by  each  con- 
ductor of  the  armature  winding.  If  J  is  the  load  current  of  the 
machine  and  pi  is  the  number  of  paths  in  parallel  through  the 
winding,  the  current  per  conductor  is 

/ 


/.  = 


Pi 


and  increases  directly  as  the  load  current. 
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The  time  of  commutation  is  the  time  during  which  two  adjacent 
commutator  bars  are  short  circuited  by  the  brush.  In  Fig.  214 
commutation  of  the  current  in  coil  c  begins  as  soon  as  the  brush 
touches  bar  2  and  must  be  complejnsd  when  the  brush  breaks  con- 
tact with  bar  1.  If  the  width  of  the  brush  is  d  in.,  the  thickness 
of  insulation  between  bars  is  d  in.,  and  the  peripheral  speed  of  the 
commutator  is  V  in.  per  second,  the  time  of  commutation  is 


T  = 


d  -  8 


sec. 


Since  8  is  very  small,  the  time  of  commutation  varies  directly  as 
the  width  of  the  brush  and  inversely  as  the  speed  of  the  machine. 
The  time  of  commutation  varies  from  0.0005  to  0.002  sec. 
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Fio.  214. 
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Fig.  215. 


2ie 
Fig.  216. 


The  resistance  of  the  brush  contact  plays  a  very  important  part 
in  commutation;  it  tends  to  reduce  the  current  in  the  short-cir- 
cuited coil  to  zero  and  then  to  build  it  up  in  the  opposite  direction. 
It  would  produce  complete  commutation  if  it  were  not  opposed 
by  the  effects  of  the  resistance  and  inductance  of  the  coil.  Its 
function  is  illustrated  in  Fig.  215.  If  the  resistance  of  the  total 
brush  contact  is  r^  then  in  Fig.  214  the  drop  of  potential  between 
the  brush  Bi  and  bar  1  is  2/crc.  As  soon  as  the  brush  touches  bar 
2  commutation  begins  and  the  brush-contact  resistance  must  be 
separated  into  two  parts,  ri  the  resistance  from  the  brush  to  bar  1 
and  rs  the  resistance  from  the  brush  to  bar  2.  If  at  the  instant 
represented  in  Fig.  215  the  current  in  the  coil  is  i,  then  the  current 
flowing  from  bar  1  to  the  brush  is  Ic  +  i  and  the  drop  of  potential 
is  (Je  +  i)ri;  the  current  from  bar  2  to  the  brush  is  7c  —  i  and 
the  drop  of  potential  is  (/c  —  i)r2.  Since  the  resistance  ri  is  in- 
creasing while  r2  is  decreasing,  the  current  from  bar  2  will  increase 
while  that  from  bar  1  will  decrease  and  the  current  in  the  coil  will 
decrease.    Neglecting  the  resistance  and  inductance  of  the  coil 
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the  current  flowing  in  the  coU  will  be  zero  when  ri  and  rs  are  equal 
and  when  therefore  half  of  the  time  of  commutation  has  passed. 
Any  further  increase  in  the  resistance  ri  will  cause  part  of  the 
current  from  coil  b  to  flow  through  coil  c  in  order  to  reach  the 
brush  Bi  by  the  path  of  least  resistance.  As  the  resistance  ri 
still  increases,  more  and  more  current  flows  through  c  until  ri 
becomes  infinite  as  the  brush  breaks  contact  with  bar  1  and  the 
total  current  h  from  b  flows  through  c.  Commutation  is  then 
complete. 

In  Fig.  217,  curve  (1),  the  current  in  coil  c  is  plotted  on  a  time 
base  for  half  of  one  revolution;  it  is  reversed  in  the  time  T,  rep- 
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resented  by  OT,  during  which  the  coil  moves  across  the  brush  Bi, 
and  it  must  vary  according  to  a  straight  line  law.  This  can  be 
proved  as  follows: 

If  Fig.  215  represents  the  condition  t  sec.  after  the  beginning 
of  commutation,  neglecting  the  resistance  and  inductance  of 
the  coil,  the  drop  of  potential  from  the  commutator  to  the  brush 
must  be  the  same  at  both  sides,  or 

(Je  +  t>i  =  (le  -  i)ri; 


but 


ri  =  r. 


T  -t 

(Ic  +  i)  r. 
Solving  for  i  this  gives 


therefore, 


and      r^  =  te  y» 

V 


r_  _  ..  _  ..    T 


i  =  L 


T  -21 


which  is  the  equation  of  a  straight  line. 


(268) 


(259) 


When  i  =  "s,  i  =  0,  and  when  i  =  T,  i  =  —  /< 


«• 


DIRECT-CURRENT  MACHINERY 


227 


If  the  resistance  of  the  coil  is  taken  into  account,  the  drop  of 
potential  across  fg  (Fig.  216)  must  be  greater  than  the  drop 
across  ri  by  the  amount  required  to  maintain  the  current  i  through 
the  resistance  r;  therefore, 


(/c  +  i)  r 


T  T 


and 


i^L 


re  (T^  -  2Tt) 
r  (Tt  -  ««)  +  rcT^' 


(260) 


T   . 


When  t  =  -^,  i  =  Of  and  when  t  =  T,  i  =  —  Ic. 


The  current  therefore  passes  through  zero  at  the  same  instant 
as  before  and  is  completely  reversed  in  the  same  time,  but  the 
variation  does  not  follow  a  straight  line  law  but  a  curve  as  shown 
in  curve  (2),  Fig.  217.  The  effect  of  the  coil  resistance  is  very 
small  and  may  be  neglected. 

The  effect  of  the  inductance  of  the  armature  coil  must  next 
be  considered.  Armature  coils  are  partially  surrounded  by  iron 
and  therefore  have  a  large  inductance  which  is  proportional 
to  the  square  of  the  number  of  turns  in  the  coil.     With  full-pitch 


Full  Pitch  Wiading 

(a) 

Fig.  218. — Inductive  flux  in  a 
full-pitch  winding. 


s 


^. 


(6) 

Short  Pitch  Winding 

(a) 

FiQ.  219. — Inductive  flux  in  a 
short-pitch  winding. 


drum  windings.  Fig.  218,  both  the  coils  in  one  slot  will  be  short- 
circuited  at  one  time  and  the  inductive  flux  Unking  the  slot  part 
of  each  of  them  will  be  almost  twice  as  large  as  in  the  case  of 
fractional  pitch  windings  (Fig.  219).  The  flux  around  the  end 
connections  is  approximately  the  same  in  the  two  cases.  The 
inductance  of  the  coil  is,  therefore,  partly  self-inductance  and 
partly  mutual  inductance  between  adjacent  coils  but  the  resultant 
effect  may  be  considered  as  due  to  an  inductance  Z/. 
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When  the  current  in  a  coil  of  inductance  L  henrys  is  changing 

di  di 

at  the  rate  ^  amp.  per  second,  an  e.m.f .  L  -r  volts  is  generated 

in  a  direction  opposing  the  change  of  current. 

In  Fig.  216  the  drop  of  potential  from  bar  2  to  the  brush  is  the 
same  by  the  two  paths,  one  through  the  resistance  rs  and  the 
other  through  the  coil  in  series  with  the  resistance  ri;  and  thus 

di 

{Ic  +  i)  Ti  +  ri  +  L  j^  =  (/c  -  i)  r^, 

or,  substituting  the  values  of  ri  and  rs  found  above, 

(/.  +  I)  r.  ^~  +  „•  +  L  ^'  =  (7.  -  i)  u  J-        (261) 

The  complete  solution  of  this  equation  is  difficult  but  a  partial 
solution,  for  the  instant  when  commutation  is  complete,  may  be 
obtained  easily. 

Equation  (261)  may  be  written, 

4;--"+-^('-H^)--''(^i)- 

when  t  =  T  and  t  =  —  le 

L^J  =  ric  +  2Zcrc  -  r^T  X  J ;  (262) 

this  last  term  is  indefinite  but  its  value  may  be  found  by  differ- 
entiating the  numerator  and  denominator  with  respect  to  the 

independent  variable  L 

di 

IT  -  dr-r  "  -1  "       ~dV 
and  substituting  this  in  equation  (262), 

L^  =  rh  +  2hro  +  T,T^ 
at  at 

or 

di  ^  IJt  +  2r,) 

di         L-  TcT  ' 

If  L  =  TeT,  ,.  =  oc,  the  reactance  voltageL-j^  =  errand  spark- 
ing will  occur. 

di 
If  L>rcTf   T.  is  positive  and  the  current  tends  to  increase  in- 
stead of  reversing  and  sparking  results. 
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di 
If  LKtcT,  -r  is  negative  and  finite  and  commutation  may  be 

sparkless  and  satisfactory. 
This  condition  for  sparkless  commutation  may  be  expressed 

in  another  way. 

21 
L  must  be  <  TcT  or  -^L  must  be  <  2Icrc\ 

21  c .  21  c     . 

-jf  is  the  average  rate  of  change  of  current  and  -«,-  L  is  called  the 

average  reactance  voltage,  while  2Iere  is  the  voltage  drop  at  one 
brush  contact. 

Therefore,  the  condition  for  sparkless  commutation  is  that  the 
average  reactance  voltage  must  be  less  than  the  voltage  drop  at 
one  brush  contact.  This,  however,  applies  only  to  the  case  in 
which  no  flux  is  cut  by  the  short-circuited  coil  and  where  there- 
fore no  e.m.f.  due  to  rotation  is  generated  in  the  coil  either  assist- 
ing or  opposing  commutation.  The  brush-contact  resistance  is 
the  only  factor  operating  to  cause  the  current  to  reverse. 

Due  to  the  effect  of  inductance,  the  current  does  not  decrease 
so  quickly  as  in  curve  1,  Fig.  217,  but  follows  curve  3,  and  the 
rate  of  change  of  current  becomes  very  rapid  as  the  brush  breaks 
contact  with  bar  1  and  sparking  is  liable  to  occur.  The  current 
density  in  the  brush  tip  also  becomes  very  high,  tending  to  bum 
both  the  brush  and  the  commutator. 


No«Load  Neatral 


Load  Neatral 


Load  Xeatral 


Boution 

(a) 


Botation 

(6) 
Fig.  220. — Commutating  field. 


dotation       »* 
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When  the  inductance  and  the  reactance  voltage  are  large  it  is 
necessary  to  have  an  e.m.f.  generated  in  the  coil  to  assist  commu- 
tation. The  brushes  of  a  generator  are,  therefore,  moved  ahead 
in  the  direction  of  rotation  (back  in  the  case  of  a  motor),  so  that 
the  coil  when  short-circuited  is  cutting  the  fringe  of  lines  from 
the  pole  tip  (Fig.  220). 

If  at  the  time  represented  in  Fig.  216  there  is  an  e.m.f.  e  gen- 
erated in  the  coil  assisting  commutation,  equation  (261)  can  be 
written 


e  +  L 


di 
Jt 


+  K'  +  W^  + 


t{T  -  tr 


rJcT{2t  ~  T) 
t{T  -  t) 


=  0. 


(263) 
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This  equation  cannot  be  solved  in  general  but  it  is  possible  to  de- 
termine the  value  of  e  required  at  any  instant  to  cause  the  current 
to  vary  as  a  linear  function  of  time  from  Jc  to  —  /« in  the  time  T. 

On  this  assumption 

.  _  J  T  -2t 

and  di  ^       21  c 

di  T' 

Substituting  these  values  in  equation  gives 

r    f2L 

or 


-r(l-2l)}=0, 
{^~r(l-2|,)},  (264) 


which  gives  at  the  beginning  of  commutation  <  =  0, 

eo  =  /.  f^  -  r) ,  (265) 

and  at  the  end  of  commutation  t  =^  T, 

^r  =  /c(^  +  r).  (266) 

This  e.m.f .  is  proportional  to  the  current  le  but  is  independent 
of  the  brush  resistance  n.  The  average  value  of  this  e.m.f.  is 
called  the  conmiutating  e.m.f.  in  the  coil  and  is  represented  by 
Ec 

If  the  commutating  e.m.f.  is  less  than  that  required  to  reverse 
the  current  completely  in  time  T,  commutation  is  imperfect 
and  there  is  a  tendency  to  spark,  and  if  the  e.m.f.  is  so  large  that 
the  current  is  more  than  reversed  there  is  a  tendency  to  spark  due 
to  over-commutation. 

The  contact  resistance  helps  to  prevent  sparking  when  the 
e.m.f.  generated  in  the  coil  by  rotation  is  either  too  great  or  too 
small  to  produce  perfect  commutation. 

When  commutation  is  produced  by  the  high-resistance  brush 
contact  without  the  aid  of  any  e.m.f.  generated  in  the  coil,  it  is 
called  "natural"  or  "resistance"  commutation;  when- it  is  as- 
sisted by  an  e.m.f.  generated  in  the  coil,  it  is  called  "forced"  or 
"voltage"  commutation. 

Resistance  commutation  can  never  be  perfect  imless  the  induct- 
ance of  the  coil  is  negligible,  but  at  light  loads  it  will  reverse 
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the  current  without  injurious  sparking.  Assume  that  the  brushes 
of  a  generator  dehvering  half  load  are  set  on  the  corresponding 
neutral  line  and  that  conunutation  is  satisfactory.  If  the  load 
is  increased  the  increased  m.m.f .  of  the  armature  causes  the  neu- 
tral line  to  move  ahead  so  that  the  coil  short-circuited  is  cutting  a 
field  of  such  a  direction  as  to  tend  to  maintain  the  current  or  even 
to  increase  it.  The  reversal  of  the  current  is  therefore  retarded 
and  there  is  a  greater  tendency  to  spark  than  before.  If  the 
load  is  reduced  the  neutral  line  falls  behind  the  brushes  and  a 
voltage  assisting  conmiutation  is  generated  in  the  coil. 

Voltage  commutation  is  also  limited  in  its  application  and  as 
the  current  in  the  armature  is  increased  a  point  is  reached  (usu- 
ally about  26  per  cent,  overload)  beyond  which  sparkless  com- 
mutation is  impossible,  since  when  the  current  is  increased  a 
stronger  field  is  required  to  reverse  it,  but  the  stronger  current  in 
the  armature  increases  the  m.m.f .  of  the  armature  and  moves  the 
neutral  line  ahead  of  the  brushes  and  at  the  same  time  decreases 
the  flux.  The  brushes  have  to  be  advanced  further  and  the  de- 
magnetizing effect  is  increased.  When  the  armature  m.m.f.  is 
large  enough  to  overbalance  the  field  m.m.f.  the  flux  at  the  pole 
tip  is  wiped  out  and  voltage  commutation  is  impossible.  Moving 
the  brushes  further  ahead  only  decreases  the  flux. 

To  take  full  advantage  of  voltage  commutation  it  would  be 
necessary  to  vary  the  position  of  the  brushes  with  varying  load, 
but  this  is  not  practicable,  and  therefore  the  brushes  must  be  set 
to  give  good  commutation  at  some  intermediate  load  and  the 
resistance  of  the  brush  contact  must  be  relied  on  to  prevent  spark- 
ing above  and  below  this  point.  Modem  machines  are  designed 
to  give  good  commutation  at  all  loads  from  no  load  to  25  per  cent, 
overload  with  fixed  brush  position. 

193.  Commutating  Electroinotive  Force. — The  commutating 
e.m.f.  is  the  e.m.f.  generated  in  the  short-circuited  coil  due  to 
cutting  flux  and  depends  on  a  number  of  factors. 

There  are  two  fluxes  to  be  considered :  (1)  that  produced  by  the 
field  m.m.f.;  and  (2)  that  produced  by  the  armature  m.m.f. 
These  two  fluxes  are  represented  in  Figs.  161  to  164  and  their 
resultant  in  the  interpolar  space  is  shown  in  Fig.  220.  The  e.m.f. 
generated  in  the  coil  due  to  cutting  the  field  flux  tends  to  assist 
commutation,  while  that  generated  by  cutting  the  armature  flux 
opposes  commutation.  The  resultant  of  the  two  is  called  the 
commutating  e.m.f.,  Ee.    This  e.m.f.,  therefore,  depends  on  the 
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field  excitation,  the  position  of  the  brushes,  and  the  load,  that  is, 
the  armature  current. 

When  the  brushes  are  on  the  "no-load"  neutral  there  is  no 
e.m.f.  assisting  commutation;  if  the  machine  is  carrying  load  at 
the  time  there  will  be  an  armature  flux  both  in  the  interpolar 
space  and  around  the  end  connections  and  this  flux  being  sta- 
tionary is  cut  by  the  short-circuited  coil  and  generates  in  it  an 
e.m.f.  opposing  commutation.    Ee  is  therefore  negative. 

When  the  brushes  are  moved  ahead  to  the  position  where  the 
e.m.f.  due  to  cutting  the  field  flux  is  equal  to  the  e.m.f.  due  to 
cutting  the  armature  flux,  the  conmiutating  e.m.f.  is  zero.  This 
position  is  called  the  load  neutral.  In  this  case  conmiutation  is 
carried  out  by  the  brush-contact  resistance  and  will  be  satis- 
factory only  if  the  reactance  voltage  is  very  low. 

When  the  brushes  are  moved  ahead  of  this  load  neutral  to  a 
position  where  the  commutating  e.m.f .  is  positive  and  equal  to  the 
reactance  voltage  commutation  is  perfect. 


-/'^ 
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n«BtQ«B«»tor  nabOaoprnvd  OwMhmptwid 


H   H  H    I  in 


Fia.  221. — Reactance  voltage. 

In  Fig.  221  the  reactance  voltage  Er  and  the  conmiutating 
voltage  Ee  are  shown  plotted  on  a  load  base  for  different  types  of 
generators. 

The  reactance  voltage  is  directly  proportional  to  the  current 
and  is  represented  by  a  straight  line  passing  through  the  origin. 
For  the  shunt  generator  the  commutating  e.m.f.  varies  from  a 
maximum  at  no  load  to  zero  at  about  50  per  cent,  overload. 
The  brushes  are  set  to  give  perfect  commutation  at  75  per  cent, 
load.  At  25  per  cent,  overload  the  armature  m.m.f.  pretty  well 
wipes  out  the  main  field  near  the  pole  tip  and  only  a  very  small 
commutating  e.m.f.  is  left.  Sparking  will  not  be  serious  so  long 
as  the  difference  between  Er  and  Ec  is  not  greater  than  the  voltage 
drop  at  one  brush  contact.  The  reactance  voltage  at  full  load 
should  be  limited  to  this  or  a  lower  value. 

For  a  flat-compounded  machine  the  conditions  are  much  better, 
the  commutating  e.m.f.  does  not  decrease  to  any  great  extent 
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with  load  and  the  difference  between  Er  and  Ec  is  very  much  less; 
larger  values  of  reactance  voltage  may,  therefore,  be  allowed. 

For  an  over-compounded  machine  conditions  are  still  further 
iii^proved;  Eo  increases  with  load  and  satisfactory  conmiutation 
may  be  obtained  with  reactance  voltages  more  than  double  the 
drop  at  the  brush  contact. 

194.  Conditions  Essential  to  SparUess  Commutation. — It  is 
necessary  to  limit  the  armature  strength  at  full  load  to  such  a 
value  that  it  will  not  interfere  too  greatly  with  the  flux  produced 
by  the  field  winding.  For  shunt  machines  the  field  ampere- 
turns  required  to  drive  the  flux  through  the  gap  and  teeth  should 
be  =  1.2  (armatiu*e  ampere-turns  per  pole)  +  the  demagnetizing 
ampere-turns  per  pole.  This  insures  good  commutation  from 
no  load  to  25  per  cent,  overload  with  fixed  brush  position  pro- 
vided the  reactance  voltage  does  not  exceed  the  limits  specified 
below.  Lower  values  of  armature  strength  tend  to  give  better 
commutating  conditions. 

For  flat-compounded  machines  the  field  ampere-turns  for  the 
gap  and  teeth  should  be  =  1.2  (armature  ampere-tums  per  pole). 

The  reactance  voltage  must  also  be  limited  approximately  to 
the  following  values. 

In  shunt  machines  from  1  to  1.25  volts  except  with  high- 
resistance  brushes. 

In  10  per  cent,  over-compounded  generators  from  2.5  to  3.0 
volts. 

In  shunt  motors  where  any  large  variation  of  speed  by  field 
control  is  to  be  obtained  values  of  reactance  voltage  below  1 
volt  should  be  used  or  a  very  weak  armature. 

In  interpole  machines  satisfactory  commutation  may  be 
obtained  with  reactance  voltages  up  to  15  volts. 

196.  Calculation  of  the  Reactance  Voltage  for  a  Full-pitch 
Multiple  Winding. — In  Fig.  218(a)  is  shown  one  coil,  c,  of  a  full- 
pitch  double-layer  winding,  short-circuited  by  the  brush  and  at 
(6)  is  shown  a  section  through  a  slot.  If  the  number  of  turns  per 
coil  is  n,  the  number  of  conductors  per  slot  is  2n.  Here  n  =  2. 
The  flux  of  self  and  mutual  inductance  is  shown  in  the  figure 
and  may  be  divided  into  two  parts:  (1)  that  surrounding  the  slot 
part  of  the  coil;  and  (2)  that  around  the  end  connections. 

Let  4>8  be  the  number  of  lines  of  force  which  link  1-in.  length  of 
the  slot  part  of  the  coil  for  each  ampere  conductor  in  the  group 
of  conductors  simultaneously  short-circuited;  and  let  0«  be  the 


234         ELECTRICAL  ENGINEERING 

number  of  lines  of  force  which  link  1-in.  length  of  the  end  connec- 
tions for  each  ampere  conductor  in  the  corresponding  group  of 
end  connections  simultaneously  short-circuited. 

Then,  with  a  full-pitch  winding  and  a  brush  covering  only  one 
bar  the  total  inductive  flux  linking  the  coil,  c,  when  carrying  a 
current  i  amp.,  is 

<l>o  =  2(2m>^c)  +  2(ni<l>Jje)  =  2ni{2<l>Jje  +  <t>eLe), 
where  Lo  =    length  of  the  imbedded  part  of  one  conductor  in 
inches,  and  L«  =  length  of  one  end  connection. 
The  inductance  of  the  coil  is 

L  =  ^'  10-«  =  2nK24>JLc  +  «.L.)10-»  henrys 
% 

and  the  average  reactance  voltage  is 

En  =  ^L  (page  229). 

The  time  of  commutation  is 

width  of  brush  or  bar 


T  = 


peripheral  velocity  of  commutator 
width  of  bar 

r.p.s.  X  ho.  of  bars  X  width  of  bar 
1  1 


r.p.s.  X  no.  of  bars       r.p.s.  X  no.  of  coils 

1  120n 


^,  armatiu*e  conductors      r.p.m.  X  Z 
r.p.8.  X ^ 

From  tests  made  on  a  large  number  of  machines  Hobart  found 
that  4>t  has  a  value  of  approximately  10  and  4>e  a  value  2. 
Therefore,  the  average  reactance  voltage  is 

2/c  Z  X  r.p.m. 


E^  = 


120n 


2n*(20Lc  +  2Le) }  IQ-^ 


=  ^^\  t  ^'  10-«  X  IcZ  X  r.p.m.  X  n 
lo 

= V? — - 10~*  X  ampere    conductors    on .  the 

15 

armature  X  r.p.m.  X  turns  per  coil. 

For  the  ordinary  type  of  coil  Le  may  be  taken  as  =  2Le  and 
the  average  reactance  voltage  may  be  expressed  by 

Eb  =  0.8  X  10-«  X  Lc  X  ZIc  X  r.p.m.  X  n  (267) 

=  0.8  X  10"*  X  gross  length  of  core  X  ampere  conduc- 
tors on  the  armature  X  r.p.m.  X  turns  per  coil. 
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FiQ.  222. 


An  increase  in  the  brush  width  does  not  change  the  reactance 
voltage  because  although  it  increases  the  number  of  coils  short- 
circuited  at  any  instant  it  also  increases  the  time  of  commutation 
in  the  same  proportion. 

If  there  are  six  coil  sides  per  slot,  Fig.  222,  and  the  brush  covers 
three  segments  then  the  flux  surrounding  the  slot  part  of  the  coil 
iNoll  be  three  times  as  great  as  before  since  the  m.m.f .  is  increased 
to  three  times,  while  any  increase  in  the  width  of  the  path  across 
the  slot  will  be  counterbalanced  by  a  — 
proportional  increase  in  the  depth. 
Similarly,  the  flux  about  the  end  con- 
nections will  be  about  three  times  as 
^eat;  therefore,  the  inductance  is  in- 
creased three  times  but  the  time  of  com- 
mutation is  also  increased  three  times 
and  the  reactance  voltage  remains  as 
before. 

With  a  short-pitch  winding  (Fig.  219) 
the  slot  flux  is  reduced  to  about  half  the 
value  with  a  full-pitch  winding.  This  is  due  to  the  increased 
reluctance  of  the  path.  The  flux  about  the  end  connections  is 
decreased  only  slightly,  due  to  their  shorter  length. 

The  reactance  voltage  of  a  short-pitch  winding  is 

Eg  =  ^^%+  ^'  10-»  X  ZIc  X  r.p.m.  X  n 

or  again  substituting  Le  =  2Lo 

.     Eh  =  0.46  X  10-»  X  Lc  X  ZIo  X  r.p.m.  X  n.         ,268; 

The  ratio  -t-t — ^Jfu-was  assumed  to  be  approximately  3.5  in 

the  derivation  of  the  formulsB  above.  If  very  deep  and  narrow 
slots  are  used  the  flux  4>,  will  be  increased  and  therefore  also  the 
reactance  voltage. 

In  the  case  of  a  series  or  two-circuit  winding  there  are  p/2  coils 
short-circuited  in  series  and  the  reactance  of  this  set  of  coils  is 
p/2  times  the  reactance  of  one  coil  but  the  commutating  e.m.f .  is 
also  increased  in  the  proportion  p/2.  Since  both  these  voltages 
are  greater  than  before  it  is  difficult  to  keep  their  difference  with- 
in the  value  which  can  be  taken  care  of  by  the  brush-contact 
resistance.  On  the  other  hand,  if  the  commutating  field  is  too 
strong,  the  reactance  of  p/2  coils  in  series  tends  to  prevent  the 
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current  from  growing  to  a  large  value.  Values  of  reactance 
voltage  calculated  as  for  fuU-pitch  windings,  equation  (267), 
should  be  kept  about  50  per  cent,  lower  for  series  windings. 

196.  Current  Density  at  the  Brush  Contacts. — There  are  two 
currents  in  the  coil  short-circuited  by  the  brush:  (1)  the  working 
current  or  load  current;  and  (2)  the  short-circuit  current  pro- 
duced by  an  active  e.m.f.  in  the  coil. 

When  the  e.m.f.  generated  in  the  coil  is  equal  and  opposite  to 
the  reactance  voltage  there  is  no  circulating  current  produced  in 
the  coil  and  the  load  current  reverses  at  a  uniform  rate  due  to  the 
action  of  the  contact  resistance  (page  226) ;  the  current  density- 
is  then  uniform  over  the  brush  face  and  the  loss  of  energy  is  a 
minimum. 

When  the.  two  e.m.fs.  in  the  coil  do  not  balance  their  result- 
ant tends  to  cause  a  current  to  circulate  through  the  coil  and 
brush,  and  the  current  density  is  no  longer  uniform  and  the  loss 
at  the  contacts  is  increased  above  normal. 

This  circulating  current  crosses  the  brush  contact  twice  and 
the  contact  resistance  tends  to  keep  the  current  down  to  a  reason- 
able  value.  When  the  unbalanced  e.m.f.  is  not  greater  than  2 
to  2.5  volts  the  current  will  not  be  large. 

Reducing  the  width  of  the  brush  may  in  some  cases  so  cut  down 
the  short-circuit  current  that  the  maximum  ciu*rent  density  is 
decreased  although  the  average  is  increased. 

The  average  current  density  in  machines  without  interpoles 
is  from  35  to  40  amp.  per  square  inch  but  higher  values  are  some- 
times used  with  low-contact  resistance  brushes. 

Unequal  distribution  of  current  between  brushes  on  the  same 
arm  or  between  arms  of  the  same  polarity  causes  the  density  to 
vary  from  the  average.  This  is  particularly  true  of  machines 
with  series  windings  and  gives  rise  to  selective  commutation. 

In  the  alternating-current  series  commutator  motor  in  which 
the  circulating  currents  tend  to  become  very  large  the  contact 
resistance  is  reinforced  by  the  addition  of  high-resistance  leads 
between  the  coils  and  the  commutator  bars. 

197.  Burning  of  the  Brush  and  Commutator. — ^A9  apparent 
electrolytic  action  takes  place  under  the  brushes  in  the  direction 
of  the  current  flow,  carbon  is  deposited  on  the  commutator  under 
the  negative  brush  and  the  brush  is  burned,  and  copper  is  de- 
posited on  the  positive  brush  and  the  commutator  is  burned. 
The  burning  is  dependent  on  the  energy  consumed  at  the  par- 
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ticular  point  on  the  brush  contact  and  this  id  proportional  to  the 
product  of  the  current  density  at  the  point  and  the  voltage  drop 
at  the  contact. 

Severe  burning  of  the  commutator  results  in  high  mica  which 
spoils  the  contact  between  the  brush  and  the  commutator  and 
increases  the  liabiUty  to  spark.  To  pre- 
vent the  commutator  burning  in  grooves 
the  brushes  should  be  staggered  in  sets  as 
shown  in  Fig.  223. 

Even  a  very  slight  deposit  of  copper  on 
the  brush  face  reduces  the  brush-contact 
resistance  very  materially.  On  the  other 
hand,  the  darkening  or  poUsh  on  the  commu- 
tator surface  increases  the  contact  resistance. 

198.  Poor  Commutation  Resulting  from  Too  Many  Coil 
Sides  per  Slot. — When  a  number  of  coil  sides  are  placed  in  one 
slot,  they  are  not  all  short-circuited  at  once  and  therefore  they 
wUI  be  commutated  in  fields  of  different  strengths  and  the  com- 
mutajbing  e.m.fs.  will  be  different  since  the  intensity  of  the  field 
varies  very  rapidly  as  the  pole  tip  is  approached.  The  first 
coil  to  be  commutated  will  be  in  the  weakest  field  and  may  not 
have  its  current  completely  reversed,  while  the  last  may  be  over- 
commutated.  If  there  are  six  coil  sides  per  slot  every  third 
commutator  bar  is  liable  to  be  burned  due  to  improper 
commutation. 

It  is  therefore  not  advisable  to  reduce  the  number  of  slots 
too  far.  Small  machines  should  have  at  least  12  slots  per  pole 
and  large  machines  at  least  14  slots  per  pole. 

199.  Interpoles. — Interpoles  are  smaU  poles  placed  midway 
between  the  main  poles  of  either  motors  or  generators.  They  are 
magnetized  by  a  winding  connected  in  series  with  the  armature 
and  carrying  the  load  current.  Fig.  224  shows  an  interpole 
motor  or  generator.  The  brushes  are  fixed  on  the  no-load 
neutral  points.  The  interpoles  have  the  same  effect  as  moving 
the  brushes  since  they  move  the  poles  magnetically. 

The  m.m.f.  of  the  interpole  winding  must  oppose  the  m.m.f. 
of  the  armature  and  must  be  strong  enough  to  overbalance  it 
and  produce  a  field  under  the  interpole  of  the  proper  intensity  to 
reverse  the  current  in  the  short-circuited  coil.  Since  the  inter- 
pole winding  is  in  series  with  the  armature  the  commutating  field 
increases  with  load  and  satisfactory  commutation  up  to  and 


238 


ELECTRICAL  ENGINEERING 


beyond  the  overload  limits  of  output  set  by  armature  heating 
can  be  obtained. 

The  interpole  provides  a  much  more  definite  means  of  con- 
trolling the  commutating  e.m.f.  than  is  the  case  where  reliance 
is  placed  on  shifting  the  brushes.  As  the  output^  the  speed  or  the 
voltage  of  direct-cuncnt  machines  is  increased  the  reactance 
voltage  is  increased  and  a  limit  is  reached  beyond  which  satis- 
factory commutation  can  no  longer  be  obtained  economically  by 
shifting  the  brushes  and  interpoles  must  be  suppU^.  They  are 
required  for  all  large  reversible  motors,  where  the  brushes  must 
be  fixed  on  the  no-load  neutral  and  where  therefore  no  commutat- 
ing e.m.f.  can  be  obtained  without  them.    They  are  also  required 


Fig.  224. — Interpole  generator  or  motor. 

for  adjustable-speed  shunt  motors  where  a  large  speed  range  is 
to  be  obtained  by  field  control.  With  interpoles  a  speed  range  of 
3  to  1  or  even  4  or  5  to  1  is  possible. 

Interpoles  are  not  so  necessary  on  generators  as  on  motors  but 
they  are  useful  where  very  wide  variations  of  load»  are  met  with 
and  especially  if  the  variations  are  rapid.  The  interpole  m.m.f  • 
follows  exactly  the  fluctuations  of  the  armature  m.m.f.  but  if  the 
changes  of  load  are  very  rapid,  it  is  difficult  for  the  interpole  flux 
to  build  up  rapidly  enough  to  give  perfect  commutation,  since 
this  flux  has  to  pass  through  the  solid  yoke  and  eddy  ciurents 
are  induced  which  tend  to  retard  it. 

If  the  interpole  is  provided  with  a  shimt,  it  is  necessary  to 
have  the  resistance  of  the  shimt  so  adjusted  that  the  interpole 
winding  will  receive  its  proper  proportion  of  the  current,  but  in 
addition  the  shunt  must  be  designed  with  an  inductance  propor- 
tional to  the  inductance  of  the  interpole  winding  to  insure  the 
proper  division  of  the  current  when  the  load  is  fluctuating 
rapidly. 
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Interpoles  must  be  designed  with  very  low  flux  densities  at 
normal  load,  so  that,  under  heavy  overloads,  they  will  not  be- 
come saturated  and  will  be  able  to  carry  the  flux  required  to 
produce  the  increased  commutating  e.m.f.  Interpoles  should 
be  provided  on  all  machines  where  the  reactance  voltage  is  over 
3.5  or  4  volts  and  with  them  satisfactory  commutation  can  be 
obtained  with  reactance  voltages  up  to  15  volts.  The  interpole 
shunt  must,  however,  be  very  carefully  adjusted  or  the  difference 
between  the  commutating  voltage  and  the  reactance  voltage 
may  be  so  large  that  serious  circulating  currents  will  be 
produced. 

When  interpoles  are  provided  the  ratio  of  the  field  ampere- 
turns  per  pole  for  the  gap  and  teeth  to  the  armature  ampere- 
turns  per  pole  may  be  as  low  as  0.8  and  it  is  no  longer  necessary 
to  limit  the  armature  strength  to  such  a  low  value  as  that  given 
for  non-interpole  machines  on  page  261. 

The  interpole  m.m.f.  wipes  out  the  armature  flux  in  the  com- 
mutating zone  but  does  not  prevent  the  distortion  of  the  flux 
under  the  poles  (Fig.  224).  This  distortion  is  more  serious  be^ 
cause  of  the  increased  armature  strength  and  is  liable  to  produce 
flashing  due  to  the  generation  of  excessive  voltages  between 
adjacent  commutator  bars  (see  Art.  200). 

200.  Flashing. — When  an  arc  passes  over  the  surface  of  the 
commutator  from  a  positive  to  a  negative  brush,  the  machine  is 
said  to  ''flashover."  A  severe  flash  is  eqmvalent  to  a  dead 
short-circuit  and  may  have  serious  effects. 

Flashing  is  usually  due  to  a  combination  of  a  high  voltage 
between  adjacent  commutator  bars  with  a  partial  short-circuit 
between  bars  due  to  the  collection  of  carbon  or  graphite  dust  on 
the  mica  insulation. 

The  causes  of  flashing  are  distinct  from  the  causes  producing 
sparking  at  the  brushes  but  a  flash  may  sometimes  be  started 
by  a  spark  originating  under  the  brush  due  to  poor  commutation. 

Fig.  225  shows  the  flux  distribution  in  the  air  gap  at  no  load 
and  at  full  load.  At  no  load  the  flux  density  imder  the  pole 
face  is  uniform  and  the  voltage  generated  between  bars  is  com- 
paratively low;  imder  load  the  armature  m.m.f.  causes  the  flux 
density  to  increase  at  one  pole  tip  ii  and  to  decrease  at  the  other 
tip  i.  The  voltage  between  bars  at  t\  will  be  very  much  increased 
and,  if  the  commutator  is  dirty,  it  may  cause  a  flash  locally  be- 
tween bars  and  this  flash  may  be  carried  around  in  the  direction 
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of  rotation  and  result  in  a  complete  short-circuit  between  brushes 
either  momentary  or  permanent  depending  on  conditions. 

When  the  load  comes  on  a  motor  very  suddenly  the  armature 
m.m.f.  causes  a  part  of  the  flux  to  swing  quickly  across  from 
t  to  ti  and,  as  this  movement  is  opposite  to  the  direction  of  rota- 
tion, the  flux  is  cut  more  rapidly  than  under  ordinary  conditions 
and  the  tendency  to  flash  is  increased.  In  the  case  of  a  generator 
the  swing  of  flux  is  in  the  direction  of  rotation  and  the  voltages 
are  not  so  high. 

If  the  load  is  suddenly  removed  from  a  generator  the  swing  of 
flux  is  opposite  to  the  direction  of  rotation  and  the  voltage  be- 
tween bars  may  be  very  high. 


Fall  Load  Field  Form 
2To>Load  Field  Form 


Fia.  225. 

When  the  magnetic  circuit  is  highly  saturated  and  the  machine 
has  what  is  called  a  stiff  field,  the  flux  peak  at  h  is  not  so  high  and 
there  is  less  danger  of  flashing. 

A  motor  operating  at  high  speed  due  to  field  weakening  is 
peculiarly  liable- to  flash;  the  reduced  saturation  allows  the  arma- 
ture m.m.f.  to  produce  a  high  flux  peak  while  the  increased  speed 
counterbalances  the  decreased  main  flux;  and  at  the  same  time 
commutating  conditions  are  bad. 

Interpole  machines  are  more  likely  to  flash  than  those  without 
interpoles  because  of  their  increased  armature  strength.  In 
non-interpole  machines  the  field  m.m.f.  per  pole  is  from  30  to 
40  per  cent,  greater  than  the  armature  m.m.f.  per  pole  while  in 
interpole  machines  the  field  m.m.f.  per  pole  is  approximately 
equal  to  the  armature  m.m.f .  and  may  even  be  less.  Commuta- 
tion is  taken  care  of  by  the  interpole  flux  but  the  armature  m.m.f. 
which  is  all  cross-magnetizing,  since  the  brushes  are  on  the  no- 
load  neutral,  produces  a  large  distortion  of  the  flux  imder  the 
poles  due  to  the  relatively  great  armature  strength. 
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If  load  is  suddenly  applied  to  an  interpole  motor  the  flux  swings 
rapidly  across  the  pole  and  piles  up  at  ii  and  induces  a  high  volt- 
age between  bars;  at  the  same  time  sparking  at  the  brushes  may 
occur  due  to  the  fact  that  the  interpole  commutating  flux  cannot 
build  up  as  fast  as  the  armature  current  since  the  interpole  field 
winding  has  a  large  inductance  and  the  solid  yoke  opposes  the 
required  change  of  flux  by  the  production  of  eddy  currents.  A 
flash  may  therefore  result.  Further,  if  the  interpole  shunt  is  not 
properly  designed  it  may  happen  that  the  rapidly  changing  cur- 
rent will  follow  the  path  of  low  inductance  through  the  shunt 
rather  than  the  proper  path  through  the  winding.  Interpoles 
should  be  designed  with  inductive  shimts  to  take  care  of  such 
currents. 

In  the  case  of  an  interpole  generator  flashing  is  more  severe 
when  load  is  removed  suddenly  as  the  swing  of  flux  is  then  in  the 
direction  to  produce  the  greatest  voltage  between  bars;  at  the 
same  time  the  interpole  commutating  field  cannot  disappear 
immediately  and  sparking  occurs  at  the  brushes  due  to  over- 
commutation  of  the  current. 
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Fio.  226. — Compensating  winding. 


Where  extreme  variations  of  load  are  liable  to  occur  with  great 
rapidity  it  is  advisable  to  supply  the  machines  with  compensating 
windings  placed  in  slots  in  the  pole  faces,  Fig.  226,  to  counteract 
the  armature  m.m.f.  over  the  whole  armature  surface  and  so 
prevent  any  distortion  of  the  flux. 

The  maximum  value  of  volts  per  bar  under  normal  operating 
conditions  should  not  exceed  30  volts  for  moderate  capacities 
or  28  volts  for  large  capacities.  The  average  volts  per  bar  will 
be  about  half  of  the  maximum  value  and  should  not  exceed  about 
15  volts.  For  small  machines  operating  under  steady  load  higher 
values  may  be  used  but  the  smaller  values  are  preferable  if  they 
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can  be  obtained  without  too  great  a  sacrifice,  especially  when  the 
machine  may  experience  sudden  changes  of  load. 

201.  Compensating  Windings. — In  cases  where  the  average 
voltage  between  bars  is  already  so  high  that  it  is  necessary  to 
limit  the  field  distortion  to  prevent  flashing,  compezisating  wind- 
ings should  be  provided.  They  are  windings  placed  in  slots  in 
the  pole  faces,  which  exert  a  m.m.f .  equal  and  opposite  to  the 
armature  m.m.f.  and  so  prevent  any  distortion  of  the  field.  The^ 
compensating  winding  carries  the  load  current  and  may  there- 
fore be  designed  with  a  smaller  number  of  turns  than  the  arma- 
ture. Interpoles  are  required  in  addition  to  provide  the  com- 
mutating  e.m.f.;  but  since  the  armature  m.m.f.  is  already  neutral- 
ized by  the  compensating  winding,  the  m.m.f.  of  the  interpole 
winding  is  only  that  required  to  produce  the  flux  necessary  for 
commutation,  through  the  magnetic  circuit  of  the  interpole. 
Fig.  226  shows  a  machine  provided  with  interpoles  and  a  com- 
pensating winding. 

Generators  with  compensating  windings  require  only. Weak 
series  fields  to  maintain  constant  terminal  voltage  since  the 
armature  reaction  is  neutralized.  The  resistance  drop  is  in- 
creased to  a  slight  extent. 

202.  Parallel  Operation. — In  power  houses  in  which  the  load 
varies  at  different  hours  of  the  day  a  number  of  generators  are 

usually  installed.  When  the 
load  is  light  one  generator  is 
operated  and  supplies  the 
demand  and  when  the  load 
increases  a  second  machine  is 
started  up  and  connected  in 
parallel  with  the  first  and  its 
excitation  is  adjusted  imtil  it 
takes  its  proper  share  of  the 
load.  Fig.  227  shows  two 
shunt  generators  (1)  supplying 
power  and  (2)  ready  to  be  connected  in  parallel  with  it.  Before 
closing  the  switches  Si  and  S2  which  connect  the  second  machine 
to  the  load  it  is  necessary  that  its  polarity  be  correct  and  that  its 
terminal  voltage  be  the  same  or  a  little  higher  than  that  of  (1). 
If  the  field  rheostat  of  (2)  is  so  adjusted  that  the  voltage  of  (2) 
is  the  same  as  the  voltage  of  (1)  and  switch  Si  is  closed,  then,  if 
there  is  no  voltage  across  S2,  it  may  be  closed.    But  if  the  voltage 
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Rcross  St  is  found  to  be  about  double  the  terminal  voltage,  the 
polarity  of  (2)  must  be  reversed  before  closing  switch  St.  After 
closing  iSi  the  field  rheostat  of  (2)  must  be  adjusted  until  (2)  takes 
its  proper  share  of  the  load. 

If  the  voltage  of  {2)  is  the  same  as  the  voltage  of  (1)  when 
t^e  switch  is  closed,  (2)  will  not  take  any  load  but  will  run  idle. 
If  the  voltage  of  (2)  is  less  than  the  voltage  of  (1),  machine  (2) 
will  run  as  a  motor  driving  its  prime  mover  and  will  draw  power 
from  (1).  If,  however,  the  terminal  voltage  of  (2)  is  higher  than 
that  of  (1),  machine  (2)  will  supply  part  of  the  load  and  will 
relieve  (1)  until  the  voltages  of  the  two  become  the  same.  Fig. 
228  represents  the  voltage  characteristics  of  the  two  machines 
plotted  on  the  same  base.  If  the  terminal  voltage  is  E,  (I)  sup- 
plies a  current  7i  and  (2)  a  current  It  and  the  total    current 
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supplied  by  the  station  is  I  =  Ii  +  It.  The  machine  with  the 
flatter  characteristic  will  supply  the  greater  amount  of  power. 
If  the  two  mactunes  are  rated  at  the  same  current  output,  (2) 
can  be  made  to  take  its  share  of  the  load  by  cutting  out  resist- 
ance from  its  field  rheostat  and  so  raising  its  voltage  character^ 
istic  and  inserting  resistance  in  the  field  circuit  of  (1)  and  lowering 
its  characteristic  as  shown  in  Fig.  229. 

Shunt  generators  will  operate  in  parallel  and  divide  up  the 
load  in  proportion  to  their  capacities  if  their  voltage  character- 
istics are  similar,  that  is,  if  their  terminal  voltage  falls  from  no 
load  to  full  load  by  the  same  amount  and  in  the  same  manner. 
If  the  characteristics  are  different  a  proper  division  of  load  can  be 
obtained  by  regulating  the  field  rheostats. 

203.  Parallel  Operation  of  Compound  Generators.— Fig.  230 
shows  two  compound-wound  generators  connected  in  parallel  and 
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supplying  power  to  a  load  circuit.  Their  voltage  characteristics 
are  shown  in  Fig.  231.  Assume  that  the  prime  mover  of  (1)  ninn 
for  an  instant  at  a  slightly  increased  speed;  the  voltage  of  (1) 
rises  and  it  takes  more  than  its  share  of  the  load;  the  voltage  of 
(2)  falls  because  its  load  is  decreased  and  its  series  excitation  is 
decreased.  Machine  (1)  therefore  takes  more  of  the  total  load 
and  its  voltage  rises  higher  until  it  supplies  all  the  load  and  in 
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addition  drives  (2)  as  a  motor.  Since  the  current  in  (2)  is  re- 
versed the  m.m.f .  of  its  series  winding  is  also  reversed  and  it  runs 
as  a  differential  motor  driving  its  prime  mover  at  a  high  speed 
imtil  the  load  on  (1)  becomes  so  great  that  the  protective  appa- 
ratus opens  the  circuit  and  shuts  down  the  system. 

To  get  over  this  diflBlculty  the  equaUzer  connection  6e,  Fig.  232, 
is  used.  It  is  a  conductor  of  low  resistance  connecting  the  series 
windings  of  the  two  machines  in  multiple.     Now  if  the  prime  mover 

of  (1)  runs  above  normal  speed 
the  voltage  of  (1)  rises  and  it 
takes  an  increased  load.  The 
increase  of  current  does  not 
all  go  through  the  series  wind- 
ing of  (1)  but  divides  between 
the  windings  of  (1)  and  (2)  in 
inverse  proportion  to  thieir  re- 
sistances and  so  prevents  any 
decrease  of  the  voltage  of  (2). 
Thus  with  an  equalizer  con- 
nection (2)  will  still  hold  its 
load.  The  resistances  of  the  series  windings  must  be  adjusted  so 
that  the  load  current  wiU  divide  between  them  in  such  propor- 
tion that  each  machine  will  supply  its  proper  share  of  the  load. 
Before  connecting  machine  (2)  in  parallel  with  (1)  which  is 
delivering  power,  first  close  switches  &^  and  S3,  Fig.  232,  and 
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FiQ.  232. — Parallel  operation  of  com- 
pound generators. 
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adjust  the  shunt  field  of  (2)  until  its  terminal  voltage  is  the  same 
as  that  of  (1).  The  excitation  of  (2)  is  now  provided  partly  by 
its  shunt  field  and  partly  by  its  series  field  carrying  part  of  the 
load  current.  After  checking  the  polarity  to  see  that  it  is  correct 
close  switch  £>i  and  adjust  the  shunt  field  of  (2)  imtil  the  machines 
divide  the  load  in  proportion  to  their  capacities. 

From  the  above  discussion  it  is  seen  that  two  compound- 
woimd  generators  connected  in  parallel  form  an  unstable  system 
unless  an  equalizer  connection  is  placed  between  their  series 
windings. 

204.  Storage  Batteries. — ^A  storage  battery  is  an  apparatus 
in  which  electrical  energy  can  be  stored  to  be  used  at  some  later 
time. 

Batteries  are  made  up  of  a  number  of  cells  connected  in  series 
multiple  according  to  the  voltage  and  current  required. 

Each  cell  is  composed  of  two  plates  or  electrodes  of  suitable 
materials  immersed  in  an  electrolyte.  The  most  commonly  used 
storage  battery  has  a  positive  plate  of  lead  peroxide  Pb02  and  a 
negative  plate  of  sponge  lead  Pb  immersed  in  dilute  sulphuric  acid 

H,S04. 

When  the  battery  is  discharging  the  electrolyte  combines  with 
the  active  materials  of  the  electrodes  and  when  it  is  being  charged 
the  electrodes  are  reduced  to  their  original  condition  and  the 
materials  taken  from  the  electrolyte  are  returned  to  it. 

The  main  chemical  changes  taking  place  are  represented  by  the 
following  formula: 

charge 


PbOa  +  Pb  +  2H2SO4  =  2PbS04  +  2H2O.  (269) 
> 

discharge 

Capacity. — The  unit  of  capacity  of  a  storage  ceU  is  the  ampere- 
hour  and  it  is  generally  based  on  the  8-hr.  discharge  rate.  An 
800-amp.-hr.  battery  will  give  a  continuous  discharge  of  100 
amp.  for  8  hr.  If,  however,  the  rate  of  discharge  is  increased  the 
ampere-hour  capacity  of  the  battery  decreases.  At  a  6-hr.  dis- 
charge rate  the  capacity  is  only  about  95  per  cent.,  at  a  4-hr. 
discharge  rate  it  is  about  80  per  cent,  and  at  a  1-hr.  rate  it  is  only 
50  per  cent,  of  its  8-hr.  rating.  Thus  the  battery  mentioned  above 
would  give  a  continuous  discharge  of  400  amp.  for  only  1  hr. 
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The  capacity  of  a  cell  is  proportional  to  the  area  of  the  plates 
exposed  to  the  electrolyte  and  for  an  8-hr.  discharge  rate  a 
current  density  of  from  40  to  60  amp.  per  square  foot  of  positive 
ptate  is  common  practice. 

Voltage. — The  voltage  of  a  cell  depends  on  the  character  of  the 
electrodes,  the  density  of  the  electrolyte  and  the  condition  of  the 
cell  but  is  independent  of  the  size.  The  variation  of  the  terminal 
voltfige  of  a  cell  during  chai^  and  discharge  is  shown  by  the 
curves  in  Fig.  233.  On  charge  the  voltage  begins  about  2  volts 
and  rises  to  2.5  volts  or  a.  little  above.  When  the  chai^ng  cir- 
cuit is  opened  the  voltage  falls  to  2.1  volts  and  during  dischaige 
falls  off  gradually  to  about  1.9  volts.  Beyond  this  point  the  fall 
of  voltage  is  very  rapid  and  discharge  should  not  be  continued 
after  the  voltage  has  fallen  to  1.7  volts. 


The  required  battery  voltage  is  obtained  by  connecting  a  num- 
ber of  cells  in  series  and  the  required  current  is  obtained  by  con- 
necting a  number  of  plates  or  cells  in  multiple. 

206.  Applications. — Batteries  are  Installed  in  direct-current 
power  stations  to  store  energy  during  periods  of  l^ht  load  and  to 
deliver  energy  in  parallel  with  the  generators  during  periods  of 
heavy  load.  When  the  load  is  light  the  generators  charge  the 
battery  and  when  the  load  is  heavy  the  charge  is  given  up  and  so 
the  load  on  the  generators  is  maintained  nearly  constant  and  they 
can  be  operated  at  maximum  efficiency.  The  result  is  that  the 
voltage  regulation  of  the  system  is  improved. 

Batteries  are  also  installed  in  electric-railway  substations  to 
prevent  large  variations  of  the  load  on  the  feeders  supplying 
them  and  so  regulate  the  substation  voltage. 

A  third  very  important  application  of  storage  batteries  is  in  la- 
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temating-current  power  stations  where  they  provide  an  auxiliary 
supply  of  direct  current  in  case  of  a  breakdown  of  the  exciters  and 
may  thus  prevent  a  shutdown  of  the  whole  system. 

Fig.  234  shows  a  battery  connected  across  the  terminals  of  a 
shunt  generator.  At  normal  load  the  battery  voltage  and  the 
generator  voltage  are  equal  and  the  battery  floats  on  the  line 
neither  giving  nor  receiving  power.  If,  however,  the  load  in- 
creases the  generator  voltage  falls  and  the  battery  discharges  and 
supplies  part  of  the  extra  load  and  so  relieves  the  generator  and 
prevents  any  large  drop  in  its  terminal  voltage.  The  battery  in 
this  way  takes  care  both  of  sudden  overloads  and  continuous 
overloads.  During  periods  of  light  load  the  generator  voltage 
rises  above  the  battery  voltage  and  the  battery  charges. 

206.  Boosters. — ^Boosters  are  direct-current  generators  con- 
nected in  series  with  the  line  to  raise  or  lower  the  voltage.  They 
are  low-voltage  machines  of  large  current  capacity  and  are 
usually  driven  at  constant  speed  by  shunt  motors. 


Booster 
Fxo.  235. — Shunt  booster. 


Fia.  236. — Compound  booster. 


Boosters  are  used  to  compensate  for  line  drop  in  distributing 
systems  by  adding  an  equal  voltage  to  the  circuit  and  they  are 
also  used  very  extensively  to  regulate  the  charge  and  discharge 
of  storage  batteries  in  ptirallel  with  the  generators  in  constant- 
voltage  systems.  They  may  be  either  shunt,  series,  or  compound- 
wound. 

The  shunt  booster.  Fig.  235,  is  an  ordinary  generator  with  its 
field  connected  across  the  station  busbars  and  its  armature  in 
series  with  the  generator  armature.  Its  function  is  to  raise  the 
voltage  impressed  on  the  battery  in  order  to  send  current  into 
it  to  charge  it.  The  booster  voltage  is  controlled  by  a  field 
rheostat. 

Compound  .boosters  are  automatic  in  their  action  and  are 
divided  into  two  classes,  non-reversible  and  reversible,  depending 
on  the  relative  strengths  of  their  shunt  and  series  windings. 
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Fig.  236  shows  a  non-reversible  automatic  booster.  The 
shunt  field  /  is  connected  across  the  station  busbars;  the  series 
field  s  carries  the  load  current  of  the  generator  and  it  opposes  the 
shunt  field  but  has  at  all  times  a  smaller  m.m.f.  and  thus  the 
booster  voltage  is  always  in  the  direction  of  the  generator 
voltage. 

When  the  load  current  increases,  the  increase  of  current 
through  the  series  field  decreases  the  booster  voltage  and  allows 
the  battery  to  discharge;  when  the  load  decreases,  the  booster 
voltage  rises  and  causes  the  battery  to  charge.  The  current 
from  the  generator  remains  practically  constant  regardless  of  the 
fluctuations  of  the  load  on  the  system. 

The  reversible  booster  is  similar  in  construction  to  the  non- 
reversible booster  but  has  a  stronger  series  field.  At  normal  load 
the  shunt  and  series  fields  are  of  equal  strength  and  the  booster 
voltage  is  zero.  The  battery  then  floats  on  the  line  and  neither 
charges  nor  discharges.  An  increase  of  load  above  normal 
increases  the  strength  of  s  and  overpowers  /  and  so  discharges 
the  battery.  When  the  load  decreases  s  becomes  weaker  than 
/  and  the  booster  causes  the  battery  to  charge. 
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Fia.  237. — Series  booster. 
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FiQ.  238. — Negative  booster. 


Thus  by  installing  an  automatic  booster  the  battery  is  made 
more  sensitive  to  variations  of  load  and  a  better  regulation  of  the 
generator  load  and  voltage  is  obtained. 

If  the  load  is  a  combined  lighting  and  power  load  the  lighting 
circuit  can  be  supplied  at  constant  voltage  from  the  generator 
terminals  and  the  power  circuit  connected  outside  the  battery. 
Sudden  variations  of  load  will  be  cared  for  by  the  battery  and  the 
voltage  on  the  lighting  circuit  will  not  be  affected. 

Series  boosters  are  used  in  electric-railway  engineering  and  in 
general  power  distribution  to  raise  the  voltage  on  certain  sections 
of  the  line  as  in  the  case  of  a  long  feeder  supplying  power  to  an 
outlying  section,  as  shown  in  Fig.  237.    The  booster  field  is 
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oonnected  in  series  with  the  line  and  its  voltage  increases  with 
the  load  and  so  neutralizes  the  line  drop. 

In  cases  where  insulated  negative  feeders  are  connected  to  the 
track  return  at  various  points  to  carry  the  current  back  to  the 
substations  and  so  reduce  the  danger  of  electrolysis,  a  booster 
connected  in  series  with  the  negative  feeder  can  be  made  to 
reduce  its  effective  resistance  to  a  very  low  value  and  so  increase 
its  capacity.  The  use  of  such  negative  boosters,  Fig.  238,  is 
very  common  and  results  in  a  large  saving  in  conductor  material 
in  the  return  feeders. 

207.  Balancers. — A  direct-current  compensator  or  balancer 
comprises  two  or  more  similar  direct-current  machines  directly 
coupled  to  each  other  and  connected  in  series  across  the  outer 
conductors  of  a  multiple-wire  system  of  distribution  for  the  pur- 
pose of  maintaining  the  potentials  of  the  intermediate  wires. 
They  may  be  either  shunt-wound  or  compound-wound. 


Pig.  239. — Balancers. 


ic) 


The  generator  G,  in  Fig.  239(a),  develops  a  voltage  of  230 
volts  between  the  outer  wires  and  the  function  of  the  balancer 
set  B1B2  is  to  maintain  the  potential  of  the  neutral  wire  midway 
between  the  outers.  When  the  loads  on  the  two  sides  are  bal- 
anced, no  current  flows  in  the  neutral  wire  and  the  two  machines 
run  light  as  motors;  when  the  load  on  one  side  is  heavier  than  on 
the  other,  as  shown,  the  voltage  across  Bi  is  lower  than  that 
across  £2  and  the  neutral  point  is  shifted;  the  machine  B2  runs 
as  a  motor  driving  £1  as  a  generator  and  partially  restores  the 
balance. 

The  coimection  shown  in  Fig.  239(6)  gives  better  results. 
The  field  of  the  motor  B2  is  excited  from  the  heavily  loaded  side 
and  it  therefore  tends  to  run  at  an  increased  speed,  while  the  field 
of  Bi  is  excited  from  the  lightly  loaded  side  and  its  voltage  there- 
fore rises  due  to  increase  in  speed  and  increase  in  excitation. 
The  balance  cannot,  however,  be  perfect  since  a  sUght  inequality 
of  voltages  is  necessary  to  make  the  balancer  act. 
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Where  p^fect  balance  is  required  the  machines  Bi  and  Bt 
must  be  compound-wound  and  connected  as  shown  in  Fig.  239(c). 
The  current  in  the  neutral  wire  flows  through  the  series  windings 
of  the  two  machines,  strengthening  the  field  of  Bi  and  raising  the 
voltage  and  reducing  the  field  of  £2  and  increasing  the  speed  of 
the  set.  The  automatic  balancing  action  in  this  case  depends 
on  an  unbalance  of  ciu"rent  in  the  two  outers  and  not  on  an 
unbalance  of  voltage  between  the  outers  and  neutral  as  in  (a) 
and  (b). 

208.  Rosenberg  Generator  for  Train  Lighting. — ^For  train 
lighting  it  is  necessary  to  have  a  generator  which  will  give 
approximately  constant  current  or  voltage  independent  of  the 
speed.  The  Rosenberg  generator  shown  diagrammatically  in 
Fig.  240  gives  a  constant  current  at  all  speeds  above  a  certain 
minimum. 

AA  is  a  battery  which  suppUes  the  lighting  system  when  the 
train  is  at  rest  or  running  at  slow  speeds.    The  field  winding  ff 

is  excited  by  the  battery  and 
its  m.m.f.  Mf  remains  con- 
stant. The  main  brushes 
which  supply  the  load  are 
placed  under  the  centers  of 
the  poles  and  are  connected 
to  the  battery  terminals  and 
to  the  load,  brush  B2  directly 
and  brush  Bi  through  the 
aluminum  cell  C,  which  has 
the  property  of  allowing  cur- 
rent to  flow  from  the  genera- 
tor to  the  battery  or  load  but 
offers  a  high  resistance  to  the 
flow  of  current  in  the  opposite 
direction.  The  auxiliary  brushes  65  are  placed  on  the  conmiuta- 
tor  at  right  angles  to  the  main  brushes  and  are  short-circuited. 
As  the  armature  rotates  its  conductors  cut  the  flux  produced 
by  the  field  m.m.f.  Mf  and  a  voltage  is  generated  between  the 
brushes  bb  but  none  between  the  main  brushes  BiB^.  A  short- 
circuit  current  flows  through  the  armature  winding  and  the 
brushes  bb  and  exerts  a  m.m.f.  Mb  at  right  angles  to  the  field 
m.m.f.  This  m.m.f.  produces  a  comparatively  large  flux. 
^  through  the  armature  and  pole  faces.    This  cross-flux  is 


Fio.  240. — Rosenberg  train-lighting 
generator. 
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cut  by  the  armature  conductors  and  a  voltage  is  generated  be- 
tween the  brushes  BiBt  and  a  current  /  flows  to  the  load.  Cur- 
rent /  flowmg  in  the  armature  conductors  exerts  a  m.m.f.  Mb 
opposing  the  field  m.m.f .  M/  and  reducing  it  to  a  comparatively 
small  value. 

Above  a  certain  speed,  which  depends  on  the  field  excitation, 
the  current  remains  approximately  constant  independent  of  the 
speed. 

The  load  current  is  limited  by  the  fact  that  the  m.m.f.  Mb 
must  always  be  less  than  M/  in  order  that  the  m.m.f .  Mb  and  the 
cross-flux  <ln>  may  exist. 

If  the  direction  of  rotation  changes,  the  direction  of  the  e.m.f. 
between  bb  changes,  the  directions  of  Mb  and  ^  change  and 
therefore  the  direction  of  the  voltage  from  B^  to  Bi  remains  as 
before. 

Notches  are  cut  in  the  pole  faces  above  the  brushes  to  prevent 
large  voltages  being  generated  in  the  coils  which  are  being 
commutated. 

The  current  output  may  be  varied  by  varying  the  excitation. 


»imwia«^, 
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(a)  Bodlal  Type  (b)    Axial  Type 

Fig.  241. — Homopolar  generators. 


209.  Homopolar  Generators. — Homopolar  or  acyclic  genera- 
tors are  designed  with  the  armature  conductors  revolving  in  a 
unidirectional  field  and  thus  the  e.m.fs.  generated  in  them  do  not 
alternate  during  the  revolution.  Two  types  have  been  de- 
veloped, the  radial  and  the  axial,  so-called  from  the  direction  of 
flow  of  the  armature  currents. 

In  the  radial  type.  Fig.  241(a),  the  armature  consists  of  one 
or  more  discs  rotating  in  the  magnetic  field  and  an  e.m.f.  is 
generated  between  the  center  and  the  edge  of  the  disc.  Current 
is  collected  by  brushes  rubbing  on  the  external  periphery  of  the 
discs. 
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The  e.m.fs.  generated  are  very  low  and  a  number  of  xliscs,  each 
supplied  with  brushes,  must  be  connected  in  series  making  a  very 
complex  and  expensive  construction. 

In  the  axial  type,  Fig.  241(6),  the  discs  are  replaced  by  one  or 
more  copper  cylinders  with  brushes  at  each  end.  The  direction 
of  the  armature  current  is  along  the  axis  of  the  machine.  Here 
again  the  e.m.f .  is  low  and  it  is  xiifficult  to  arrange  enough  cylin- 
ders in  series  to  give  the  required  e.m.f. 

Such  machines  can  be  used  where  very  large  currents  at  low 
voltage  are  required  as  in  electrol3rtic  processes. 

210.  Limits  of  Output  of  Electric  Machines.  —The  factors 
which  limit  the  output  of  electric  machines  are: 

1.  Regulation. 

2.  Efficiency. 

3.  Heating. 

4.  Commutation. 

1.  In  motors  the  regulation  is  a  speed  regulation.  With 
increase  of  load  the  sp>eed  falls  off  and  the  increased  torque  is 
obtained  at  a  decreased  speed.  In  constant-speed  work  the 
shunt  motor  is  used  but  if  it  is  overloaded  its  speed  falls  to  a 
value  too  low  for  satisfactory  operation. 

In  generators  the  regulation  is  a  voltage  regulation.  As  the 
load,  is  increased  the  voltage  falls  off  and  a  point  is  finally 
reached  where  the  voltage  is  so  low  that  the  power  supplied  is 
unsatisfactory. 

2.  The  efficiency  of  a  machine  increases  with  increasing  load 
to  the  point  where  the  variable  copper  losses  are  equal  to  the  con- 
stant losses.  Above  this  point  the  efficiency  decreases  due  to  the 
rapid  increase  of  the  variable  losses. 

With  properly  designed  machines  the  output  is  limited  by  either 
heating  or  commutation  beiore  the  regulation  or  efficiency  becomes 
too  poor. 

3.  All  the  losses  of  power  in  a  machine  are  converted  into  heat 
and  raise  the  temperature  of  the  various  parts  until  the  point  is 
reached  where  the  rate  at  which  heat  is  being  radiated  or  carried 
off  by  the  ventilating  apparatus  is  equal  to  the  rate  at  which  heat 
is  being  generated.  The  temp>erature  will  then  remain  constant. 
When  a  machine  is  overloaded  its  losses  increase  and  consequently 
its  temperature  rises  above  normal. 
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If  a  machine  operates  at  a  high  temperature  for  any 
length  of  time  permanent  injury  to  the  insulating  materials 
will  result. 

4.  Sparking  will  occur  in  a  machine  when  the  field  cut  by  the 
coil  which  is  being  conmiutated  is  not  strong  enough  to  reverse 
the  current  in  the  time  of  commutation.  Sparking  will  therefore 
occur  in  generators  or  motors  at  heavy  load  when  the  armature 
m.m.f.  is  so  great  that  it  wipes  out  the  field  under  the  pole  tip  or 
weakens  it  to  such  an  extent  that  it  cannot  produce  the  required 
commutating  e.m.f.  Motors  will  also  spark  at  high  speed  since 
the  time  of  commutation  is  reduced,  especially  when  the  high 
speed  is  produced  by  field  weakening. 

Take  for  example  a  shunt  motor  rated  at  normal  speed  as 
10  hp.,  1 10  volts,  80  amp.,  400  r.p.m.  and  suppose  the  temp)erature 
rise  to  be  50°C.  If  the  motor  is  operated  at  half  speed  of  200 
r.p.m.  by  reducing  the  impressed  voltage  to  half,  the  rating  may 
be  taken  as  5  hp.,  55  volts,  80  amp.,  but  the  temperature  rise 
will  be  greater  than  before  because  the  armature  copper  loss  is  the 
same,  the  field  copper  loss  is  the  same  and  the  iron  and  friction 
losses  are  less  due  to  the  low  speed,  but  the  ventilation  is  only 
about  half  as  good  as  before. 

When  operated  at  twice  full  speed,  produced  by  field  weaken- 
ing, the  rating  may  be  taken  as  10  hp.,  110  volts,  80  amp., 
but  the  temperature  rise  will  be  less  than  before,  because  the 
armature  copper  loss  is  the  same,  the  field  copper  loss  is  reduced 
to  about  one-quarter  of  its  normal  value  and  the  iron  and  friction 
losses  are  increased,  but  the  ventilation  is  very  much  improved. 
The  rated  output  of  the  machine  for  normal  temperature  rise 
might  be  increased  but  due  to  the  higher  speed  and  consequent 
reduced  time  of  commutation  sparking  would  occur. 

211.  Temperature  Limits  (Standardization  Rules  A.  I.  E.  E. 
1914). — The  capacity  of  a  machine  is  Umited  by  the  maximum 
temperature  at  which  the  materials  in  the  machine,  especially 
those  employed  for  insulation,  may  be  operated  for  long  periods 
without  deterioration.  When  the  safe  limits  are  exceeded, 
deterioration  is  rapid.  The  insulating  materials  become  per- 
manently damaged  by  excessive  temperature,  the  damage 
increasing  with  the  length  of  time  that  the  excessive  temperature 
is  maintained  and  with  the  amount  of  excess  temperature  until 
finally  the  insulation  breaks  down. 

The  actual  temperature  attained  in  the  different  parts  of  a 
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machine  and  not  the  rises  in  temperature  affect  the  life  of  the 
insulation  of  the  machine.  The  safe  operating  temperatures  of 
the  various  parts  of  a  machine  are  often  expressed  in  terms  of  the 
allowable  temperature  rise  above  the  temperature  of  the  sur- 
rounding air.  The  temperature  of  this  air  is  called  the  ambient 
temperature  and  40^.  is  taken  as  its  standard  value.  The 
allowable  temperature  rise  plus  40^C.  gives  the  maximum  allow- 
able temperature. 

A  machine  may  be  tested  at  any  convenient  ambient  tem- 
perature but  the  permissible  rises  of  temp>erature  must  not  exceed 
those  given  in  column  2  of  the  table  on  page  255. 

As  it  is  usually  impossible  to  determine  the  maximum  tem- 
perature attained  in  insulated  windings,  it  is  convenient  to  apply 
a  correction  to  the  measured  temperature  to  cover  the  errors  due 
to  the  fallibility  in  the  location  of  the  measuring  devices  as  well 
as  inherent  inaccuracies  in  measurement  and  method. 

The  two  most  usual  methods  of  measuring  temperature 
rises  are:  (1)  by  thermometer,  and  (2)  by  the  increase  of 
resistance. 

1.  Thermometers  are  appUed  to  the  hottest  accessible  parts 
of  the  machine.  In  this  case  the  hottest  spot  temperature  for 
windings  should  be  estimated  by  adding  15^C.  to  the  highest 
temperature  observed. 

2.  The  measurement  of  the  increase  of  temperature  by  increase 
of  resistance  is  only  applicable  to  windings  of  comparatively 
high  resistance.  The  resistance  is  measured  before  operation 
at  the  ambient  temp>erature  and  again  after  operation.  The 
rise  of  temp>erature  can  then  be  calculated  as  shown  in  Art.  84. 
A  hot-spot  correction  of  lO^C.  should  be  added. 

The  following  table  gives  the  limits  for  the  hottest  spot  tem- 
peratures of  insulations.  The  permissible  limits  are  indicated 
in  column  1  of  the  table.  The  limits  of  temperature  rise  per- 
mitted under  rated  load  conditions  are  given  in  coliunn  2  and  are 
found  by  subtracting  40°C.  from  the  figures  in  column  1.  What- 
ever be  the  ambient  temperature  at  the  time  of  the  test,  the  rise 
of  temperature  observed  must  never  exceed  the  limits  in  column 
2  and  the  highest  temperature  must  never  exceed  the  limits  given 
in  column  1. 

Table  of  hottest  spot  temperatures  and  corresponding  per- 
missible temperature  rises. 
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255 


CIM8 


Deneription  of  insuUtioD 


Column  1, 

hichest 
permiaaible 
tempwature 
for  the  hot 

■pot, 
aegrees  C. 


Column  2, 

hichest 
pwmiBsible 
temperature 
rise  for  the 
hottest  epot 
above  4(rC. 


1 

Cotton,  Rilk,  paper  and  other  fibrous  materials 
not  so  treated  as  to  increase  the  thermal 

limit 

gs 

55 

At 

Similar  to  Ai  but  treated  or  impregnated  or 

permanently  immersed  in  oil  and  including 

enameled  wire-  - 

105 

65 

B 

Mica,  asbestos  or  other  material  capable  of  re- 

sisting high  temperatures  in  which  any  class 

A  material  or  binder,  if  used,  is  for  structural 

purposes  only  and  may  be  destroyed  without 

impairing    the    insulating    or    mechanical 

Qualities 

125 

85 

C 

Fireproof  and  refractory  materials  as  mica, 

Dorcelain.  etc 

No  limit  i 

s  specified 

212.  Temperature  of  Commutators. — The  observable  tempera^ 
ture  shall  in  no  case  be  permitted  to  exceed  the  values  given  in 
the  table  above  for  the  insulation  employed,  either  in  the  com- 
mutator or  in  any  insulation  whose  temperature  would  be  affected 
by  the  heat  of  the  conunutator.  For  commutators  so  constructed 
that  no  difficulties  from  expansion  can  occur,  the  following  tem- 
perature limits  have  been  suggested. 


Current  per  brush  arm 
200  amp.  or  leas 
200  to  900  amp. 

900  amp.  and  over 


Maximum  permiaaible  temperature 

130*C. 

ISO'^G.  less  5"*  for  each  100  amp.  in- 
crease above  200 
95*0. 


213.  Temperature  of  Cores. — ^The  temperature  of  those  parts 
of  the  iron  core  in  contact  with  insulating  materials  must  not 
exceed  the  limits  of  temperature  and  temperature  rise  permitted 
for  those  materials. 

214.  Temperature  of  Other  Parts. — Other  parts  (such  as 
brush  holders,  brushes,  bearings,  pole  tips,  cores,  etc.),  whose 
temperature  does  not  affect  the  temperature  of  the  insulating 
material,  may  be  operated  at  such  temperatures  as  shall  not  be 
injurious  in  any  respect.    But  no  part  of  continuous  duty  machin- 
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ery  subject  to  handling  in  operation,  such  as  brush  rigging,  shall 
have  a  temperature  in  excess  of  100°C. 

216.  Ventilation. — ^The  increase  in  output  per  pound  of  active 
material  in  modern  machines  has  been  largely  due  to  improved 
methods  of  ventilation. 

Inlets  of  sufficient  size  and  proper  location  are  provided;  the 
cool  air  is  drawn  in  either  by  natural  suction  or  by  fans  placed  on 
the  rotating  member;  and  the  heated  air  is  expelled  through 
outlets  in  such  a  direction  that  it  will  be  thrown  completely 
away  from  the  machine. 

The  air  ducts  through  the  active  material  are  of  two  kinds, 

radial  ducts,  Fig.  242,  and  axial  ducts,  Fig.  243.    They  must  be 

of  sufficient  section  to  carry  the  required  amount  of  air  and  must 

*  have  sufficient  surface  to  allow  the  heat  to  pass  from  the  copper 

and  iron  to  the  air. 
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Fig.  242  -—Axial  ducts. 


Fig    243.— Radial  ducts. 


About  100  cu.  ft.  of  air  per  minute  per  kilowatt  lost  should  be 
provided. 

Care  must  be  taken  that  the  end  bells  or  overhanging  frame 
do  not  deflect  the  hot  air  back  into  the  machine. 

A  generator  when  driven  by  a  belt  may  run  cool  due  to  windage 
from  the  belt,  whereas,  if  it  is  direct-connected  to  a  motor  or 
steam  engine  it  may  run  hot  due  to  poor  ventilation  or  due  to 
the  transfer  of  hot  air  from  the  driving  machine. 

Machines  of  short  length  and  large  diameter  are  easy  to  cool. 

216.  Semi-enclosed  and  Totally  Enclosed  Machines. — When 
a  machine  is  partially  enclosed  it  is  more  difficult  to  get  rid  of  the 
heat  due  to  the  losses  and  imless  a  more  efficient  system  of  ven- 
tilation is  provided  the  output  must  be  decreased  15  or  20  per 
cent,  to  keep  within  the  allowable  limits  of  temperature  rise. 
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When  totally  enclosed  the  ratmg  must  be  still  further  reduced. 
For  the  same  temperature  rise  a  totally  enclosed  machine  can  give 
about  70  per  cent,  of  the  output  of  an  open  machine  if  the  speed 
is  increased  about  20  per  cent.  The  reduction  of  output  reduces 
the  copper  losses  and  the  increase  of  speed  decreases  the  flux  per 
pole  and  so  decreases  the  iron  losses  but  not  in  direct  proportion. 
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CHAPTER  VIII 

DESIGN  OF  A  DIRECT-CURRENT  GENERATOR 

817.  Symbols. — ^The  subscripts  used  are  c  for  core,  g  for  air  gap,  t  for 
teeth,  p  for  pole  and  y  for  yoke. 

A  —  sectional  area  in  square  inches. 
AT  =^  ampere-turns. 
ATg  ^  ampere-turns  per  pole  for  the  gap. 

B  =-  flux  density  in  lines  per  square  inch. 
Bag  =>  actual  gap  density. 
j  Bat  =  actual  tooth  density. 

Bg  =>  apparent  gap  density. 
Bt  ="  apparent  tooth  density. 
Da  —  ejctemal  armature  diameter. 
De  —  commutator  diameter. 

/  »  load  current. 
/c  =  current  per  conductor. 
Le  —  axial  length  of  core. 
Lg  =  gross  iron  in  the  frame  length. 
Ln  ^  net  iron  in  the  frame  length. 

jSi  —  number  of  commutator  segments. 
Tf  —  field  turns  per  pole. 

Z  —  total  conductors  on  the  armature. 

d  —  slot  depth. 

p  —  number  of  poles. 
Pi  =  number  of  paths  through  armature. 

q  =  ampere  conductors  per  inch. 

8  »  slot  width. 

t  ^  tooth  width  at  top. 

b  s  air-gap  clearance. 

i;  =  efficiency. 

X  —  slot  pitch. 

V  -  leakage  factor. 

T  =  pole  pitch. 

^  -  magnetic  flux. 
4^g  »  useful  flux  per  pole. 

^  s  per  cent,  pole  enclosure. 

The  meaning  of  other  symbols  used  will  be  explained  in  the  context. 
Figs.  244,  245,  246,  247,  252,  257  are  reproduced  from  the  ''Standard 
Handbook,"  »Section  8,  by  A.  M.  Gray. 
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218.  Design  of  Direct-current  Machinery. — The  design  of 
electrical  machinery  is  based  on  a  number  of  formula  or  equa- 
tions which  can  be  very  easily  derived  and  on  a  number  of  em- 
pirical relations  obtained  from  experience,  which  are  usually 
expressed  in  the  form  of  curves  or  limiting  values. 

Following  are  the  most  important  of  these  fundamental  rela- 
tionships and  limits.  They  are  indicated  by  Roman  numerals 
for  purposes  of  reference. 

/.  The  e.m.f.  equalion: 

generated  e.m.f.  =  S  =  Zri4g  ^  lO"*  volts  (Art.  142), 

Pi 
or 

g 

useful  flux  =  <^a  =     -  - —     lines,  (270) 

Zn  P-  10-« 
Pi 
II,  The  output  equation: 

(ZI\ 
—  )(<^aP)^  X  10~* 

=  ^'(Z/o)(*,p)(r.p.m.)         (271) 

=  a  constant  X  electric  loading  X  magnetic  loading  X  r.p.m. 
ZIc  =  total  ampere  conductors  on  the  armature  is  called  the 

electric  loading. 
<l>gP  =  total  flux  crossing  the  gaps  under  the  poles  is  called  the 

magnetic  loading. 

A  large  electric  loading  requires  a  large  amount  of  copp>er  in 
the  machine,  while  a  large  magnetic  loading  requires  a  large 
amount  of  iron. 

The  output  equation  can  be  written  in  a  more  easily  applicable 
form: 

10~* 
watts  =  -i^(TDaq){B„\lrrLep){r.p,m,) 

=  -^fr'^^DaQ  Bg\l/        LcV  X  r.p.m. 
60  J) 


X* 


60X10* 


Da^Lc  qBg4^  X  r.p.m. 


or 


^  _^tte  60.8  X  lO:. 
r.p.m.       Bg^l/q 


260  ELECTRICAL  ENGINEERING 

where, 

DJLc  =  volume  of  the  active  material  in  the  armature. 
Bg  =  apparent  density  in  the  air  gap. 
ij/  =  per  cent,  pole  enclosure. 

g  =  -Ty-=  ampere   conductors   per  inch   ot  the    armature 

periphery. 

///.  Flux  Densities, — The  flux  density  in  the  air  gap  is  limited 

by  the  maximum  allowable  flux  density  in  the  roots  of  the  teeth, 

which  is  dependent  on  the  frequency  of  the  reversals  of  the 


The  approximate  limits  of  the  maximum  tooth  density  are 
150,000  lines  per  square  inch  for  30  cycles  per  second  and  125,000 
lines  for  60  cycles.    The  frequency  is  given  as 

/  =  ^  cycles  per  second. 

Having  fixed  the  density  at  the  roots  of  the  teeth  the  air-gap  den- 
sity will  depend  on  the  diameter  of  the  armature. 


.-""11  II  III  Ml 

I.. 

1 

X 

1 

:± 

Fig.  244  shows  the  relation  between  B,  and  D,  for  a  frequency 
of  30  cycles  per  second.  Lower  values  of  B,  should  be  used  for 
higher  frequencies. 

The  ordinary  flux  densities  in  other  parts  of  the  magnetic 
circuit  are: 


Armature  core 

70,000-100,000 

Pole  (caststee!) 

90,000-  95,000 

Yoke  (cast  iron) 

35,000-  40,000 

Yoke  (cftststcei) 

70,000-  80,000 
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IV,  Ampere  Conductors  per  Inch. — The  value  of  q  the 
ampere  conductors  per  inch  of  armature  periphery  is  limited 
partly  by  heating  and  partly  by  commutation  and  it  depends 
on  the  output  of  the  machine.  Fig.  245  shows  the  relation 
between  q  and  kilowatt  output  for  machines  in  satisfactory 
operation. 

V,  Electric  Loading. — ^For  the  most  economical  construction 
there  is  a  more  or  less  fixed  relation  between  the  electric  and  the 
magnetic  loading. 

Therefore,  referring  to  equation  (271),  it  is  seen  that  the 
electric  loading,  or  the  total  ampere  conductors  on  the  armature, 

depends  on  the  ratio 

^  r.p.m. 

The  relation  between  ampere  conductors,  Zle  and  watts  per 
revolution  is  shown  in  Fig.  246. 

VL  Current  Density. — ^The  current  density  used  in  the  arma- 
tures of  direct-current  generators  varies  from  2,000  to  3,000  amp. 
per  square  inch,  that  is,  600  to  400  circ.  mils  per  ampere.  It  is 
limited  by  the  allowable  temperature  rise.  The  value  to  be  used 
on  a  given  machine  depends  on  the  specific  electric  loading  q 

and  on   the  peripheral  speed.     Fig.   247   shows  the   relation 

-    ,  ,,        ,.    ampere  conductors  per  inch      .  ,,  .  ,       . 

between  the  ratio  — -. — i n and  the  peripheral 

circular  mils  per  ampere  ^     ^ 

speed  in  feet  per  minute  for 
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a  temperature  rise  of  40°C. 

VII.  Choice  of  Number  of 
Poles. — ^The  number  of  field 
ampere-turns  per  pole  is  usu- 
ally about  50  per  cent, 
greater  than  the  armature 
ampere-turns  per  pole.  If 
the  number  of  poles  is  too 
small  the  required  ampere- 
turns  per  pole  will  be  large 
and  the  poles  must  be  made 
long  to  carry  the  windings. 
Thq  number  of  poles  may  be  fixed  approximately  by  the  two 
relations: 

(a)  Ratio  | ,  "trth  '^^  between  1.1  and  1.7  usually. 

(6)  Armature  ampere-turns  per  pole  should  not  exceed  7,600. 
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VIII.  CommiUcUion. — To  provide  a  commutating  field,  the 
.    field  ampere-turns  per  pole  for  the  gap  and  teeth  i      i «      - 

armature  ampere-turns  per  pole 
be  less  than  1.2.     If  the  brushes  are  advanced  so  that  part  of  the 
armature  m.m.f.  is  demagnetizing  the  field  ampere-turns  must 
be  increased  by  the  amount  of  the  armature  demagnetizing  am- 
pere-turns. 

IX.  Reactance  Voltage, — The  formulae  for  the  reactance 
voltage  were  derived  in  Art.  195. 

JB«  =  K  X  Lc  X  ZJc  X  r.p.m.  X  n  X  lO"'  volts 

where  £  is  a  constant. 

For  a  full-pitch  multiple  winding  K  =  0.8,  and  for  a  short- 
pitch  multiple  winding  K  =  0.46. 

With  the  armature  strength  limited  as  indicated  in  VIII  above 
and  the  brushes  advanced  into  a  suitable  commutating  field, 
the  reactance  voltage  with  a  full-pitch  winding  should  not  ex- 
ceed 1.5  to  2  voiles  for  shunt  machines.  In  compound-wound 
machines  values  up  to  3.5  volts  may  be  taken  care  of  in  certain 
cases.  However,  when  the  reactance  voltage  is  much  above  2.5 
volts  it  may  be  advisable  to  use  interpoles. 

With  short-pitch  windings  the  two  sides  of  the  short-circuited 
coil  are  not  in  commutating  fields  of  equal  strength  and  slightly 
lower  limits  should  be  used. 

With  series  windings  since  a  number  of  coils  are  short-circuited 
in  series  the  reactance  voltage  calculated  by  the  formula  for  the 
full-pitch  winding  should  be  kept  about  50  per  cent,  lower  than 
for  the  multiple  winding. 

X.  Slots. — The  ratio  n— r — tth-  varies  from  2.5  to  3.5. 

slot  width 

,  slot  width  •      4.  1 

The  ratio = 7 — vr~  .-jn:  =  1  approximately. 

maximum  tooth  width  ^^  ^ 

Slots  per  pole  should  be  greater  than  12  for  small  machines 
and  14  for  large  machines. 

XL  Commutator. — The  commutator  diameter  is  from  60  to 
75  per  cent,  of  the  armature  diameter.  If  possible  the  peripheral 
speed  of  the  commutator  should  not  exceed  3,500  ft.  per  minute 
but  values  up  to  5,000  may  be  used  in  special  cases, 

XII.  Brushes. — The  brush  arc  should  not  cover  more  than 
three  segments  and  should  not  subtend  more  than  one-twelfth 
of  the  pole  pitch. 
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The  current  density  in  the  brushes  depends  on  the  kind  of 
brush  used.  For  ordinary  brushes  from  35  to  40  amp.  per  square 
inch  may  be  used  and  the  contact  resistance  drop  may  be  taken 
as  1  volt  per  brush.  This  gives  a  loss  of  35  to  40  watts  per  square 
inch  of  brush  contact,  which  is  satisfactory.  Where  brushes  with 
lower  contact  resistances  are  used  the  current  density  may  be 
higher. 

The  brush  pressure  is  from  IJ^  to  2J^  lb.  per  square  inch  de- 
pending on  the  service. 

The  coefficient  of  friction  between  the  brush  and  the  commuta- 
tor may  be  taken  as  0.3  for  ordinary  hard  carbon  brushes. 

219.  Magnetic  Leakage. — Since  there  is  no  material  through 
^which  magnetic  flux  cannot  pass,  it  is  not  possible  to  confine  all 
the  flux  produced  in  a  generator  to  the  magnetic  circuit.  In 
practice  the  main  circuit  is  made  of  such  low  reluctance  that  only 
a  small  portion  of  the  flux  leaves  it. 


Fio.  248. — ^Leakage  flux  about  a 
bipolar  dynamo. 


Fio.  249. — ^Leakage  flux  about  a 
multipolar  dynamo. 


Figs.  248  and  249  show  the  leakage  fluxes  about  the  magnetic 
circuits  of  a  bipolar  and  multipolar  generator. 

The  principal  part  of  the  leakage  occurs  between  the  pole  tips 
because  the  m.m.f .  consumed  between  these  points  is  from  60  to 
80  per  cent,  of  the  total  m.m.f.;  it  includes  the  m.m.f.  required  to 
drive  the  flux  across  the  two  gaps  and  through  the  teeth  and 
armature  core.  As  a  result  the  flux  passing  through  the  field 
poles  and  yokes  is  greater  than  the  flux  crossing  the  gap  into  the 
armature  by  an  amount  depending  both  on  the  mechanical  con- 
struction of  the  machine  and  on  the  load. 

The  dispersion  coefficient  or  leakage  factor  is  the  ratio  of  the 
flux  through  the  field  poles  to  the  flux  crossing  the  gap  into  the 
armature,  that  is,  the  ratio  of  the  total  flux  to  the  useful  flux; 
thus  the  leakage  factor  is 

<t>  pole 
*gap 
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In  preliminary  calculations  the  following  values,  of  leakage 
factor  may  be  used : 

Four-pole  machines  up  to  10  in.  armature  diameter 1.25 

Multipolar  machines  from  10  to  30  in.  armature  diameter. . .  1.2 

Multipolar  machines  from  30  to  60  in.  armature  diameter. . .  1 .  18 

Multipolar  machines  over  60  in.  armature  diameter 1 .  15 

Under  load  the  armature  exerts  a  m.m.f.  which  in  part  is 
demagnetizing  ^nd  opposes  the  field  m.m.f.  and  in  part  is  cross- 
magnetizing  and  increases  the  reluctance  of  the  magnetio  circuit 
(Art.  145).  Thus  under  load  a  greater  proportion  of  the  field 
m.m.f.  is  required  for  the  air  gaps,  teeth  and  armature  than  at  no 
load  and  the  leakage  flux  is  increased  in  proportion.  The  leakage 
factor  is  therefore  greater  under  load  than  at  no  load. 

In  the  case  of  the  flat-compound  generator,  designed  in  this 
chapter  armature  reaction  consumes  a  component  of  the  full- 
load  field  m.m.f.  =  2,117  ampere-turns  per  pole.  At  no  load 
the  m.m.f.  consumed  in  the  gap,  the  teeth  and  the  armature  core 
is  5,928  ampere-tufns  per  pole  and  the  leakage  factor  is  taken  as 
1.18.     At  full  load  the  leakage  factor  is  increased  to 

. = 1 + 0.18  X  ^---^^  ;a'h  .  1.^ 

220*  Design  of  a  Direct-current  Generator. — Determine  the 
dimensions,  and  characteristics  of  a  generator  of  the  following 
rating:  250  kw.,  250  volts,  400  r.p.m.  (Fig.  250). 

Armature  design. 
Watts  _  250.000 
R.p.m.  ""     400      "  ^^^' 

Ampere  conductors  =  ZIc  =  78,000,  Fig.  246. 

Ampere  conductors  per  inch  =»  g  =  690,  Fig.  246. 

Armature  circumference  =  irDa  =*  — ^  =    ^qo     **  113  in. 

113 

Armature  diameter  =  Da  =' =  36  in. 

Apparent  gap  density  =  B^  =  55,000,  Fig.  244. 
Pole  enclosure  =  ^  =  0.7,  assumed. 

n  27         ^"^^ts  ^  60.8  X  10^  ^.       ..^^. 

Da^Lc  =  -      —  X     -r>-", equation  (272). 

r.p.m.  Bg\l/q         ^  ^ 

-,  ,       .1        r         250,000  ^  60.8  X  10^  ^1  „  . 

Frame  length  =  Le  =  '-^-  X  55^000  x  0.7  X  690  ^  (367*  =  ^^  '''' 

Number  of  poles  =  p  ='8,  assumed. 

A        ♦  ^  1         ^^'^      78,000       .^^ 

Armature  arapere-tums  per  pole  =  y-  =  o  w  q   =  4,860. 
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Pole  pitch  =  T  = 


irDa       T  X  36 


P  8 

Pole  pitch     ^  T^  ^  14.13  ^ 
Frame  length  "  Lc         11     " 


14.13  in. 


Area  of  the  air  gaps  ^  Ag  =^  4nLc  »  0.7  X  14.13  X  11  »  109  sq.  in. 

Useful  flux  per  pole  =  ^a  =  ^o^o  =  55,000  X  109  =  6  X  10*  lines. 

Winding  assumed  to  be  multiple,  short  pitch,  with  one  turn  per  coil. 

Reactance  voltage  =  -&«  =  0.46  X  10-«  X  Lo  X  Z/«  X  r.p.m.  X  n, 
equation  (268)  =  0.46  X  10-«  X  11  X  78,000  X  400  X  1  =  1.68.     With  a 
full-pitch  winding  it  would  have  been  2.7  volts. 


att 


Fio.  250. — Magnetic  circuit. 


Number  of  path  in  multiple  between  terminals  »  pi  »  8. 
Total  conductors  on  the  armature  « 

8  250  X  108 


Z  = 


rut>,^  10-« 
Pi 


^^xexicxf 


624. 


Conductors  per  slot  «  4,  assumed. 

624 
Number  of  slots  —  — r*  =  156. 

4 

Slots  per  pole  =  -«-  =  19.5. 

Peripheral  velocity  of  the  armature  in  feet  per  minute  = 


IT  X  yI  X400 


=»  3,800. 


Ampere  conductors  per  mch  .  %  a   t?i     ^^at 

— T^r- — i 7-, for  40  C.  rise  =  1.4,  Fig.  247. 

Circular  mils  per  ampere  ^ 

Circular  mils  per  ampere  =  t^  =  rr-i  —  494. 
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-n  .  , .     J                    ,      watta      2SO,0OO       .  „„ 
TotJ  lo«i  .umnt  -  /  -  -;^ JST  "  '■*»  "P- 

Current  per  conductor  "  '•  ~  ^  "    'g'     ■  125  amp. 

Section  of  conductor  -  125  X  4M  -  61,750  cite,  mils  -  0.0486  sq.  i 

Slot  pitch  -  X  -  ,„„J,'^„,„^  -  '-^  -  0.725  i«. 

Slot  width  =-  0.5  X  slot  pitch,  aagumed  -  0.5  X  0.726  -  0.3625. 

Conductor  dimensions  =  width  X  depth  —  z  X  v  =  0.0485  sq.  in. 

Thicknees  of  insulation  in  width  =  0.II2  in.  (Fig.  251.) 

Allowance  for  clearance  =■  0.040  in.. 


Circular  mila  per  ampere  -  494  X  - 


Fio.  251. — D«t«Os  of  slot  and  iiuulatioD. 

Width  of  two  conductors  -  23:  -  0.3625  -  0.152  -  0.2105. 
Width  of  conductor  -  i  -  0.105  -  0.1  in. 
Slot  width  -  «  -  2  X  O.I  +  0.112  +  0.040  -  0.352  -  0.35  in. 
Depth  of  conductor  —  y  —    ".        =  0.486  -  0.5  in. 

0.0486 

Amperes  per  sq.  inch  —  -  X  eTn  ~  2,500. 
Thicknees  of  insulation  in  slot  depth  =  0.216  in. 
Thickness  of  wedge  -  0.2. 
Depth  of  two  conductors  —  1.0. 
Allowance  for  clearance  —  0.040. 
Depth  of  slot  =  1.466  =  1.45  In. 

Maximum  tooth  width  -  i  -  x  -  a  =  0.725  -  0.36  ■=  0.376  in. 
Diameter  at  bottom  of  slots  -  (36  -  2  X  1.46)  -  33.10  in. 
Minimum  tooth  width  =  '  ^,^"'  -  0.36  -  0.67  -  0.35  -  0.32  in. 
Tooth  taper  =  ,  .  ;;;;5^  -  .^^  -  1.17. 

Number  of  vent  ducts  in  the  core  -  3  —  Hs  in.  wide. 
Gross  iron  in  the  frame  length  ^  L,  ^  h,  —  vent  ducts  — 

(11  -  3  X  0.3126)  -=  10.06 
Stacking  factor  for  armature  punchings  ^  0.0. 
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Net  iron  in  the  frame  length  »  L»  «  0.9Lg  «  0.9  X  10.06  «  9.05  in. 

XT      u        *  X    XI.       J  1         .  v^  number  of  teeth       ^ ,_  ,, 

Number  of  teeth  under  one  pole  =  ^  X «  0.7  X 

P 

—^  =  13.6. 

Maicimum  tooth  area  per  pole  »  13.6  X  0.375  X  9.05  »  46  sq.  in. 
Minimum  tooth  area  per  pole  =  13.6  X  0.32  X  9.05  »  39.5  sq.  in. 
Mux  in  the  teeth  »  ^  r=  ^^  :=  6  X  10*  lines. 

6  X  10* 
Apparent  minimum  flux  density  in  the  teeth  =  —  ^^ —  =  131,000  lines 

per  square  inch,  Art.  221. 

Apparent  maximum  flux  density  in  the  teeth  =     »q  ,      =  152,000  lines 

per  square  inch. 

Frequency  of  the  reversals  of  magnetism  —  /  =  — -^ —  =  o  y  firf  "" 

27  cycles  per  second. 
Flux  density  in  the  core  »  85,000  lines  per  square  inch,  assumed. 
Flux  in  the  CQjB  =  ^,  =  ~  =  flJOO*  ^  ^  ^  ^^ 

n         w.         3  X  10*       __. 

Core  ar^a  =  "ofiAQQ    ~  35.4  sq.  m. 

T\^  *u    r  •       u  1        1  *        core  area      35.4       _  _^  . 
Depth  of  iron  below  slots  =  — y =  q-qk  =  3.92  m. 

Internal  diameter  of  armature  «  { 36  -  2(1.45  +  3.92) }»  25.16  »  25  in. 

Depth  of  iron  below  slots  *- « 1.45  =  4.05  in. 

Core  area  -  Ac  =  4.05  X  9.05  =  36.7  sq.  in. 

A  V  10* 

Rux  density  in  the  core  =*  B«  =  o  y  ^fi  7  ~  82,000  lines  per  square  inch. 

« 

221.  Flux  in  the  Air  Spaces  between  the  Teeth. — If  the  flux 
density  in  the  teeth  is  above  100,000  Unes  per  square  inch  it  is 
necessary  to  take  account  of  the  fact  that  the  path  through  the 
teeth  is  paralleled  by  an  air  path  consisting  of  the  slots,  the  vent 
ducts  and  the  insulation  between  punchings.  This  path  has 
usually  a  much  larger  section  than  the  path  through  the  teeth 
and  consequently  at  high  densities  where  the  permeabiUty  of  the 
iron  is  low  it  will  carry  a  considerable  part  of  the  flux. 

In  the  case  of  the  generator  designed: 

Maximmn  tooth  area  per  pole  »  46  sq.  in. 
Gap  area  »  109  sq.  in. 

Area  of  path  through  slots  and  vent  ducts  =  63  sq.  in. 
Minimum  tooth  density  =  131, 000  lines  per  square  inch. 
Ampere-turns  per  inch  for  this  density  =  800. 
ilux  density  in  the  parallel  air  path  »  800  X  3.2. 
Flux  in  the  parallel  path  »  800  X  3.2  X  63  »  160,000. 
The  average  ampere-turns  per  inch  for  the  teeth  will  be  greater  than  800 
due  to  the  tooth  taper  (Art.  222)  and  it  will  be  better  to  assume  that  the 
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flux  carried  by  the  air  path  is  somewhat  greater  than  160,000,  aaaume 
200,000,  then  flux  in  the  teeth  =  6  X  10«  -  200,000  =  S^  X  10*.. 
Maximum  flux  density  in  the  teeth  =  147,000  lines  per  square  inch. 

S22.  Effect  of  Tooth  Taper. — When  the  diameter  of  the  arma- 
ture ia  small  or  the  slots  are  deep,  the  flux  density  at  the  roote 
of  the  teeth  is  much  greater  than  that  at  the  tops.  If  the  ampere- 
turns  for  the  teeth  are  calculated  by  using  the  maximum  density, 
the  result  is  too  lai^e,  while  if  the  minimum  density  ia  used  the 
result  is  much  too  small.  The  curves  in  Fig.  252  have  been 
calculated  for  various  tooth  tapers,  k  =  -rr-,  and  give  the  average 
ampere-turns  per  inch.  Corresponding  to  the  actual  tooth  den- 
sities at  the  root. 


Fio,  252, — MagneOEstion  curves  tor  tapered  toeth. 

With  a  flux  density  of  147,000  lines  per  square  inch  at  the  root 
and  a  tooth  taper  A:  =  1,17  the  ampere-tums  per  inch  required  = 
1,065. 

223.  Ampere-tums  per  Inch  for  an  Air  Path. — When  a  flux 
density  B  lines  per  square  inch  is  to  be  produced  in  an  air  [>ath, 
the  ampere-tums  per  inch  required  may  be  found  ae  follows: 
'        O.imI 

IT 

A^ 
Taking  a  path  1  in.  long  and  1  sq.  in.  in  section  <(>  =  B;l  =  1 
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in.  =  2.64  cm.,  A  =  1  sq.  in.  =  (2.54)*  sq.  cm.,  m  ==  1;  and 

substituting 

0.4  X  3.14  (n/) 


B  = 


2.54 


(2.54)*  X  1 


and  the  ampere-turns  per  inch. 
(nl)  per  inch  —  B  X 


~0.3132B  = 


B 


(273) 


0.4  X  3.14  X  (2.54)2     ™—     3.2 
224.  Air  Gap. — The  air  gap  is  the  most  important  part  of  the 

magnetic  circuit  as  it  requires  the  largest  proportion  of  the  field 

m.m.f. 

The  section  of  the  air  gap  is  -4^  =  \ln-Le  and  the  apparent  flux 


density  is  B^  =  Z'  = 


*c 


^Le 


This  would  be  the  correct  density 


if  the  flux  were  uniformly  distributed,  but  due  to  the  presence 
of  the  slots  and  vent  ducts  the  whole  space  is  not  utilized  and  the 
actual  flux  density  is  Bag  =  CBgj  where  C  is  a  constant  called 
the  Carter  coefScient  and  depends  on  the  tooth  width,  slot  width 
and  gap  length.    Referring  to  Fig.  253, 

t  +  s 


C  = 


t+fs 


(274) 


and  the  values  of  /  which  depend  principally  on  the  ratio 

slot  width       8  u      u^  •     J  r         ^u 

— — i — -tt:  =  ^  may  be  obtamed  from  the  curve. 

gap  length      0      ^ 


Fia.  253. — Carter's  coefficient. 


The  ampere-turns  per  inch  required  for  the  air  gap  =  0.3132  X 
B         CB 
^"^  ~  ^t^  ~  ^2  ^^^'  ^^) '  ^^^  *^®  ampere-turns  per  pole  for 


the  gap 


ATa^ 


CBgb 

3.2 


(275) 


225.  Length  of  the  Air  Gap.— 

Armature  ampere-turns  per  pole  —  .4^860. 

Ampere-turns  per  pole  (gap  +  teeth)  =  ATg^  =  1.2  X  4,860  =  5,832. 
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Ampere-tiuns  per  pole  for  the  teeth  rs  ATt  —  1|550. 

Ampere-turns  per  pole  for  the  gap  «  AjP^  «  4,282. 

_  4,282X3.2 

^* ""  "557600        "•^• 

Gap  length  «  5  »  0.22. 

^       ^'^^  =  1.69. 


5       0.22 

/  =  0.76,  Fig.  253. 

^      i+  8  0.375  +  0.35 


t+fs       0.375  +  0.76  X  0.35 
Ampere-turns  for  the  gap 


1.13. 


^.«       CBgd  „  1.13  X  55,000  X  0.22       ,^^ 

'"^^^  ^T2 3:2  ^'^" 

226.  Design  of  Poles  and  Toke. — 

Density  in  the  pole  core  —  05,000  lines  per  square  inch  (assumed). 

Leakage  coefficient  «  ir  »  1.18,  Art.  219. 

Flux  in  the  pole  «  0,  «  6  X  10«  X  1.18  =  7.08  X  10«  lines. 

7  08  X  10* 
Section  of  the  pole  core  ■*     05000     "*  ^^'^  ^'  ^^' 

Assume  a  round  pole  10  in.  in  diameter. 

3  14 
Section  of  pole  =  A,  =  -^  X  10*  -  78.5  sq.  in. 

7  08  X  lO' 
Hux  density  in  the  pole  core  =  Bp  «        yg-g —  =  90,000  lines  per 

square  inch. 

The  field  ampere-turns  per  pole  are  approximately  50  per  cent,  greater 
than  the  armature  ampere-turns  per  pole  »  1.5  X  4,860  «  7,290;  about 
1,000  ampere-turns  can  be  placed  on  1  in.  of  winding  space  and,  thero- 

7  290 
fore,  the  space  for  the  shunt  coil  is  Yqqq  *"  ^-^  ^- »  adding  30  per  cent. 

to  this  to  take  care  of  the  series  field  the  total  winding  space  is  10  in.  and 
allowing  1  in.  for  the  pole  face,  the  length  of  the  pole  is  Zp  «  11  in. 

Yoke  material  =  cast  iron. 

Yoke  density  »  40,000  lines  per  square  inch  (assumed). 

Mux  in  yoke  =  ^'^^  ^^  =  3.54  X  10«, 

3.54  X  10* 
Section  of  the  yoke  is     4nnQQ      ~  88.5  sq.  in.,  take  A„  a^  95  sq.  in. 

3.54  X  10* 
Density  in  the  yoke  =  B„  =  — — q= =  37,300. 

227.  Determination  of  the  No-load  Saturation  Curve. — Fig. 
250  shows  the  dimensions  of  the  magnetic  circuit  of  the  eight- 
pole,  250-kw.,  250-volt,  400-r.p.m.  generator.  It  is  required  to 
obtain  the  no-load  saturation,  curve  for  this  machine.  The 
armature  has  a  multiple  winding  with  624  conductors. 
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The  voltage  generated  in  the  armature  is 

E  =  Zn,^,  -£  10-«  =  624  X  ^  X  «,  X  ^  lO"'  volts, 

and  therefore 

*,  =  24,0006. 
To  produce  the  rated  voltage,  250  volts,  a  flux  is  required  in 
the  gap,  if>f  =  24,000  X  250  =  6  X  10*  lines. 

The  leakage  factor  may  be  assumed  to  be  1.18,  Art.  219,  bo 
that  the  flux  per  pole  is 

<i>,  =  1.18*,  =  1.18  X  6  X  10'  =  7.08  X  10*. 
The  sections  and  lengths  of  the  various  parts  of  the  magnetic 
circuit  may  be  obtained  from  the  design  sheet  or  from  the  sketch. 


Fia.  254, — -  MagnetiiatioD  ounres. 

Yoke. 

Material  •«  cast  iron. 

Section  '•A,  =95  sq.  in. 

Length  of  magnetic  path  -  I,  ~  12  in.,  Pig.  250. 

Flux  in  yoke  =  *,  =  ^'  -  -  — |^'-  =  3.64  X  lO-  lines. 

Flux  density  -  B,  —— — gg —     "  37,300  lines  per  square  inch, 

AmpoTe-tums  per  inch  =  65,  Fig.  254. 

Ampere-turns  per  pole  for  the  yoke  -  -4  T,  =  65  X  12  =  780. 
Pole. 

Material  =  cast  steel. 

Section  ^A,  -  7S.5  sq.  in. 

Leofth  -  11  in. 

Flux  -  *p  -  7.08  X  10*  lines. 
7  08  X  10* 

Fhix  density  •■  B,  —  ''^~7srK~  '  "  ^'""O  lines  per  square  inch. 
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Ampere-turns  per  inch  =  48,  Fig.  254. 

Ampere-turns  per  pole  for  the  pole  core  =  48  X  11  =  628. 

Air  gap. 
Section  «  A^  =  109  sq.  in. 
Length  =  «  =  0.22  in. 

Flux  =  ^g  =  6  X  10«  lines. 

<b         6  X  10* 
Apparent  flux  density  ^  ^q  ~  ~a~  ~  — \m~  ~  65,000  lines  per  sq.  inch. 

Carter  coefficient  C  =  1.13. 

Actual   flux  density  =  Bag  =  CBg  =  1.13  X  55,000  =  62,160  lines  per 

square  inch. 

.  .1         Baa       62,150        ,_   ._- 

Ampere-turns  per  mch  =  ^k  =     »  2     ~  19,400. 

Ampere-tums  per  pole  for  the  gap  =  19,400  X  0.22  =  4,270. 

Teeth. 
Material  =  sheet  steel. 
Maximum  section  =  46  sq.  in. 
Minimum  section  ^  At  ^  39.5  sq.  in. 
Length  of  magnetic  path  —1%^  1.46  in. 

Flux  =  0,  =  6  X  10*  lines. 

6  X  10* 
Apparent  maximum  flux  density  =     ^q  ,      =  152,000  lines  per  square 

inch. 

6  X  10* 
Apparent  minimum  flux  density  =  -     r„  —  =  131,000   lines  per  square 

inch. 
Actual  maximum  flux  density  »  147,000  lines  per  square  inch,  Art.  221. 
Tooth  taper  =  fc  =  1.17. 
Ampere-tums  per  inch  —  1,065,  Fig.  252. 
Ampere-tums  per  pole  for  the  teeth  »  -ATj  =  1,066  X  1.45  =  1,660. 

Armature  core. 

Material  —  sheet  steel. 
Section  =  Ac  =  36.7  sq.  in. 
Length  =  /«  =  6  in.,  Fig.  250 

tit         fi  V  10* 

Flux  =  0,  =  I'  =     ^2        =  3  X  10«  Imes. 

3  X  10* 
Flux  density  =  Be  —     ^g  7"  —  82,000  lines  per  square  inch. 

Ampere-tums  per  inch  =  18. 

Ampere-turns  per  pole  for  the  core  =  ilTe  =  18  X  6  =  108. 
The  ampere-turns  per  pole  required  for  a  voltage  of  250  volts  at  no  load  is 
,  ATy  +  ATp  +  ATg  X  ATi  +  ATc  =  780  +  528  +  4,270  +  1,650  +  108 
=  7,236. 

These  results  are  tabulated  below  and  also  the  results  of  similar 
calculations  made  for  225  volts  and  275  volts. 

From  these  results  the  saturation  curve  for  the  machine  is 
plotted  in  Fig.  256.     Volts  vs.  field  ampere-tums  per  pole. 
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1 

NTo-load  voltage  »  8 
Useful  flux  per  pole  ■"  ^g 
Leakage  factor 

225 

5.4  X  10« 

1.18 

250 

6  X  10« 

1.18 

275 

6.6  X  10« 

1.18 

Length  Area 

Density 

1 

AT 

Density 

AT 

Density 

AT 

Yoke 

12.00 

11.00 

0.22 

1.45 

6.00 

95.0 

78.5 

109.0 

39.5 

36.7 

33,600 

81,000 
1,13X49,500 
136,800 
133,000 

73,800 

600 

280 

3,840 

830 
80 

37,300 

90,000 
1.13X55,000 
152,000 
147,000 

82,000 

780 

528 

4,270 

1,550 
108 

41,000 

99.000 

1.13X60,500 

167,000 

160.000 

•  90,200 

1,000 
1,000 
4,700 

2,000 
200 

Pole 

Air  gap 

Xooth  (min.) . . 

Armature  core. 

Field-ampere  turns  per  pole. .  | 5,630, i  7,236 


8.900 


°ll§i§Mii|      °§§iliiii§_„ 

FMd  Anpm  Taiat  per  Pol*  far  tk«  Oap  fMd  Ainp««  Tiuu  per  Pol* 

iMCh  uul  Armfttaro 

Fio.  265. — Cross-magnetizing  efifect.       Fio.  266. — Saturation  curves. 

228.  Field  Winding. — The  field  coils  must  be  designed  with 
the  required  numbers  of  ampere-turns  and  with  sufficient  surface 
to  radiate  the  heat  due  to  the  field  copper  loss. 

If  the  coils  are  made  thick  it  will  be  difficult  to  find  space  for 
them  between  the  poles  and  they  will  be  liable  to  get  hot  in  the 
center  layers.  A  good  average  thickness  is  2  in.;  assuming  a 
current  density  in  the  field  copper  of  about  800  amp.  per  square 
inch  or  1,600  cir.  mils  per  ampere  and  a  space  factor  of  0.6  foi 
the  winding,  it  is  possible  to  place  800  X  0.6  X  2  =  approximately 
1,000  ampere-turns  on  each  inch  of  the  coil  space. 

The  radiating  surface  of  the  field  coil  is  taken  as  the  external 
cylindrical  surface;  this  neglects  the  surface  of  the  ends  of  the 
coil  and  the  internal  surface  from  which  heat  is  transferred  to  the 
pole.  The  efficiency  of  the  external  radiating  surface  depends  on 
the  speed  of  the  armature  and  its  consequent  fanning  action. 
About  0.6  watts  per  square  inch  can  be  radiated  from  an  ordinary 
field  coil  for  a  temperature  rise  of  40°C.    For  very  short  thick 

18 
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coils  a  higher  value  may  be  used  since  the  neglected  surface  of 
the  ends  is  so  large. 

229.  Current  Density  in  Field  Windings. — The  current  den- 
sities employed  in  shunt-field  windings  vary  from  500  amp.  per 
square  inch  for  small  slow-speed  machines  to  1,000  amp.  per 
square  inch  for  large  high-speed  machines  with  ventikted  field 
coils. 

230.  Size  of  Wire  for  the  Field  Winding.— Let  E/  »  voltage 
across  one  coil,  //  =  current,  T/  =  number  of  tmns,  Im  =  mean 
turn  in  inches,  A  ~  section  of  wire  in  circular  mils  and  B/  » 
resistance  of  the  coil. 

***  w   rp 

At  60°C.  ft/  =  12  X  i=-;j =  '^ 

and 

or,  the  section  of  the  wire  is 

A^^Xln.;  (276) 

therefore  the  size  of  the  wire  to  be  used  is  fixed  when  the  ampere- 
turns  and  the  voltage  per  coil  are  known. 
Design  of  the  field  wmding. 

Voltage  taken  up  in  the  field  rheostat  »  20  per  cent,  of  250  =  50  volts. 

Voltage  across  one  field  coil  —  Ef  = ^ —  26  volts 

Ampere-turns  per  coil  "^  IfTf  —  7,236. 
Thickness  of  coil  »  2  in.  (assumed). 

Mean  turn  —  38.3  in. 

7  236 
Section  of  the  wire  =  A  =  -^  X  38.3  =  11,200  circ.  mils 

This  is  between  No.  9  and  No.  10.  B.  &  S.  wire  (Art.  86). 

Either  use  an  intermediate  size  or  wind  half  of^each  coil  with  No.  0  and 

half  with  No.  10. 

Diameter  of  No.  9    d.c.c.  »  0.126. 

Diameter  of  No.  10  d.c.c.  «  0.114. 

Average  =  0.12.  s 

Winding  space  »  7.2  X  2  sq.  in.  « 

Turns  per  layer  =  Q-yo  -  ^• 

2  • 

Layers  =■  Qjg  ^  ^^• 

Turns  per  coil  «  T/  »  60  X  16  =  960 
Current  =  //  «  -xgjj-  -  7.5  amp. 


DESIGN  OF  A  DIRECT^URRENT  GENERATOR    2,7b 

Power  lo8t  «  26  X  7.5  =  188  watts. 

Radiating  surface  »  7.2  X  3.14  X  14.2  »  320  sq.'in. 

188 
Watts  per  square  inch  =  tj^a  ~  ®•^^• 

Temperature  rise  =  40'*C.  (Art.  228) . 

231.  Resistance  of  the  Annature  Winding. — The  length  of  a 
single  armature  conductor  is  given  approximately  by  the  empiri- 
cal formula, 

I  =  1.35r  +  L,  +  3  in.  (277) 

If  the  section  of  the  conductor  is  A  circ.  mils,  its  resistance  at 
60**C.  is  approximately 

I 

length  in  feet  , «  12        I    , 

fc  =  p  — 7^ — . — ; TT-  =  ^^  -  A  =  T  onms. 

section  in  circ.  mils  A       A 

The  number  of  conductors  in  series  between  brushes  is  —  and  the 

number  of  paths  in  multiple  is  pi  and   therefore,  the  armature 

resistance  is 

Z 

"■""  Pi   ^  v^' 

Z   ^  1.35r  +  I/c  +  3    ,  /rt^o\ 

=  — i  X  -  -  .   ohms.  (278) 

Vi^  A 

A        X            -^                       624,,  1.35X14.13 +  11  +3      ^^^^  , 
Armature  resistance  «  r.  =  -^  X 617  500 ™  0.0052  ohms. 

Armature  resistance  drop  at  full  load  /fa  -  1,000  X  0.0052  ==  5.2  volts. 
Armature  copper  loss  =  U^a  =  1,000«  X  0.0052  =  5,200  watts. 

232.  Determination  of  the  Magnetomotive  Force  of  the  Series 
Winding. — In  the  case  of  a  flat-compoimd  generator  the  series 
excitation  must  be  great  enough  to  counteract  the  demagnetizing 
and  cross-magnetizing  m.m.f.  of  the  armature  and  the  armature 
resistance  drop. 

Demagnetizing  Armature  Magnetomotive  Force. — If  the  brushes 

are  advanced  10  per  cent,  of  the  pole  pitch  the  demagnetizing 

ZI  78  000 

ampere-turns    per    pole  =  0.2    -^  =  0.2    2v~8  ^  ^'^^'     ^^^ 

series-field  m.m.f.  required  to  overcome  this  armature  m.m.f. 
=  972  X  full-load  leakage  factor  =  972  X  1.25  =  972  +  243  = 
1,215  ampere-turns  per  pole. 

Cross-magnetizing  Armature  Magnetomotive  Force, — The  effect 
of  the  cross-magnetizing  armature  ampere-turns  is  difficult  to 
determine  accurately  but  some  approximation  to  it  can  be  made 
as  follows.    The  cross-magnetizing  ampere-turns  per  pole  » 
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ZI  78  000 

0.8  X  y^  =  0.8  X  YxS  "  ^'*^*    ^^^  ^^^^  beyond  the  pole 

tips  act  on  a  path  of  large  reluctance  and  noiay  be  neglected, 
while  the   remaining  ampere-turns  directly  imder   the   poles 

=  ^  -^^  =  0.7  X  o\/  Q  "  3,400  magnetize  at  one  pole  tip  and 

increase  the  flux  and  demagnetize  at  the  other  pol^  tip  and  de- 
crease the  flux.  The  magnetic  circuit  on  which  they  act  is  that 
through  the  armature  and  teeth  and  across  the  air  gap,  but  not 
through  the  pole  and  yoke. 

Fig.  265  shows  the  field  ampere-turns  per  pole  required  for  the 
armature,  the  teeth  and  the  gap  for  various  values  of  flux  in  the 

gap;  ob  is  the  field  m.m.f.  required  to  produce  normal  flux  across 

ZI 

the  gap  and  through  the  teeth  and  armatiu-e;  be  =  ^  -^^  = 

3,400  is  the  demagnetizing  m.m.f.  at  one  pole  tip  and  the  flux 
there  is  decreased  from  ch  to  cj;  fee  =  fee  =  3,400  is  the  magnetiz- 
ing m.m.f.  at  the  other  pole  tip  and  the  flux  there  is  increased 
to  el.  At  the  center  of  the  pole  the  m.m.f.  and  the  flux  are  not 
changed.  The  total  flux  o0  in  the  gap  at  no  load  may  be  taken 
as  proportional  to  chfe;  due  to  cross-magnetizing  a  flux  propor- 
tional to  area  hgj  is  lost  and  a  flux  proportional  to  area  glf  is 
gained;  the  result  is  a  loss  of  flux  and  voltage  proportional  to 
%J  ~"  W-  The  flux  in  the  gap  is  now  o<t>i  where  0i  is  found  by 
making  the  area  hihffi  =  area  hgj  —  area  glf.  The  length  kgi 
represents  the  effect  of  the  cross-magnetizing  armature  m.m.f. 
as  a  number  of  demagnetizing  ampere-turns  =  600  ampere- 
turns  in  this  case.  The  series  field  m.m.f.  required  to  overcome 
cross-magnetizing  =  600  X  1.25  =  750  ampere-turns  per  pole. 

The  loss  of  flux  due  to  oross-magnetizing  does  not  increase 
directly  as  the  current  but  at  a  faster  rate;  it  also  depends  very 
materially  on  the  saturation  of  the  magnetic  circuit  especially 
the  teeth;  with  low  flux  densities  the  flux  added  on  one  side  is 
approximately  equal  to  the  flux  subtracted  on  the  other  side  and 
the  cross-magnetizing  effect  is  very  small. 

To  obtain  accurate  results  it  is  necessary  to  take  accoimt  of 
the  increase  of  the  leakage  factor  under  load  due  to  the  presence 
of  the  armature  m.m.f.  (Art.  219).  In  this  case  the  increase  is 
from  the  assumed  no-load  value  1.18  to  1.25.  The  flux  densities 
in  the  pole  and  yoke  are  increased  in  the  same  proportion  and  an 
increase  of  170  ampere-turns  per  pole  is  required  on  the  field  on 
this  account. 
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In  constructing  the  full-load  saturation  curve  of  a  genera- 
tor as  in  Art.  147,  it  is  convenient  to  treat  the  demagnetizing 
ampere-turns  as  a  constant  and  to  assume  that  they  can  be  over- 
come by  an  equal  number  of  series-field  ampere-turns;  the  extra 
turns  required  on  account  of  the  leakage  factor  =  0.25  X  972  = 
243  may  be  included  under  cross-magnetizing  as  also  the  extra 
turns  for  the  pole  and  yoke.  With  this  understanding  the  series- 
field  turns  required  to  overcome  armature  demagnetizing  = 
972  and  to  overcome  armature  cross-magnetizing  =  750  +  243 
+  170  =  1,163.  The  cross-magnetizing  armature  ampere-turns 
per  pole  =  3,888  and  the  series-field  turns  required  to  overcome 
them  =  1,163  =  approximately  30  per  cent,  of  the  cross-magnet- 
izing ampere-turns  per  pole.  For  points  higher  up  on  the  satura- 
tion  curve  a  larger  percentage  than  30  would  be  required.  The 
leakage  factor  decreases  with  a  decrease  of  field  m.m.f .  and  so  the 
cross-magnetizing  effect  may  still  be  assumed  to  be  negligible 
at  the  lower  points  on  the  full-load  saturation  curve. 

Fig.  256  shows  the  no-load  and  full-load  saturation  curves  for 
the  250-kw.,  250-volt  generator;  oa  =  7,236  =  the  field  ampere- 
turns  per  pole  required  at  no  load  to  produce  the  rated  voltage 
250  volts;  mp.  =  the  field  m.m.f.  required  at  full  load  to  over- 
come armature  reaction  =  972  +  1,163  =  2,135;  pq  =  the  vol- 
tage consumed  in  the  resistance  of  the  armature  and  series  field 
=  8  volts;  q  is  therefore  a  point  oh  the  full-load  saturation  curve. 
The  other  points  may  be  found  as  explained  in  Art.  147.  The 
series-field  ampere-turns  required  to  overcome  the  resistance 
drop  =  pn  =  865  and,  therefore,  the  ampere-turns  per  pole  re- 
quired in  the  series-field  winding  for  flat-compounding  =  mn  = 
ad  =  2,135  +  865  =  3,000. 

233.  Design  of  the  Series-Field  Winding.— 

The  series-field  ampere-tums  per  pole  =  3,000. 
The  load  current  =  1,000  amp. 

rj.  .,        3,000        - 

TurnB  per  senes  coil  =  Jooo  ~ 

Use  3M  turns  per  coil  and  shunt  the  part  of  the  current  not  required, 
through  a  diverter. 

3  000 
The  current  in  the  winding  =  "'•^i"  "  ^^  amperes. 

Current  density  in  the  series  winding  -  1,000  amp.  per  square  inch 
(assumed). 

Size  of  conductor  »  TTvof)  ^  0.86  sq.  in. 
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Use  three  strips  2.5  X  0.125  in.  connected  in  parallel. 
Actual  section  of  conductor  -  3  X  2.5  X  0.125  =  0.94  sq.  in. 
Length  of  the  mean  turn  »  36  in.  =3  ft. 

Resistance  of  one  coil  at  60°C.  =  12  X -—r~  =  103  X  10"*  ohms. 

0.94  X  -10* 

X 

Voltage  drop  in  one  coil  =  860  X  1.03  X  10"^  «  0.088  volts. 

Power  lost  =  0.088  X  860  =  75  watts. 

The  cylindrical  radiating  surface  of  the  coil  -  2.5  X  40  »  100  sq.  in. 

75 
Watts  per  square  inch  of  surface  =  r^  =  0.75,  which  is  quite  satisfactory. 

The  voltage  drop  in  the  series-field  winding  =  8  X  0.088  »  0.7  volts. 
Power  lost  in  the  series-field  winding  —  8  X  75  »  600  watts. 

234.  Design  of  the  Commutator. — 

Winding  is  one  turn  multiple,  short  pitch. 

Ntimbers  of  commutator  segments  ==  2  *  ~2"  "  ^^^' 

Diameter  =  0.75Da  =  0.75  X  36  -  27  in. 

3,14  X  27 
Width  of  segment  +  mica  =       o.^ —  ~  0.271  in. 

Width  of  mica  =  J^g  in-  =  0.031  in. 
Width  of  segment  »  0.24  in. 

Brush  arc  should  not  cover  more  than  three  segments  «  3  X  0.271  » 
0.813  in. 
Take  brush  arc  »  0.75  in.  »  ^  in. 

Sets  of  positive  brushes  —  4. 

^        ,  ,      1.000 

Current  per  set  ■=  — 7-"  "  260  amp. 

Current  density  in  the  brush  »  35  amp.  per  square  inch. 

250 
Section  of  brushes  per  set  —  -^  =  7.5  sq.  in. 

7.5 
Length  of  brushes  per  set  »  g-=r  »  10  in. 

Brushes  per  set  «  5  —  (?i  in.  X  2  in.). 

Length  of  commutator  »  12  in. 

27 
Peripheral  velocity  =  3.14  X  jo  X  ^^  "  ^,825  ft.  per  second. 

Drop  of  voltage  at  each  brush  contact  —  1  volt. 

Loss  of  power  at  the  brush  contacts  =  1,000  X  1  X  2  =  2,000  watts. 

Brush  pressure  =  2.5  lb.  per  square  inch. 

Total  brush  pressure  »  2.5  X  7.5  X  8  »  150  pounds. 

Coef .  of  friction  »  0.3. 

Brush-friction  I0S9  »  150  X  0.3  X  2,825  »  127,000  ft.-lb.   per  minute. 

=  S  ^  ^^  -  '-^  "•'**'• 

Radiating  surface  of  commutator  =  cylindrical  surface  »  3.14  X  27  X 
12  »  1,020  sq.  in. 
Total  watts  lost  -=  2,000  +  2,900  »  4,900  watt. 

Watts  per  square  inch  =  wion  *"  ^•^* 
Temperature  rise  will  be  under  40''C.    (Fig.  247). 
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SS6.  Losses  and  Efficiency. — The  core  losses  cannot  be  calculated  ac- 
curately by  any  formula  but  fairly  satisfactory  values  may  be  obtained 
by  the  use  of  curves  such  as  those  in  Fig.  257  compiled  from  the  results 
of  testa  on  completed  machines.  The  loss  in  the  teeth  must  be  cal- 
culated separately  from  that  in  the  core  since  the  densities  are  difCereot. 


Fia.  257. — IroD-Iosa  ourvM  for  direot-ciment  maohinea. 
We^t  of  iron  in  the  teeth 
=  {  (— ^       -  '^~'\  -  156  X  0.36  X  1.46 1  X  ».06  X  0.28  -  200  11 
where  0.28  is  the  wdgbt  of  a  cubic  inch  of  iron. 
The  frequency  is  -^  X  s  =  27  cycles  per  second. 
Watts  lost  at  140,000  lines  per  square  inch  =  10  watts  per  pound. 
Watts  lost  in  the  teeth  -  200  X  10  ■=  2,000  wattg. 


9.0S  X  0.28  =  »40  lb. 

Watts  lost  per  pound  at  density  of  80,600  lines  per  square  inch  =  3.3. 
Loss  «  940  X  3.3  "  3,100  watts. 

Total  coDe  loss  -  2,000  +  3,100  -  5,100  watts. 

Shunt-field  Copper  loss  =  Elf  =  250  X  7.5  =  1,875  watts. 
Seriee-field  copper  loss  =     600  watts. 

Armature  copper  lose  =  5,200  watts. 

Bnisb-contact  loss  =  2,000  watts. 

Brush-friction  loss  =  2,900  watts. 

Windage  and  journal  friction  loss  -  1  per  cent.  ^  2,500  watts  (assumed). 
Total  losses  -  20,175  watte. 

EfBciency  at  full  load  =  -■  ■■  ■        ,  .  ^^  100  per  cent.  = 
250  000 
250,000+20,175  ^  ""  >»'  "»'•  "  ""'  <"  "»'■ 


CHAPTER  IX 
SYNCHRONOUS  MACHINERr 

236.  Alternator. — Ad  alternating-current  generator  or  alter- 
nator in  its  Eimplest  form  consists  of  an  open  coil  of  wire  revolving 
at  uniform  speed  in  the  magnetic  field  between  a  pair  of  unlike 
poles  (Fig.  258). 

The  fields  are  excited  by  direct  current  from  a  separate  machine 
called  an  exciter  at  125  or  250  volts. 


Fio.  25S. — Sin^e-phaae  alteroator,  revolving-armature  type. 


Between  the  slip  rings  a  and  h  an  alternating  e.m.f.  is  generated 
of  instantaneous  value 

e  =  n^fr  10 -«  volts  (279) 

at 

where  n  is  the  number  of  turns  in  the  coil  and  -jt  is  the  rate  of 

change  of  the  fiux  interlinking  with  the  coil  or  the  rate  at  which  the 

coil  is  cutting  the  flux.    The  result  is  the  same  if  the  armature  is 

stationary  and  the  field  revolves. 

237.  Types  of  Alternators. — There  are  three  princiF>al  types 

of  alternators: 

(o)  Revolving  armature, 
(h)  Revolving  field, 
(c)  Inductor. 
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Type  (a)  is  illustrated  in  Pig.  258.  The  field  poles  are  sta- 
tionary and  the  armature  revolves  between  them.  The  ends  of 
the  winding  are  brought  out  to  two  slip  rings  in  single-phase 
machines  and  to  three  or  more  slip  rings  in  polyphase  machines 
and  the  current  is  collected  by  copper  or  carbon  brushes. 

The  armature  is  necessarily  of  small  size  since  the  peripheral 
speed  is  limited  and  there  is  very  little  space  for  insulation.  The 
armatiu'e  conductors  are  also  acted  upon  by  centrifugal  forces 
which  tend  to  throw  them  out  of  the  slots.  The  revolving  arma- 
ture is  therefore  only  suitable  for  machines  of  small  size  and  low 
voltage.  It  is,  however,  necessary  in  the  case  of  rotary  converters 
where  the  same  armature  winding  carries  both  alternating  and 
direct  currents. 

(6)  The  revolving  field  type  illustrated  in  Fig.  259  and  Fig. 
260,  is  almost  universal  for  all  sizes  and  voltages.  The  armature 
is  the  stationary  part  and  the  field  poles  revolve.  This  type  has 
many  advantages  over  the  revolving  armature  type.     (1)   It 


s 


N 


s 

1  ' 

N 

p 


Motion 


Annatore  Windlns 


Fio.  259. — Single-phase  alternator,  revolving-field  type. 

requires  only  two  slip  rings  even  for  polyphase  machines  and  these 
slip  rings  carry  only  the  direct  current  supplied  to  the  field  wind- 
ing, while  the  load  current  is  taken  oflf  from  stationary  terminals. 
(2)  There  is  much  more  space  for  the  armature  windings  and 
they  are  relieved  from  all  centrifugal  strains.  They  can,  there- 
fore, be  much  better  insulated  and  ventilated.  The  field  wind- 
ings are  made  of  copper  strap  and  the  revolving  member  is  very 
rugged  and  is  not  affected  by  strains  due  to  rotation;  thus,  much 
higher  peripheral  speeds  may  be  used  than  with  type  (a),  with 
consequent  increase  in  economy  of  material. 

The  revolving-field  members  are  made  in  two  forms,  the 
salient  pole  rotor  and  the  cylindrical  rotor.  The  rotor  with 
salient  poles.  Figs.  259  and  260,  is  used  almost  universally  for 
machines  of  all  but  the  largest  outputs  and  highest  speeds. 
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Cylindrica]  rotors,  Fig.  335,  are  employed  for  turbo^Itemators 
of  very  large  output  which  must  run  at  extremely  high  speeds  in 
order  to  obtain  the  mftgimnm  output  per  pound  of  material. 
The  peripheral  speeds  run  up  to  25,000  ft.  per  minute  and  very 
large  stresses  are  developed  due  to  centrifugal  force.  The  rotors 
are  made  of  solid  steel  castings  or  of  a  number  of  steel  discs 
bolted  together  and  have  slots  milled  out  to  carry  the  field  wind- 
ings.    The  shaft  is  bolted  or  dovetailed  to  the  ends  of  the  rotor. 


Fia.  260— Revolving-field   alternator. 

The  cylindrical  rotor  gives  an  air  gap  of  practically  uniform 
length  and  reluctance  over  the  whole  periphery  and  the  field 
m.m.f.  is  distributed.  It  lends  itself  more  readily  to  analytical 
treatment  than  the  salient  pole  rotor  with  its  varying  gap  re- 
luctance and  concentrated  field  m.m.f.  The  vector  diagramB  in 
Figs.  303  to  306  give  very  satisfactory  results  for  machines  with 
cylindrical  rotors  but  one  more  approximate  for  those  with  saUent 
poles. 

(c)  The  inductor  alternator  is  almost  obsolete.  In  these 
machines  the  field  and  armature  windings  are  both  stationary 
and  a  part  of  the  iron  of  the  magnetic  circuit  revolves,  producii^ 
a  periodic  pulsation  of  the  reluctance  of  the  magnetic  circuit  and 
consequently  a  variation  of  the  fiux  linking  with  the  armature 
winding.    Fig.  261  represents  one  type  of  inductor  alternator: 
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ff  is  the  stationary  field  winding  which  produces  the  magnetic 
flux  <!>,<!>,  in  the  direction  indicated,  ajbj  a,&,  are  the  armature 
coils  which  may  be  connected  either  in  series  or  in  multiple.  / 
is  the  revolving  part  of  the  magnetic  circuit  and  is  called  the  in- 
ductor. The  polar  projections  on  it  are  all  north  poles  but  the 
amount  of  flux  issuing  from  /  and  linking  with  the  armature 
coils  a,aj  b,b,  depends  on  the  relative  position  of  the  inductor 
projections  and  the  projections  carrying  the  armature  coils. 

In  Fig.  262,  curve  1  represents  the  variation  of  the  flux  0o 
interlinking  with  one  armature  coil  a  starting  from  the  position 
when  this  flux  is  maximum,  Fig.  261.  Curve  2  represents  the 
e.m.f.  generated  in  coil  a  by  the  varying  flux.    As  0j*  decreases 


Fio.  261. — Tnduotor  alternator. 


Fig.  262. — Fluxes  and  e.m.fs.  in  an 
inductor  alternator. 


an  e.m.f .  is  generated  in  the  positive  direction  and  as  it  increases 
again  an  e.m.f.  is  generated  in  the  negative  direction.  Thus  al- 
though the  flux  does  not  reverse  its  direction  and  never  reaches 
zero,  an  alternating  e.m.f.  is  generated  in  the  armature  coil. 
K  the  pole  pieces  are  properly  shaped  a  sine  wave  of  e.m.f .  will 
be  produced.  Curves  3  and  4  represent  the  variation  of  flux 
and  e.m.f.  in  coil  b.  The  e.m.f.  in  coil  b  is  displaced  180  degrees 
from  that  in  a  and  before  the  two  are  connected  in  series  the 
terminals  of  one  must  be  reversed. 

Inductor  alternators  were  very  heavy  and  expensive  and  have 
been  superseded  by  the  other  types. 

Any  one  of  these  three  types  may  be  wound  as  single-phase  or 
polyphase  machines. 

Alternators  are  divided  into  classes  depending  on  the  type  of 
prime  mover  employed:  (a)  Engine  type,  (6)  waterwheel  type, 
(c)  steam  turbine-driven  type. 
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(a)  Engine-type  alternators  are  direct-connected  to  recipro- 
cating steam  engines  and  they  require  a  large  flywheel  effect  to 
ensure  uniform  angular  velocity. 

(6)  Waterwheel-type  alternators  range  in  speed  from  50 
to  400  r.p.m.  depending  largely  on  the  available  head  of  water. 
The  angular  velocity  of  water  turbines  is  uniform  and  flywheels 
are  not  required.  Waterwheel  alternators  may  be  either  hori- 
zontal or  vertical. 

(c)  Steam  turbine-driven  alternators  or  turbo-alternators  are 
extra  high-speed  generators  usually  750  or  1,500  r.p.m.  for  25 
cycles  and  1,800  or  3,600  r.p.m.  for  60  cycles,  corresponding  to 
four-pole  and  two-pole  rotors  respectively.  Cylindrical  rotors 
are  ordinarily  employed  on  account  of  their  greater  mechanical 
strength  and  smaller  windage  loss.  On  account  of  the  large 
output  per  pound  of  material  forced  ventilation  is  required  to 
keep  the  temperature  within  the  required  limits  and  therefore 
such  machines  must  be  entirely  enclosed. 

238.  Electromotive  Force  Equation. — Fig.  258  represents  a 
two-pole,  single-phase  alternator.  The  armature  winding  is  a 
single  coil  of  n  turns  revolving  at  a  constant  speed.  The  magnetic 
field  is  assumed  to  be  uniform. 

The  e.m.f.  generated  in  the  winding  goes  through  one  complete 
cycle  during  each  revolution,  and  thus  the  frequency  in  cycles 
per  second  is  equal  to  the  speed  in  revolutions  per  second  or  /  = 
rev.  per  sec. 

The  angular  velocity  of  the  coil  is  «  radians  per  second,  and 
therefore 

«  =  2t  X  rev.  per  sec.  =  2Trf  (280) 

If  ^  is  the  maximum  flux  inclosed  by  the  coil,  that  is,  the  flux 
inclosed  when  the  coil  is  vertical,  as  shown,  and  time  is  measured 
from  this  instant,  then  at  time  t,  after  the  coil  has  turned  through 
an  angle  dy  the  flux  inclosed  is  <t>  =  ^  cos  6,  and  the  e.m.f.  gener- 
ated in  the  coil  is 

=  -n^  (*  COS  ^)  10-8, 

but  5  =  wi  ==  2Tftj  and  thus 

6  =  ~  n    (<!>  COS  27r/0lO-8 

=  27ifn^  10-8  sin  2^/1  volts  (281) 

=  Em  sin  $. 
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This  is  a  sine  wave  of  maximum  value 

Em  =  2wfn^  10-»  volts  (282) 

and  effective  value 

E 
j&  =  -^  =  4.44/n^  10-8  volts  (283) 

This  is  the  e.m.f.  equation  for  an  alternator  which  produces  a 
sine  wave  of  e.m.f.  and  has  a  concentrated  winding,  that  is,  all 
the  txuTis  wound  in  a  single  coil. 

This  result  may  also  be  obtained  as  follows.  The  flux  cut  per 
second  by  each  turn  of  the  coil  is  4/<l>  lines,  and  therefore  the 
average  e.m.f.  generated  in  the  coil  is 

Eavo  =  4/n<l>  10-8  volts,  (284) 

but  for  a  sine  wave  the  ratio  of  the  maximum  to  the  average 

ordinate  is  x>  and  therefore  the  maximum  e.m.f.  is 

S„  =  I  Eau,  =  2ir/n*  lO"', 

and  the  effective  value  is  as  before 

E  =  - /"  =  4.44/n4>  10-». 

The  e.m.f.  generated  in  an  alternator  is  directly  proportional 
to  the  frequency  /,  to  the  number  of  turns  in  series  n  and  to  the 
flux  under  each  pole  ^. 

In  a  two-pole  machine  one  revolution  or  360  mechanical  de- 
grees corresponds  to  one  cycle  or  360  electrical  degrees  and  the 
frequency  is  equal  to  the  number  of  revolutions  per  second ;  in  a 
p-pole  machine  the  e.m.f.  goes  through  a  complete  cycle  when 

the  coil  moves  across  a  pair  of  poles  and  thus  through  „  cycles 
in  one  revolution.     In  this  case  360  mechanical  degrees  =  o  ^ 

360  electrical  degrees  or  one  mechanical  degree  =  «  electrical 

degrees. 
The  frequency  in  a  p-pole  alternator  in  cycles  per  second  is 

/  =  ^  X  rev.  per  sec.  (285) 
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239.  Fonn  Factor. — If  the  flux  in  the  air  gap  is  not  so  distrib- 
uted as  to  give  a  sine  wave  of  e.m.f.,  the  average  value  of  the 
generated  e.m.f .  is  still  given  by  equation  (284) , 

£«fl  =  4/n*10-' 
but  the  ratio  of  maximum  to  average  value  is  not »  and  the  ratio 

of  effective  to  maximum  value  is  not  — /^ 
The  efiTective  value  of  the  general  alternating  wave  can  be 


E  =  4-)/n*  10-'  volts,  (286) 

where  7  is  called  the  form  factor  of  the  wave  and  is  defined  as 
the  ratio  of  the  effective  value  to  the  average  value  of  the  ordi- 
nate of  the  wave. 

The  form  factor  of  a  rectangular  wave  is  1.00  and  for  all  other 
waves  is  greater  than  1.00.     For  a  sine  wave  it  is 

■^  =  ^;;,=  £^=2V2  =  ^-^^- 

2" 
240.  Polyphase  Altematiiig-cuTreat  Generators. — If  the  arma- 
ture of  an  alternator  carries  two  similar  windings  displaced  90 
electrical  degrees  from  one  another,  Fig.  263,  the  winding  is 


5L    1^* 


FiO.  263.— Two-phase  alterna 


a  two-phase  winding  and  the  alternator  a  two-phase  alternator. 
Two  e.m.fs.  are  produced  equal  in  value  but  displaced  90  degrees 
in  phase. 

If  the  armature  carries  three  similar  windings  displaced  from 
one  another  by  120  electrical  degrees  (Fig.  264),  the  winding  is  a 
three-phase  winding  and  the  alternator  a  three-phase  alternator. 
Three  e.m.fs.  are  produced  equal  in  value  but  displaced  120 
d^rees  in  pbaee. 
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If  the  windings  of  the  three  phases  start  at  81,  ei  and  si  and  end 
at/i,  ft  and  ft,  the  phases  may  be  interconnected  in  two  w&ys: 
(1)  join/i  to  81,  ft  to  81  and  ft  to  «i,  this  is  the  "delta"  cooaection, 
Fig.  265;  (2)  join  81,  8]  and  8*  together  and  fi,  ft  and  /■  to  the 
three  terminals,  this  is  the  "star"  or  Y  connection  (Fig.  266). 

For  a  ^ven  number  of  tmne  per  phase  the  Y  connection  gives 
a  higher  terminal  voltage  than  the  delta  connection  and  a  corre- 
spondingly smaller  current  output. 


,,7'  ^' 

Fio.  267. — CoDceDtrated  chain  viudiasg. 

The  e.m.f8.  currents  and  power  in  polyphase  circuits  are  dis- 
cussed in  Art.  124. 

The  electrical  power  developed  at  any  instant  in  a  single  phase 
alternator  is  the  product  of  the  instantaneous  values  of  the  e.m.f. 
and  current  (Fig.  89).    It  pulsates  between  a  maximum  positive 


value  - 


-  (1  +  cos  4>)  and  a  negative  value  - 


-  (I  -  cos  <f>) 


and  its  average  value  is  EI  cos  0. 

The  power  developed  in  a  three  phase  alternator  is  the  sum  of 
the  instantaneous  powers  developed  in  the  three  phases;  its  value 
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at  any  instant  is  eiii  +  621*2  +  e^iz  =  3EI  cos  ^  and  remains 
constant. 

The  armature  m.m.f.  of  the  single-phase  alternator  pulsates 
likewise  between  n/,»  and  zero  where  n  is  the  number  of  turns  on 
the  armature,  but  it  remains  fixed  in  direction  relative  to  the 
armature  and  revolves  at  synchronous  speed  relative  to  the  poles. 


Four  Pole.  Sinsle  Phase,  Doable  Lojror  Wlndinc 
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Four  Pole.   Three  Phase.  Doable  Layer  Windiii« 
Fio.  268. — Concentrated  double-layer  windings. 


The  armature  m.m.fs.  of  the  various  phases  of  a  polyphase 
alternator  combine  to  produce  a  constant  m.m.f.  of  armature 
reaction  fixed  in  direction  relative  to  the  poles  and  revolving  at 
sjnachronous  speed  relative  to  the  armature. 

The  conditions  of  operation  of  a  polyphase  alternator  or  syn- 
chronous motor  are  thus  much  more  satisfactory  than  those  of 
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the  single-phase  machines.  Single-phase  machines  are  built 
only  in  the  smaller  sizes  except  in  special  cases  as  for  instance  to 
supply  power  to  a  single-phase  electric-railway  system. 

241.  Alternator  Windings. — There  are  a  great  many  special 
alternator  windings  but  the  majority  of  them  come  under  the  two 
classes  of  chain  windings  and  double-layer  windings. 


*s  if 

Fio.  269. — Four-pole,    single-phase,    chain    winding    distributed    in    six    slots 

per  pole. 

Fig.  267  shows  four-pole  single-,  two-  and  three-phase  chain 
windings  for  armatures  with  one  slot  per  phase  per  pole.  These 
windings  are  all  concentrated  windings. 

Fig.  268  shows  the  corresponding  double-layer  windings. 

Fig.  269  shows  a  four-pole  single-phase  chain  winding  distrib- 
uted in  six  slots  per  pole.  Fig.  270  shows  a  winding  for  the  same 
machine  using  only  four  of  the  six  slots  per  pole  as  explained  in 
Art.  242. 


Fig.  270. — Four-pole,  single-phase  chain  winding  using  only  four  of  the  six 

slots  per  pole. 

Fig.  271  shows  a  two-phase  chain  winding  for  the  armature  in 
Fig.  289.  The  windings  are  distributed  in  three  slots  per  phase 
per  pole. 

Fig.  272  shows  a  three-phase  chain  winding  for  the  same  arma- 
ture, distributed  in  two  slots  per  phase  per  pole. 

19 
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Figs.  273  tq  276  show  the  double-layer  windings  corresponding 
to  Figs.  269  to  272. 

242.  Distribution  Factors. — The  windings  in  Figs.  267  and 
268  are  all  concentrated  windings,  that  is,  they  are  placed  in  one 
slot  per  phase  per  pole. 
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Fio.  271. — Four-pole,  two-phase,  chain  winding  distributed  in  three  slots  per 

phase  per  pole. 


When  a  winding  is  made  up  of  a  number  of  coils  placed  in  sepa- 
rate slots  the  e.m.fs.  generated  in  the  various  coils  are  displaced 
in  phase  and  the  terminal  e.m.f .  is  less  than  if  the  winding  had 
been  concentrated.  The  factor  by  which  the  e.m.f.  of  a  concen- 
trated winding  must  be  multiplied  to  give  tlie  e.m.f .  of  a  distrib- 
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-Four-pole,  three-phase,  chain  winding  distributed  in  two  slots  per 

phase  per  pole. 


uted  winding  of  the  same  number  of  turns  is  called  the  distribu- 
tion factor  for  the  winding  and  it  is  always  less  than  unity. 

When  a  single-phase  winding  is  distributed  in  two  slots  per 
pole  spaced  at  90  degrees  the  e.m.fs.  in  the  two  coils  are  90  de- 
grees out  of  phase.     If  the  effective  value  of  the  e.m.f.  generated 
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in  each  coil  is  e,  then  the  terminal  e.m.f.  is  €«  *=  V^>  Fig-  277, 
and  the  dictribution  factor  is 


s^^^y^^  0.70^. 

2e        2e 


1 


When  a  single-phase  winding  is  distributed  in  three  slots  per  pole 
spaced  at  60  degrees  the  terminal  e.m.f .  is  the  sum  of  three  e.m.fs. 
e  at  60  degrees  to  one  another.  It  is  e^  =  26,  Fig.  278,  and  the 
distribution  factor  is 

5  =  ^f  =  I?  =  0.666. 


«- "2^-0.706 


Fio.  277. 


Fio.  278. 


When  a  single-phase  winding  is  distributed  in  six  or  more  slots 
per  pole  the  distribution  factor  may  be  taken  as 


5  =  -  =  0.64. 

In  Fig.  279  the  semi-circumference  represents  the  e.m.f.  of  the 
concentrated  winding  and  the  diameter  represents  the  e.m.f.  of 
the  distributed  winding. 

The  e.m.fs.  in  the  coils  from  b-c  add  very  little  to  the  terminal 
e.m.f.  and  this  part  of  the  winding  is  usually  omitted  and  the 

terminal  e.m.f.  is  decreased  in  the  ratio  —  =  cos  30**  =  0.866,  or 

is  decreased  13.4  p^  cent,  while  the  resistance  and  reactance  of 
the  winding  are  decreased  333^  per  cent. 
The  distribution  factor  for  this  case  is 

5  =  £&  =  3^«=  0.83. 

46  46 

Figs.  270  and  274  show  four-pole  single-phase  wmdings  with 
only  four  of  the  six  slots  per  pole  used. 
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The  terminal  e.m.f .  of  a  two-phase  winding  distributed  in  two 
slots  per  phase  per  pole  is  made  up  of  two  e.m.fs.  of  value  e 
displaced  45  degrees  from  one  another.  It  is  6^  =  1.848  e,  Fig. 
280,  and  the  distribution  factor  is 

lM8e 


d  = 


'2e 


2e 


=  0.924. 


•f— 8.822  • 

a-  Li^- 0.687 
6« 


Fig.  279. 


•i-1.8«# 

i  -  ^^-0.984 


FiQ.  280. 


«-— j;p-0.ni 


Fio.  281. 


For  a  two-phase  winding  with  three  slots  per  phase  per  pole, 
Figs.  271  and  275,  the  terminal  e.m.f.  is  made  up  of  three  e.m.fs. 
displaced  30  degrees  from  one  another.  It  is  ei  =  2.733^,  Fig. 
281,  and  the  distribution  factor  is 

et       2.7336 


'-te- 


3e 


=  0.911. 


Fig.  282. 


Fig.  283. 


The  terminal  e.m.f.  of  a  three-phase  winding  distributed  in 
two  slots  per  phase  per  pole.  Figs.  272  and  276,  is  made  up  of  two 
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e.m.fs.  of  value  e  displaced  30  degrees  from  one  another.     It  is 
€t  =  1.931e,  Fig.  282|  and  the  distribution  factor  iis 

5  =  if  =  If  1«  =  0.966. 
2e         2e 

With  three  slots  per  phase  per  pole  the  factor  is 

6  =  0.96,  Fig.  283. 

The  following  table  gives  the  distribution  factors  for  single-, 
two-  and  three-phase  windings. 


Slots  per  DhasA 
per  pole 


Distribution  factor 


Single-phrae 


Two-phase 


Three-phase 


1 

1.000 

1.000 

1.000 

2 

0.705 

0.924 

0.966 

3 

o.eee 

0.911 

0.960 

4 

0.653 

0.906 

0.958 

6 

0.64 

0.903 

0.956 

6 

0.83,  if  only  two-thirds  of  slots 

are  used. 

243.  Multiple-circuit  Windings. — The  windings  already  dis- 
cussed are  all  single  circuit,  that  is,  all  the  turns  of  one  phase  are 
connected  in  series.  In  low-voltage  machines  with  a  large  current 
output  it  is  necessary  to  connect  the  coils  forming  each  phase  in 
multiple  circuit.  When  connected  two-circuit  the  terminal  e.m.f . 
is  reduced  to  one-half  and  the  current  output  is  doubled;  the 
power  output,  therefore,  remains  the  same. 

The  e.m.fs.  generated  in  the  sections  of  the  windings  which  are 
connected  in  multiple  must  be  of  the  same  value  and  must  be  in 
phase  or  circulating  currents  will  flow.  It  is  also  necessary  that 
the  resistances  and  reactances  of  the  sections  be  of  the  same 
value  or  one  part  of  the  winding  will  supply  more  current  than 
the  other. 

Fig.  284  shows  a  four-pole  three-phase  double-layer  winding 
with  one  slot  per  phase  per  pole  connected  Y  and  A  single 
circuit  and  two  circuit.  A  winding  may  be  connected  with  as 
many  circuits  in  multiple  as  there  are  pairs  of  poles. 

244.  Short-pitch  Windings. — The  pitch  of  a  winding  is  the 
distance  between  the  two  sides  of  one  of  the  coils  forming  the 
winding.    When  the  coil  pitch  is  equal  to  the  pole  pitch  or  the 
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distance  between  the  centers  of  adjacent  poles,  the  winding  is  full 
pitch.  When  the  coil  pitch  is  less  than  the  pole  pitch  the  winding 
is  fractional  pitch  or  short  pitch. 

In  Fig.  286  abcdf  shows  the  distribution  of  flux  under  two 
adjacent  poles  of  an  alternator.    The  area  under  the  section  of 
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Fia.  284. — Four-pole,  three-phase,  multiple-circuit  windings. 

the  curve  abc  or  cdf  multiplied  by  the  length  of  the  pole  parallel 
to  the  shaft  gives  the  flux  ^  crossing  the  air  gap  under  each  pole. 
As  the  side  g  of  the  coil  cuts  across  the  flux  in  the  gap  an  e.m.f . 
is  generated  in  it  of  the  same  wave  shape  as  the  flux  distribution. 
If  (jfA  is  a  full-pitch  coil  the  side  h  will  occupy  a  position  under  the 
adjacent  pole  similar  to  that  of  g  and  the  e.m.fs.  generated  in  the 
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two  sides  wDl  be  of  the  same  value  and  wave  shape  but  displaced 
180  degrees  in  phase;  they  therefore  act  in  the  same  direction 
aroimd  the  coil  and  add  directly  to  give  the  terminal  e.m.f.  If  e 
is  the  effective  value  of  the  e.mi.  generated  in  one  side  of  the 
coil  the  terminal  e.m.f.  isE  =  2e.  With  a  full-pitch  concentrated 
winding  the  wave  form  of  the  generated  e.m.f.  is  the  same  as  the 
wave  of  flux  distribution  under  the  poles. 


E.M.F.  between  Tormlnala 


E.M.F.  In  ^  or  A 


Fig.  285.— Full-pitch  coil. 

If  the  coil  pitch  is  less  than  the  pole  pitch  by  an  angle  a,  the 
e.m.f.  wave  generated  in  the  side  h  leads  the  e.m.f.  in  ^  by  an 
angle  a,  Fig.  286,  and  the  terminal  e.m.f.  is  the  vector  sum  of  two 
e.m.fs.  of  effective  value  e  displaced  in  phase  by  an  angle  a.     It  is 


a 


E  =  2e  cos  ^  y 


(287) 


and  is  less  than  the  e.m.f.  generated  in  the  full-pitch  winding  in 
the  ratio  cos  ^  ^  1- 


E.M.F.  between 
Terminals 


E.M.F.  In^ 


«(4) 


Ooe.S 


«W 


•  FiQ.  286. — Short-pitch  coil. 

Fractional-pitch  windings  are  sometimes  used  in  order  to  elimi- 
nate certain  harmonics  from  the  e.m.f.  wave  of  the  generator. 
Take  the  case  of  a  machine  with  the  wave  of  flux  distribution, 
shown  in  Fig.  287,  consisting  of  a  fundamental  and  a  fifth  har- 
monic.   With  a  full-pitch  winding  the  e.m.f.  wave  would  consist 
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of  a  fundamental  and  the  prominent  fifth  harmonic.  If,  how- 
ever, the  coil  pitch  is  made  only  80  per  cent,  of  the  pole  pitch  the 
e.m.f .  in  one  side  of  the  coil  will  lead  that  in  the  other  by  36 
degrees  and  the  fifth  harmonics  in  the  two  sides  will  be  in  direct 
opposition  and  will  disappear  (Fig.  288).  The  terminal  e.m.f. 
will  consist  only  of  the  fmidamental  and  it  will  be  decreased  in 
ratio  cos  18  degrees:!.    To  eliminate  an  nth  harmonic  the  coil 

pitch  must  be  either  lengthened  or  shortened  by  -  th  of  the  pole 

pitch.  Thus  the  wave  form  of  the  e.m.f.  generated  in  a  short- 
pitch  winding  is  not  the  same  as  the  wave  of  the  fiux  distribution 
in  the  air  gap. 

£.M.F.betKeen' 
Terminals 

.Curve  of  Flux  Discributioix 


Fio.  287.— Flux  wave  with  fifth     Fiq.  288. — Elimination  of  fifth  harmonic, 
harmonic. 

Similarly  the  wave  form  of  any  distributed  winding  differs 
from  the  wave  of  flux  distribution,  since  the  terminal  e.m.f.  is 
the  sum  of  a  number  of  waves  displaced  from  one  another.  A 
fully  distributed  winding  gives  an  e.m.f.  wave  of  approximately 
sine  form  at  no  load  regardless  of  the  flux  distribution. 

246.  Effect  of  Distributing  the  Winding.— (1)  The  core  is  used 
to  better  advantage  since  a  number  of  small  slots  evenly  spaced 
are  used  instead  of  a  few  large  ones.  (2)  The  copper  is  evenly 
distributed  over  the  armature  surface  and  thus  the  copper  loss  is 
also  distributed  and  the  heat  developed  by  it  can  more  easily  be 
dissipated.  A  higher  current  density  in  the  copper  can,  therefore, 
be  used.  (3)  The  self-inductive  reactance  is  very  largely  de- 
creased by  distributing  the  winding  in  a  large  number  of  slots, 
since  the  coeflicient  of  inductance  of  a  coil  is  proportional  to  the 
square  of  the  number  of  turns.  (4)  The  terminal  e.m.f.  is  de- 
creased as  shown  in  Art.  242  but  the  wave  form  is  made  more 
nearly  sinusoidal. 

246.  Harmonics  Due  to  the  Teeth. — Fig.  289  shows  two  posi- 
tions of  the  armature  of  an  alternator  relative  to  the  field  poles. 
In  A  there  are  four  teeth  under  the  pole  and  three  slots,  while  in 
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B  there  are  three  teeth  and  four  slots.  The  reluctance  of  the 
magnetic  circuit  of  the  generator  is  a  minimum  in  A  and  the 
flux  m  the  circuit  is  a  maximum,  while  in  B  the  reluctance  is  a 
maximum  and  the  flux  is  a  minimum.  If  there  are  a  teeth  or 
slots  per  pole  the  flux  per  pole  pulsates  once  in  the  distance  of  a 
slot  pitch  or  2a  times  in  two  pole  pitches.  The  frequency  of  the 
pulsations  is  2af  where/  is  the  normal  frequency  of  the  machine. 
The  flux  per  pole  consists  of  a  constant  value  #  and  superim- 
posed on  it  an  alternating  flux  of  amplitude  #i  and  frequency  2af. 

B  I  i    m*     [ 


ijirLnjir  iTLTUiJir  ^ 

Fio.  289. — ^Harmonics  due  to  the  teeth. 

Measuring  time  from  the  mstant  represented  in  A  when  the 
flux  is  maximum,  the  flux  at  any  time  t  or  angle  0  is 

</>p  =  #  +  $1  cos  2a0, 

and  the  flux  enclosed  by  the  coil  at  angle  0  is 

<l>p  cos  ^  =  #  COS  0  +  ^1  COS  2a0  •  cos  0 

=  ^  cos  a  +  ^Mcos  (2a  +  1)0  +  cos  (2a  -  1)^} ; 

the  e.m.f.  generated  in  a  coil  of  N  turns  concentrated  in  a  single 
slot  is 

6  =  -  N^{<t>P  cos  0)  =  -  ^AW  ^^s  0  +  ^{cos{2a  +  1)0 

+  cos  (2a  -  1)0\]^ 
=  -  JV[-*sin  a  +  ^M-  (2a  +  1)  sin  (2a  +  1)^ 

-  (2a-  l)sin  (2a-  l)^}]' 


\d0 
di 
but 

0  =  2Trft  and  ^  =  2t/, 

and  therefore, 

e  =  ar/AT j#  sin  ^  +  ^^ ^  ^f>i  sin  (2a  +  1)^ 

+  ^^^*isin  (2a-  1)^1, 
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a  fundamental  and  two  harmonics  the  (2a  +  l)th  and  the  (2a  — 
l)th.  With  three  slots  per  pole  the  tooth  harmonics  are  the 
seventh  and  the  fifth;  and  with  six  slots  per  pole  the  harmonics 
are  the  thirteenth  and  the  eleventh. 

The  pulsations  of  the  flux  are  opposed  by  the  large  inductance 
of  the  field  winding  and  they  are  therefore  very  small  and  in 
addition  an  nth  harmonic  current  is  opposed  by  a  reactance  in 
the  alternator  armature  and  load  ch-cuit  which  is  n  times  as 
great  as  the  reactance  for  the  fimdamental  current. 

If  the  width  of  the  pole  face  plus  a  small  allowance  for  fringing 
is  a  multiple  of  the  slot  pitch  the  variation  of  the  gap  reluctance 
is  negligible  and  the  pulsation  of  flux  does  not  occur. 

247.  Effect  of  Third  Harmonics  in  Three-phase  Alternators. — 
If  the  e.m.f .  per  phase  in  a  three-phase  delta-connected  alternator 
contains  a  third  harmonic,  triple-frequency  currents  will  circulate 
through  the  closed  delta  at  all  times.  Referring  to  Fig.  129, 
the  resultant  e.m.f.  aroimd  the  closed  circuit  at  any  instant  is 
«i  +  ej  +  ea  and  this  was  shown  to  be  equal  to  zero  in  the  case 
of  three  similar  sine  waves  displaced  at  120  degrees,  Art.  123. 
The  third  harmonics  are,  however,  not  combined  at  120  degrees 
but  at  3  X  120  ^  360  degrees  and  are  in  phase  and  the  resultant 
e.m.f .  is  three  times  the  magnitude  of  the  third  harmonic  of  one 
.  phase  and  this  will  cause  a  third  harmonic  of  current  to  circulate 
through  the  closed  winding.  This  current  may  be  of  the  order 
of  full-load  current  in  the  case  of  alternators  of  low  reactance. 
The  reactance  of  the  alternator  winding  to  the  triple-frequency 
current  is  three  times  that  opposed  to  the  current  of  fimdamental 
frequency  but  only  the  true  reactance  and  not  the  synchronous 
reactance  is  effective  in  limiting  the  circulating  current.  The 
third  harmonic  of  e.m.f.  does  not  appear  at  the  terminals  since 
it  is  consumed  in  producing  the  circulating  current. 

If  the  alternator  is  connected  Y,  the  third  harmonic  e.m.f .  will 
not  appear  in  the  e.m.f.  between  terminals,  since  this  e.m.f.  is 
the  difference  of  two  e.m.fs.  at  120  degrees  to  one  another  or  the 
sum  of  two  e.m.fs.  at  60  degrees,  the  third  harmonics  will  be 
combined  at  3  X  60  =  180  degrees  and  will  therefore  neutralize 
one  another.  If,  however,  the  neutral  is  connected  to  groxmd  at 
both  the  generator  and  receiver  ends.  A  third  harmonic  of 
current  may  flow  in  the  neutral  supplied  from  the  three  phases. 

Alternators  should,  whenever  possible,  be  connected  Y  instead 
of  A  to  reduce  the  danger  of  circulating  currents. 
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248.  General  Electromotive  Force  Equation. — The  e.m.f. 
equation,  derived  in  Art.  239, 

E  =  47/n$  lO-®  volts 

which  applies  only  to  concentrated  windings  may  be  extended  to 
include  all  windings  by  introducing  the  distribution  factor  d. 

Thus  the  general  equation  for  the  effective  value  of  the  e.m.f. 
between  terminals  of  an  alternator  is 

E  =  467/n*  10-»  volts,  (288) 

where 

/  =  frequency  in  cycles  per  second, 

n  =  number  of  turns  in  series  between  terminals, 

#  =  flux  from  one  pole, 

7  =  form  factor  of  the  e.m.f.  wave, 

8  =  distribution  factor  of  the  winding. 

This  equation  holds  both  for  the  single-phase  alternator  and  for 
any  phase  of  a  polyphase  alternator  with  n  turns  in  series  per 
phase. 

If  the  winding  is  short  pitch  the  e.m.f .  is  reduced  in  the  ratio 

COS  2  •  1  where  the  coil  pitch  is  180  —  a  electrical  degrees. 

249.  Rating  of  Alternators. — Alternators  are  designed  to  give 
a  certain  terminal  voltage  and  to  supply  any  current  up  to  a 
certam  maximum  or  full-load  current. 

The  output  is 

P  =  nEI  cos  d  watts, 
where 

E  is  the  voltage  per  phase, 

I  is  the  full-load  current  per  phase, 

cos  0  is  the  power  factor  of  the  load,  and 

n  is  the  niunber  of  phases. 

The  power  output,  therefore,  depends  on  the  voltage  which  is  a 
fixed  quantity,  the  current  which  is  variable  and  is  limited  by  the 
allowable  temperature  rise  caused  by  the  copper  losses  and  other 
losses  in  the  machine,  and  the  power  factor  of  the  load  over  which 
the  designer  has  no  control. 

Alternators  should,  therefore,  be  rated  not  in  watts  or  kilowatts 
which  depend  on  the  power  factor  but  in  volt-amperes  or  kilovolt- 
amperes. 
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A  machine  rated  at  1|000  kva.  can  supply  1,000  kw.  to  a  non- 
inductive  load  at  unity  power  factor  or  it  can  supply  1,000  X 
0.80  =  800  kw.  to  an  inductive  load  of  80  per  cent,  power  factor. 

280.  Comparative  Ratings  of  an  Alternator  Wound  Single-, 
Two-  and  Three-Phase. — Take  the  case  of  a  machine  with  six 
slots  per  pole.  Let  e  be  the  effective  value  of  the  e.m.f .  generated 
in  each  coil  of  the  winding  and  I  be  the  current  per  conductor. 
The  current  will  be  the  same  in  the  three  cases  for  the  same  tem- 
perature rise. 

When  woimd  single-phase  using  all  the  slots  the  distribution 
factor  is  0.64  and  the  terminal  e.m.f.  is 

J5  =  66  X  0.64 
and  the  output  is 

P\  =  J57  cos  </>  =  3.84€7  cos  <^, 

where  cos  <^  is  the  power  factor  of  the  load. 

When  wound  single-phase  using  only  four  slots  per  pole  the 
terminal  e.m.f.  is 

E  =  4eX  0.83 
and  the  output  is 

Pi  =  EI  cos  <l>  =  3.32e/  cos  <t>. 

m 

When  wound  two-phase  with  three  slots  per  phase  per  pole  the 
distribution  factor  is  0.91,  the  e.m.f.  per  phase  is 

B  =  3e  X  0.91 
and  the  output  is 

Pi  =  2EI  cos  if}  =  5.466/  cos  <i>. 

When  woimd  three-phase  with  two  slots  per  phase  per  pole  the 
distribution  factor  is  0.96,  the  e.m.f.  per  phase  is 

E  =  2eX  0.96 
and  the  output  is 

Pz  =  3EI  cos  <!>  =  6.766/  cos  <^. 

Taking  the  three-phase  rating  as  100  the  comparative  ratings 
are  as  given  below. 

Number  of  pbases  Ratins 

Three-phase  100.0 

Two-phase  96.0 

Single-phase  usmg  all  the  slots  67.0 

Single-phase  using  only  four  slots  per  pole  57.7 
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In  practice  an  alternator  is  given  the  same  rating  two-  and  three- 
phase  and  65  per  cent,  of  that  rating  single-phase. 

261.  Armature  Reaction. — The  flux  distribution  in  the  air  gap 
of  an  alternator  at  no  load  is  symmetrical  about  the  center  line  of 
the  pole  and  usually  follows  approximately  a  sine  wave.  The 
e.m.f.  generated  in  the  armature  is  also  a  sine  wave  (see  Fig. 
285). 

When  current  flows  in  the  armature  winding,  the  m.m.f .  of  the 
armature  combines  with  the  m.m.f.  of  the  field  and  changes  both 
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Fio.  290. — Armature  reaction  and  reactance. 


the  magnitude  and  distribution  of  the  flux  crossing  the  air  gap 
and  cut  by  the  armature  conductors.  It  thus  changes  both  the 
magnitude  and  the  wave  form  of  the  e.m.f.  generated.  Th^e 
results  are  termed  the  armature  reaction. 

Armature  reaction  depends  not  only  on  the  intensity  of  the 
current  in  the  armature  but  also  on  its  phase  relation  with  the 
generated  e.m.f.  Fig.  290  illustrates  armature  reaction  in  a 
machine  with  a  single-phase  concentrated  winding. 

In  (a)  the  armature  coil  is  shown  in  the  position  of  zero  e.m.f ; 
if  the  current  is  in  phase  it  is  also  zero. 
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In  (b)  the  e.m.f.  is  maximum  and  the  current  is  maximum. 
The  m.mi.  of  the  armature  is  cross-magnetizing,  that  is,  it  de- 
creases the  flux  over  one-half  of  the  pole  and  increases  it  over  the 
other  half.  The  useful  flux  is  only  decreased  by  the  small  amount 
lost  due  to  the  higher  saturation,  and,  therefore,  decreased  permea- 
bility over  the  half  of  the  pole  where  the  density  is  increased. 
The  flux  distribution  no  longer  follows  a  sine  wave  and  the  e.m.f . 
will  not  be  a  sine  wave. 

In  (c)  the  ciu'rent  is  maximum  but  lags  90  degrees  behind  the 
generated  e.m.f.  The  m.m.f.  of  the  armature  acts  directly 
against  the  m.m.f.  of  the  field.  It  is,  therefore,  demagnetizing 
and  decreases  the  flux  but  does  not  distort  it. 

In  (d)  the  current  is  maximum  and  leads  the  e.m.f.  by  90 
degrees.  The  m.m.f .  of  the  armature  acts  directly  with  the  field 
and  magnetizes  it.  The  useftil  flux  is  increased  and  is  not 
distorted. 

The  following  results  have  been  obtained: 

1.  A  current  in  phase  with  the  generated  e.m.f.  is  cross- 
magnetizing  and  only  decreases  the  flux  to  a  very  slight  extent. 

2.  A  current  lagging  90  degrees  behind  the  generated  e.m.f. 
demagnetizes  the  field  and  decreases  the  flux  and  decreases  the 
generated  e.m.f. 

3.  A  current  leading  the  generated  e.m.f.  by  90  degrees 
magnetizes  the  field,  increases  the  flux  and  increases  th&  generated 
e.m.f. 

If  the  current  lags  behind  the  e.m.f.  by  angle  <^,  it  may  be 
resolved  into  two  components,  /  cos  ^  in  phase  with  the  e.m.f. 
and,  therefore,  cross-magnetizing  and  /  sin  </>  lagging  90  degrees 
behind  the  e.m.f.  and  demagnetizing. 

The  effect  of  armature  reaction  increases  almost  directly  with 
the  current  imtil  the  magnetic  circuit  becomes  saturated  after 
which  it  increases  much  faster  than  the  current.  Due  to  satura- 
tion the  cross-magnetizing  effect  increases  faster  than  the  current; 
the  demagnetizing  m.m.f.  increases  directly  with  the  current  and 
the  decrease  of  flux  caused  by  it  would  be  proportional  to  the 
current,  if  it  were  not  for  the  change  in  the  leakage  factor  of  the 
machine.  The  increase  of  the  leakage  factor  imder  load  is 
largely  due  to  the  presence  of  the  demagnetizing  armature  m.m.f. 
and  the  resulting  decrease  of  flux  must  be  charged  against  it. 

In  salient  pole  machines  the  cross-magnetizing  m.m.f.  acts  on 
a  path  of  much  larger  reluctance  than  the  demagnetizing  m.m.f. 
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.  and  its  effect  is  correspondingly  smaller.  In  machines  with  cylin- 
drical rotors  the  reluctance  of  the  air  gap  is  uniform  over  the 
whole  periphery  and  the  two  m.m.fs.  therefore  act  on  similar 
paths. 

262.  Armature  Reactance. — ^The  flux  produced  by  the  cur- 
rent in  the  armature  coil  in  Fig.  290  may  be  separated  into  two 
parts  as  shown. 

Part  (1)  is  the  flux  of  armature  reaction  which  crosses  the  gap 
and  interferes  with  the  flux  threading  the  field  circuit.  Its  effect 
is  either  cross-magnetizing,  demagnetizing  or  magnetizijig. 

Part  (2)  is  the  flux  which  only  interlinks  with  the  coil  itself  and 
does  not  interfere  with  the  flux  produced  by  the  field  m.m.f.  It 
is  the  self-inductive  flux  of  the  coil  and  generates  in  the  coil  an 
e.m.f.  of  self-inductance,  which  consumes  a  component  of  the 
e.m.f.  generated  by  rotation.  This  e.m.f.  called  the  armature 
reactance  drop  is  equal  to  the  product  of  the  armature  current  I 
and  the  armature  reactance  x  and  leads  the  current  by  90  degrees. 

The  reactance  is  x  =  2t/L,  where  L  is  the  inductance  of  the 
armature.  L  and  x  both  decrease  as  the  armature  ciurent  in- 
creases due  to  the  increased  saturation  and,  therefore,  decreased 
permeability  of  the  leakage  path  surrounding  the  armature  con- 
ductors. They  also  vary  as  the  armature  is  rotated,  when  the 
conductor  is  under  the  pole  the  reluctance  of  its  local  leakage 
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Fig.  291. — Slot  leakage  flux  and  tooth-tip  leakage  flux. 

path  is  minimum  and  L  and  x  are  large,  when  between  the  poles 
the  reluctance  is  maximum  and  L  and  x  are  reduced.  An  aver- 
age value  of  X  is  chosen  to  represent  the  armature  reactance.  At 
light  loads  when  the  current  is  small  the  reactance  drop  will  be 
greater  than  the  value  corresponding  to  the  average  reactance 
and  when  the  current  is  large  it  will  be  smaller. 

263.  Leakage  Fluxes. — The  leakage  fluxes  of  armature  react- 
ance may  be  separated  into  three  parts:  (a)  the  slot  leakage  flux, 
(6)  the  tooth-tip  leakage  flux,  Fig.  291,  and  (c)  the  end  connection 
leakage  flux,  Fig.  292. 
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(a)  The  slot  leakage  flux  is  directly  proportional  to  the  number 
of  ampere  conductors  in  the  slot,  that  is,  to  the  total  current  in  the 
slot;  it  increases  directly  with  the  slot  depth  and  is  inversely 
proportional  to  the  slot  width.  If  the  slots  are  partly  closed,  the 
component  of  the  flux  across  the  narrow  opening  is  very  large. 
The  slot  leakage  flux  is  independent  of  the  position  of  the  slot 
relative  to  the  pole;  due  to  saturation  of  the  teeth  it  does  not 
increase  directly  with  the  current  and  therefore  the  component 
of  the  armature  reactance  due  to  it  decreases  with  increase  of 
current. 

(ft)  The  tooth  tip  leakage 
follows  paths  such  as  those 
shown  in  Fig.  291.  It  cannot 
be  calculated  so  easily  or  so 
accurately  as  the  slot  leakage 
and  it  depends  to  a  limited 
extent  on  the  position  of  the 
slot  relative  to  the  pole,  espe- 
cially if  the  air  gap  is  short. 
This  does  not  apply  to  ma- 
chines with  cylindrical  rotors. 

(c)  The  end-connection 
leakage  flux  follows  a  path  entirely  in  air.  It  is  proportional  to 
the  number  of  ampere  conductors  in  the  phase  belt  but  when 
the  winding  is  distributed  in  a  number  of  slots  the  length  of  the 
leakage  path  is  increased.  The  great  length  of  the  end  connec- 
tions makes  this  component  of  the  leakage  flux  comparatively 
large.  Since  the  path  never  becomes  saturated  this  flux  is 
directly  proportional  to  the  current.  Distributing  the  winding 
in  a  number  of  slots  per  phase  per  pole  decreases  all  of  these 
leakage  fluxes  by  increasing  the  length  of  the  leakage  paths. 

264.  Poljrpliase  Armature  Reaction. — If  n  is  the  number  of 
turns  per  phase  per  pair  of  poles  on  a  two-phase  alternator  and 
ii  =  Im  cos  6  is  the  current  in  phase  1  and  it  =  7m  cos  {0  —  90**) 
=s  Im  sin  6  is  the  current  in  phase  2,  the  m.m.fs.  of  the  two  phases 
are  mi  =  nii  =  n/^  cos  0  and  ma  =  nl^  sin  0.  The  two  m.m.fs. 
are  in  quadratiu'e  in  time  and  space  but  combine  to  give  a  con- 
stant m.m.f.  n/m  fixed  in  position  relative  to  the  field  m.m.f. 
and  revolving  synchronously  backward  relative  to  the  armature. 
This  can  be  seen  by  reference  to  Fig.  293.  AB  is  the  winding 
of  phase  1  and  the  current  is  assumed  to  lag  behind  the  e.m.f .  by 
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Fio.  202. — End-connection  leakage  flux. 
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angle  <f>.  At  the  instant  represented  the  current  is  maximum  and 
the  m.m.f.  of  the  coil  is  maximum  and  acts  in  direction  OY.  The 
current  in  phase  2  is  now  zero.  The  m.m.fs.  acting  are  shown  in 
Kg.  294. 


Mn— nljn 


Fio.  294. 


In  Fig.  295  the  coil  AB  has  moved  through  angle  d  and  its  cur- 
rent has  decreased  to  /«,  cos  0  and  its  m.m.f.  to  nim  cos  6.  The 
current  in  coil  CD  has  a  value  /m  sin  0  and  its  m.m.f .  is  n/^  sin  6. 
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Fig.  295. 
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The  component  of  the  m.m.f.  of  phase  1  in  direction  OY  is 
film  cos  ^-  cos  d  =  film  cos*^  and  the  component  in  direction  OX  is 
—  film  cos  6'  sin  6. 

The  component  of  the  m.m.f.  of  phase  2  in  direction  07  is 
film  sin  ^  •  siiv  ^  -  film  sin^O  and  the  component  in  direction  OX  is 
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+  nlm  sin  O'COQ  $.  The  resultant  m.m.f.  of  the  two  phases  in  di- 
rection OF  is  nim  cos^  6  +  nlm  sin^  $  =  nln^  and  in  the  direction 
OX  is  n/»  cos  ^- sin  ^  —  nim  cos  ^ •  sin  ^  =  0. 

Thus  the  resultant  armature  m.m.f.  is  nl„,  in  fixed  direction 
relative  to  the  field  m.m.f.  and,  therefore,  revolving  synchron- 
ously relative  to  the  armature  (Fig.  296). 

The  direction  of  the  resultant  armature  m.m.f.  relative  to  the 
field  m.m.f .  is  determined  by  the  angle  of  phase  difference  between 
the  current  and  the  e.m.f.  generated  at  no  load. 

If  the  current  is  in  phase  with  the  e.m.f.,  the  armature  m.m.f. 
acts  at  right  angles  to  the  field  m.m.f.  and  is,  therefore,  cross- 
magnetizing  only;  if  the  current  lags  by  angle  ^,  the  armature 
m.m.f.  can  be  separated  into  two  components  nlm  sin  ^  which  is 
demagnetizing  and  nin,  cos  <l>  which  is  cross-magnetizing  (Fig. 
294). 
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Fig.  297. 
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If  the  two-phase  winding.  Fig.  295,  is  replaced  by  a  three-phase 
winding.  Fig.  297,  with  the  first  phase  AB  in  the  same  position 
as  before  and  the  other  phases  CD  and  EF  displaced  120  degrees 
and  240  degrees  from  it,  the  m.m.fs.  of  the  three  phases  will  be 
respectively  nln^  cos  B,  n/^  cos  {B  —  120)  and  nim  cos  {0  —  240) 
and  will  act  in  the  directions  represented.  As  before  B  is  meas- 
ured from  the  instant  of  maximum  current  and  the  currents  in 
the  three  phases  are  assumed  to  lag  behind  the  e.m.fs.  by  angle  4>, 

The  sum  of  the  components  of  m.m.f.  in  direction  OY  is 

n/«  co8*«  +  nl^  COS'  {B  -  120)  +  nl^  cos'  {B  -  240)  =  Hnl„,. 

and  the  sum  of  the  components  in  the  direction  OX  is 

n/«  cos  ^  sin  ^   +  n/«  cos  {B  -  120)  sin  {B  -  120) 

-h  uIm  cos  {B  -  240)  sin  {B  -  240)  =  0. 
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Thus,  the  resultant  m.m.f .  of  the  armature  of  a  three-phase  alter- 
nator is 

Ma=%n7«,  (289) 

where  n  is  the  number  of  turns  in  series  per  phase  and  /»  is  the 
maximum  value  of  the  armature  current. 

The  armature  m.m.f.  is  fixed  in  direction  relative  to  the  fields 
and  revolves  S3mchronously  relative  to  the  armature  (Fig.  298). 
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Fio.  299. — Armature  m.m.f.  of  a  three-phase  alternator. 


Fig.  299  shows  the  same  facts  in  another  way  in  the  case  of  a 
three-phase  alternator  with  its  winding  distributed  in  six  slots 
per  pole. 

(1)  is  a  section  through  the  conductors  indicating  the  directions 
and  intensities  of  the  e.m.fs.  for  the  time  t  =  0. 
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(2)  shows  the  e.m.f.  waves  generated  in  the  three  phases. 

(3)  shows  the  armature  winding. 

(4),  (5)  and  (6)  represent  the  armature  m.m.fs.  corresponding 
to  the  three  instants,  t  =  0,  t  =  ti  and  t  =  ti  or  0  =  0,  6  =  30 
degrees  and  ^  =  60  degrees,  with  the  currents  (7)  in  phase  with 
the  generated  e.m.f.  The  armature  m.m.f.  is  cross-magnetizing; 
its  value  represented  by  the  area  under  the  m.m.f .  lines  is  approx- 
imately constant  and  it  is  fixed  in  position  relative  to  the  poles 
and  therefore  revolves  relative  to  the  armature. 

(8)  and  (9)  show  the  armature  m.m.f.  and  currents  at  time  t  = 
0,  with  the  currents  in  quadrature  behind  the  e.m.fs.  and  there- 
fore demagnetizing. 

(10)  and  (11)  show  the  armature  currents  leading  and  the 
armature  m.m.f.  magnetizing, 

266.  Single-phase  Armature  Reaction. — In  a  single-phase 
alternator  with  n  armature  turns  per  pair  of  poles  carrying  a 
current  t  =  /m  sin  0,  the  armature  m.m.f .  varies  from  a  maximum 
value  nim  to  zero;  it  is  fixed  in  direction  relative  to  the  armature 
and  revolves  relative  to  the  poles.  It  produces  a  double-fre- 
quency pulsation  of  the  field  and  a  third  harmonic  of  e.m.f . 


®  ® 

Fig.  300. — Single-phase  armature  reaction. 


Fig.  300  shows  four  instants  during  the  revolution  of  a  single- 
phase  alternator  in  which  the  current  is  assumed  to  be  in  quadra- 
ture behind  the  generated  e.m.f.  In  (1)  the  e.m.f.  is  zero  and 
the  current  is  maximum,  the  armature  m.m.f.  is  demagnetizing 
and  reduces  the  fiux.  In  (2)  the  current  is  zero  and  the  flux  has 
its  maximum  value.  In  (3)  the  current  is  maximum  again  and 
the  fiux  is  reduced  as  in  (1).    In  (4)  the  current  is  zero  again. 

The  values  of  the  flux  crossing  the  gap  for  one  revolution  or 
one  cycle  are  shown  in  Fig.  301.  The  flux  may  be  separated  into 
two  parts,  the  constant  value  €>  and  the  alternating  flux  of 
amplitude  0i,  which  goes  through  two  complete  cycles  during  one 
cycle  of  the  current  or  e.m.f.    Single-phase  armature  reaction 
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thus  produces  a  double-frequency  pulsation  of  the  flux  crossing 
the  gap. 

If  time  t  and  angular  displacement  0  of  the  rotating  field  are 
measured  from  position  (1),  the  flux  inclosed  by  the  coil  at  this 
instant  may  be  represented  by 

^  =  $  —  01  cos  20. 
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At  time  t  and  .angle  6  after  position  (1)  the  flux  inclosed  is 
0  =  00  cos  6  =  ^  cos  6  —  <t>i  cos  26  -  cos  6 

=  ^  cos  ^  —  ^^  (cos  3^  +  cos  ^) 

and  the  e.m.f.  generated  in  the  coil  is 

d<l>  d 


e  =  ^  ^;S  ^  — n-^-|^  cos  ^  —  y  (cos  3^  +  cos  ^)  | 
=  n  I  4>  sin  ^  -  ^-  (3  sin  3^  +  sin  ^)  | 


dS 
dt' 


but  6  =  2Tft  and  J^  =  2t/. 

at 

and  therefore 

e  =  2^/n|  (#  -^)  sine  -  ^  4>i  sin  3^  1 

=  E^  sin  e  -  fi'"sin  3^. 

m  m 

The  generated  e.m.f.   consists  of  an  e.m.f.  of  fundamental 

I  ih\ 

frequency  having  a  maximum  value  E   =  2ir/n  {^  —  -w)  and  a 

third  harmonic  of  maximum  value  E^  =  Zirtn  4>u  the  twoe.m.fs. 

pass  through  zero  together  but  in  opposite  directions  and  the 
resultant  wave  is  symmetrical  with  a  peak  at  the  center  (Fig.  302). 
Thus  single-phase  armature  reaction  produces  a  double-fre- 
quency pulsation  of  the  field  and  a  third  harmonic  of  e.mi. 
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Since  the  magnetic  circuit  is  surFonnded  by  a  field  winding, 
consisting  of  a  large  number  of  turns,  the  pulsations  will  be  less 
than  the  above  results  indicate.  The  variation  of  the  flux  linking 
li^th  the  field  winding  induces  in  it  e.m.fs.  and  currents  which 
oppose  the  variation  and  limit  it  to  a  small  value. 

In  a  machine  with  a  large  number  of  field  turns  the  pulsation 
produced  by  armature  reaction  up  to  full-load  current  is  very 
small  and  the  armature  reaction  may  be  considered  as  constant  in 
value  with  reference  to  the  fields. 

In  the  case  of  a  short-circuit,  however,  where  from  three  to  five 
times  full-load  current  flows  in  the  armature,  a  large  pulsation  of 
flux  is  produced  in  the  magnetic  circuit  and  very  large  e.m.fs. 
and  currents  may  be  induced  in  the  field  windings. 

If  a  short-circuit  occurs  on  one  phase  only  of  a  three-phase 
aJtemator,  the  armature  reaction  can  be  separated  into  the  ordi- 
nary three-phase  armature  reaction  with  equal  currents  and  a 
single-phase  armature  reaction  due  to  the  excess  of  the  short- 
circuit  current  over  normal  current  acting  in  the  turns  of  one 
phase.  This  single-phase  armature  reaction  produces  a  double- 
frequency  pulsation  of  the  field  and  a  third  harmonic  of  e.m.f. 
in  all  the  phases. 

The  effects  of  single-phase  armature  reaction  are  relatively 
greater  in  machines  with  a  small  number  of  turns  gn  the  fields,  as 
turbo  alternators. 

266.  Electromotive  Forces  in  the  Alternator. — ^In  stud3dng 
the  performance  of  an  alternator  it  is  necessary  to  determine  the 
relation  between  the  terminal  e.m.f.  E,  the  e.m.f.  Ei  generated  by 
rotation  and  e.m.f.  Eq  generated  at  no  load. 

El  13  the  e.m.f.  generated  in  the  armature  by  the  rotation  of  the 
flux  produced  in  the  air  gap  by  the  resultant  of  the  m.m.fs.  of 
the  field  and  armature.  It  is  the  vector  sum  of  the  terminal 
e.m.f .  E  and  the  e.m.f.  consumed  by  the  impedance  of  the  arma- 
ture. The  armature  impedance  is  Z  =  y/r^  +  x^,  or  expressed 
in  rectangular  coordinates  ?  =  r  +  jzy  where  r  is  the  resistance 
of  the  armature  and  consumes  a  component  of  e.m.f.  Ir  in 
phase  with  the  current  /,  and  x  is  the  true  self-inductive  reactance 
of  the  armature  and  consumes  a  component  of  e.m.f  •  Ix  in  quad- 
rature ahead  of  the  current. 

The  generated  e.m.f.  thus  is 

^1  =  ^  -h  /^ 

=  ^  +  /(r+jx),  (290) 
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and  the  terminal  e.m.f .  is  the  vector  diflFerence  between  the  e.m.f. 
generated  in  the  armature  by  rotation  and  the  impedance  drop 

^  =  ^i-/(r  +  ia:).  (291) 

Eq  is  the  e.m.f.  generated  at  no  load  due  to  cutting  the  flux  pro- 
duced by  the  field  m.m.f .  Mf  acting  alone.  Under  load  current 
flows  in  the  armature  and  exerts  a  m.m.f.  Ma,  which  is  either 
cross-magnetizing,  demagnetizing  or  magnetizing  depending  on 
the  phase  relation  of  the  current  and  the  terminal  e.m.f.  This 
armature  m.m.f.  combines  with  the  field  m.m.f.  and  changes  both 
the  intensity  and  the  distribution  of  the  flux  in  the  gap,  so  that 
under  load  the  e.m.f .  generated  in  the  armature  is  not  the  same  as 
at  no  load. 

The  difference  between  the  two  is  the  e.m.f.  consumed  or  the 
e.m.f.  not  generated  due  to  the  presence  of  the  armature  reaction. 
This  e.m.f.  is  proportional  to  the  current  and  can  be  expressed  as 
the  product  of  the  current  /  and  a  component  of  reactance  x\  It 
is  Iz'  and  is  in  quadrature  ahead  of  the  current.    Thus 

=  ^  +  /(r+ix)+i/x' 

=  ^  +  /{r+j(x  +  x')} 
'  =  $  +  l{r+jx.).  (292) 

The  total  reactance  of  the  armature  rr,  is  called  the  synchronous 
reactance  and  consists  of  two  components,  x  which  represents  the 
effect  of  the  armature  leakage  flux  and  which  has  been  called  the 
armature  reactance  and  x'  which  represents  the  effect  of  armature 
reaction. 

The  quantity  ^,  =  r  +  jx,  is  the  synchronous  impedance  of  the 
armature  and  consumes  a  component  of  the  no-load  e.m.f.  I?,  = 
I  {r  +  JX9)  which  is  the  synchronous  impedance  drop  in  the 
armature. 

Thus  the  e.m.f.  generated  at  no  load  is  the  vector  sum  of  the 
terminal  e.m.f.  and  the  synchronous  impedance  drop 

^o  =  ^  +  /(r+ix.). 

267.  Armature  Resistance. — The  resistance  of  the  armature  r, 
used  in  calculations  for  regulation  and  efficiency,  is  not  the  true 
ohmic  resistance  as  measured  by  passing  direct  current  through 
the  winding  but  is  from  20  to  100  per  cent,  greater  than  this 
value.  This  increased  resistance  is  sometimes  called  the  effective 
resistance  of  the  armature. 
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The  loss  of  power  which  is  charged  against  the  armature  copper 
is  the  increase  in  the  total  losses  in  the  machine  due  to  the  presence 
of  the  armature  winding  carrying  current.  This  loss  includes  (1) 
the  true  Pr  loss  due  to  the  passage  of  the  load  current,  (2)  any 
increase  in  the  iron  losses  due  to  the  distortion  of  the  flux  by  the 
armature  currents  and  (3)  eddy-current  losses  in  the  armature 
copper,  such  as  those  discussed  in  Art.  188. 

In  ordinary  cases  it  is  advisable  to  add  about  50  per  cent,  to 
the  resistance  measured  by  direct  current;  a  sUght  error  will  not 
affect  the  efliciency  of  the  machine  to  any  great  extent  since  the 
copper  loss  is  usually  considerably  less  than  the  iron  losses. 

268.  Vector  Diagram  of  Electromotive  Forces  and  Magneto- 
motive Forces. — In  Fig.  303(a)  is  shown  the  vector  diagram  of  an 
alternator  supplying  an  inductive  load. 


(a)     ^ 


(W 
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E  =  terminal  e.m.f. 

.  

I  =  armature  current  lagging  behind  E  by  angle  0. 

Ir  =  e.m.f.  consumed  by  armature  resistance,  in  phase 
with  J. 

Ix  =  e.m.f.  consumed  by  armature  reactance,  in  quadra- 
ture ahead  of  the  current. 

JBft  =  —  Ix  =  counter  e.m.f.  of  armature  reactance  due 
to  the  armature  leakage  flux  <I>l.  £b  is  in  quadrature 
behind  <^l  and  J. 

^1  =  e.m.f.  generated  by  rotation,  that  is,  the  e.m.f. 
generated  due  to  cutting  the  flux  produced  in  the 
magnetic  circuit  by  the  resultant  of  the  m.m.fs. 
of  field  and  armature,  -Bi  =  ^P  +  /  (r  +  jx). 
M  a^  armature  m.m.f.,  in  phase  with  /. 
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M  =  resultant  of  the  field  m.m.f.  and  armature  m.mX, 

in  quadrature  ahead  of  the  e.m.f .  Ei  due  to  it. 
Mf  =  field  m.m.f.,  Mf  +  Ma  =  M. 

Eq  =  e.m.f.  generated  at  no  load  by  the  field  m.m.f.  act- 
ing  alone,  in  quadrature  behind  M/. 

Jx'  =  EiEo  ==  component  of  the  no-load  e.m.f.  Eo  con- 
sumed by  armature  reaction. 

Ix,  =  /x  +  Ix"^  =  I  (x  +  x^)  =  e.m.f.  consumed  by  ar- 
mature synchronous  reactance. 

IZ,  =*  EEo  =  e.m.f.  consimied  by  synchronous  impedance, 

I?.  =  Kr  +  jx.). 

<l>o  =  angle  of  lag  of  the  current  I  behind  the  no-load 

generated  e.m.f.  Eo. 

Ma  sin  <^o  =  demagnetizing  component  of  the  armature  m.m.f. 

Ma  COS  4>o  '=  cross-magnetizing    component    of    the    armature 

m.m.f. 
This  diagram  may  be  simplified  to  that  shown  in  (b). 


Fra-Indactlre  Load,  ^»0 


Fia.  804. 


'•  E 

Indactlre  Load.  0*80    Capacity  Load.  ^<0 

Fowar  Factor  ■■ 
I    fiO  Percent  Lacclng        60  Percent  Leadlaf 


FlO.  305. 


FiQ.  306. 


In  Figs.  304,  305  and  306  are  drawn  the  diagrams  for  the  three 
cases:  (1)  <^  =  0,  or  non-inductive  load;  (2)  <^  =  60  degrees  lag, 
or  inductive  load  with  a  power  factor  of  50  per  cent.;  and  (3) 
0  =  60  degrees  lead,  or  a  capacity  load  with  a  power  factor  of 
50  per  cent.  The  same  value  of  armature  current  is  taken  in  the 
three  cases. 

Referring  to  these  diagrams  it  may  be  seen  that  for  the  same 
terminal  voltage  and  the  same  armature  current  much  larger 
values  of  Eo  and  Mf  are  required  for  inductive  loads  than  for 
non-inductive  loads  and  much  smaller  values  for  capacity  loads 
than  for  non-inductive  loads. 

While  the  magnetic  circuit  of  the  machine  is  unsaturated  the 
field  excitation  required  to  produce  the  e.m.f.  Eo  is  approximately 
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proportional  to  it,  but  higher  up  on  the  saturatipn  curve  the 
required  excitation  increases  faster  than  the  e.m.f .  The  relation 
between  the  field  current  or  field  m.m.f.  and  the  no-load  e.m.f. 
can  be  obtained  by  reference  to  the  no-load  saturation  curve  of 
the  alternator  in  Fig.  310. 

The  relation  between  Eo,  E  and  /  can  be  expressed  algebraically 
as  indicated  in  Fig.  307  which  is  a  reproduction  of  Fig.  303  (fc). 

=  V{Eco&<t>  +  Iry  +  (£  sin  «  +  Ix,y. 


o    b 


FlQ.  307. 

The  same  result  may  be  obtained  by  expressing  the  e.m.fs. 
in  rectangular  coordinates  taking  the  current  I  as  real  axis. 
The  terminal  e.m.f.  is 

JP  =  E  coQ  <l>  +  jE  sin  <t>; 

the  synchronous  impedance  drop  is 

rZ.  :=  Ir  +  jlx.; 

and  the  no-load  e.m.f .  is 

^  =  ^  +  /Z.  =  {E  cos  <I>  +  Ir)  +j{Emiil>  +  \x.); 

or  taking  the  absolute  value 

Eq  =  \l(E  cos  <t>  +  Iry  +{Emi4>  +  Ix,)\  (293) 

269.  Voltage  Characteristics. — The  relation  between  the  ter- 
minal e.m.f .  and  armature  current  of  an  alternator,  with  a  fixed 
value  of  field  curren^t  and  a  given  load  power  factor,  is  called 
the  "regulation  curve''  or  "voltage  characteristic''  for  the  given 
power  factor. 

When  the  power  factor  is  unity  and  the  current  is  in  phase  with 
the  terminal  e.m.f.  E,  it  lags  by  an  angle  0o  (Fig.  304)  behind  the 
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no-load  e.m.f.  Eo  and  there  is  thus  a  small  demagnetizing  effect 
proportional  to  J  sin  0o,  which  decreases  the  flux  and  a  large  cross- 
magnetizing  effect  proportional  to  I  cos  0o  which  changes  the 
distribution  of  the  flux  but  only  decreases  it  slightly  due  to  satura- 
tion. Thus  even  with  non-iAductive  load  the  armature  reaction 
causes  a  decrease  in  the  flux  crossing  the  air  gap,  and  the  e.m.f .  Ei 
generated  by  rotation  is  less  than  the  no-load  e.m.f.  Eo.  In 
addition,  the  armature  reactance  x  and  the  resistance  r  both  con- 
sume components  of  e.m.f.  proportional  to  the  current. 
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Fig.  308. — Voltage  characteristics  of      Fig.  309. — Compoundiiig  curves  of  an 
an  alternator.  alternator. 


Therefore,  at  non-inductive  load  the  terminal  e.m.f.  falls  with 
increasing  current  as  shown  in  curve  (1),  Fig.  308,  which  is  the 
voltage  characteristic  for  unity  power  factor. 

With  inductive  load  the  demagnetizing  effect  is  increased  and 
the  terminal  e.m.f.  falls  off  more,  curve  (2).  With  a  capacity 
load  in  which  the  current  leads  the  terminal  e.m.f.  the  armature 
m.m.f.  is  magnetizing  and  so  raises  the  terminal  e.m.f.,  curve  (3). 

These  voltage  characteristics  are  calculated  from  equation 
(293)  on  page  315.  The  value  of  field  current  1/  is  chosen  and  the 
corresponding  value  of  Eo  obtained  from  Fig.  310.  Any  required 
power  factor  cos  <l>  is  taken,  the  current  I  is  varied  and  the  values 
of  E  obtained  and  plotted  as  ordinates. 
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260.  Compoimdlng  Carres. — The  "compounding  curves"  or 
"  field  characteristics  "  show  the  relation  between  the  field  current 
and  armature  current  for  a  constant  terminal  e.m.f.  at  any  re- 
quired power  factor. 

Fig.  309  shows  the  compounding  curves  for  unity  power  factor, 
curve  (1),  80  per  cent,  power  factor  lagging,  curve  (2),  and  80  per 
cent,  power  factor  leading,  curve  (3). 

At  non-inductive  load  an  increase  of  fidd  current  is  required  as  . 
the  load  current  increases  to  maintain  a  constant  termiiul  e.m.f. 

With  inductive  load  a  much  larger  increase  of  field  current  is 
required  to  counteract  the  e£fect  of  the  l^ging  current. 

With  capacity  load  the  field  current  must  be  decreased  in  order 
to  maintain  a  constant  terminal  e.m.f. 

The  same  results  are  shown  in  the  diagrams,  Figs.  304,  305,  and 
306. 

These  compounding  curves  can  also  be  calculated  from  equation 
E<t  =  ViE  cos  *  +  /r) *  +  (ff  sin  0  +  Ix,).* 


Pia.  310.— Saturation  curves. 

E  remains  constant,  a  certain  value  of  cob  0  is  chosen,  /  is 
varied  and  the  value  of  Eo  is  calculated.  The  corresponding  value 
of  //  is  obtained  from  the  saturation  curve,  Fig.  310,  and  is 
plotted  on  the  armature-current  base. 

361.  Tests  for  ttie  Determination  of  the  Regulation  of  Alter- 
OAttog-curreDt  Geneiators. — The  standards  committee  of  the 
American  Institute  of  Electrical  Engineers  suggests  the  three 
following  methods  of  determining  the  regulation  of  alternating- 
current  generators.     They  are  given  in  the  order  of  preference. 
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Method  (a). — The  regulation  may  be  measured  directly  by 
loading  the  generator  with  the  specified  load  and  power  factor 
and  then  reducing  the  load  to  zero.  The  difference  between  the 
voltage  readings  at  no  load  and  full  load  expressed  as  a  per  cent, 
of  the  full-load  voltage  is  the  regulation  imder  the  specified 
conditions.  The  two  voltage  readings  must  be  taken  imder  the 
same  conditions  of  speed  and  excitation. 

This  method  cannot  be  applied  generally  for  dhop  tests  on 
large  generators  and  either  method  (b)  or  (c)  must  be  used. 

Method  (6). — The  regulation  is  determined  from  data  obtained 
from  the  no-load  saturation  curve  and  the  full-load  saturation 
curve  for  zero  power  factor  (Fig.  310).  The  latter  curve  may  be 
obtained  by  loading  the  generator  with  under-excited  synchron- 
ous motors,  which  can  be  made  to  give  a  very  low  power  factor. 

From  these  two  curves  points  on  the  load  saturation  curves 
for  any  other  power  factor  can  be  obtained  as  follows:  With 


^ICi 
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excitation  oa  the  open-circuit  voltage  is  am  =  -Bo  and  the  termi- 
nal voltage  with  full-load  current  at  zero  power  factor  is  oAs. 
The  drop  of  voltage  is  mkz  and  this  is  the  voltage  consumed  by 
the  synchronous  reactance  of  the  armature,  since  under  the 
condition  of  zero  power  factor  it  is  directly  subtracted  from  the 
open-circuit  voltage  if  the  resistance  drop  is  neglected. 
Fig.  311  shows  the  vector  diagram  for  this  case. 

Eo  =  am  =^  no-load  or  open-circuit  voltage.      - 
I  =  full-load  current  in  quadrature  behind  -Bo. 
Ix,  =  voltage  consumed  by  the  synchronous   reactance  in 
quadrature  ahead  of  I. 
S  =  afcj  =  terminal  voltage;  it  is  obtained  by  subtracting 
fcjm  =  Ixt  from  Eq,    * 
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To  obtain  the  corresponding  point  on  the  load  saturation  curve 
for  any  other  power  factor  the  vector  kzm  =  Ix,  must  be  sub- 
tracted from  Eo  in  its  proper  phase  relation. 

The  diagram  in  Fig.  312(a)  may  be  applied  for  any  power 
factor.  The  horizontal  line  through  a  is  taken  as  the  direction 
of  the  constant  current  vector  /  and  a  circle  of  radius  am  =  Eq 
is  described  about  a.  The  terminal  voltage  hne  for  any  power 
factor  cos  <l>  makes  an  angle  <t>  with  the  current  line;  the  voltage 
consumed  by  synchronous  reactance  as  =  /x,  is  SQt  up  in  quadra- 
ture ahead  of  /  and  through  its  extremity  s  a  line  is  drawn  parallel 
to  the  terminal  voltage  to  cut  the  circle  of  radius  -Bo  at  m.  From 
m  the  line  mkz  is  drawn  parallel  to  OrS  to  cut  the  terminal  voltage 
line  at  fcj.  The  vector  akz  then  represents  the  terminal  voltage 
E  under  the  given  conditions. 

This  diagram  may  be  replaced  by  the  simplified  diagram  in 
Fig.  312(6)  which  gives  the  same  results.  The  circle  of  radius 
Eo  is  drawn  about  m  as  center  instead  of  a. 

If  it  is  desired  to  take  accoimt  of  the  resistance  drop  the  dia- 
grams in  Fig.  312  may  be  replaced  by  those  in  Fig.  313. 


'R«dia  I— am  mEq 
jOauter  —  a  --U»* 


BadlaiiamaMEo        ^ 

3 


Fig.  313. 

In  Fig.  310  load  saturation  curves  for  imity  power  factor 
{<t>  =  0)  and  80  per  cent,  power  factor  {<t>  =  36.8  degrees)  are 
shown. 

The  values  of  regulation  corresponding  to  the  various  power 
factors  and  with  a  fixed  field  excitation  oa  are  as  follows: 


Regulation  at  unity  power  factor  ■■  -r—  100  per  cent. 
Regulation  at  80  per  cent,  power  factor  >■  r —  100  per  cent 
Regulation  at  lero  power  factor 


8 
golOO  per  cent.  -  8.7  per  cent. 

yglOO  per  cent.  "■20.6  per  cent. 
30. 


r —  100  per  cent.  —  i^^^  P®"^  cent.  —  43.0  per  cent. 
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When  expressing  the  regulation  of  a  generator  for  various 
power  factors  it  is  usual  to  make  the  comparison  on  a  basis  of 
equal  terminal  voltages  =  rated  voltage  and  not  under  the  condi- 
tion of  fixed  excitation. 

To  obtain  these  values  of  regulation  the  various  saturation 
curves  must  be  extended  to  cut  the  rated  voltage  line. 


The  regulation  at  unity  power  factor 


=  — 7 100  per  cent.  =  7  per  cent. 
The  regulation  at  ^  per  cent,  power  factor  = 100  per  cent.  =  16  per  cent. 


mtc 


The  regulation  at  zero  power  factor 


=  — ;yl^  P®**  cent.  =  25  per  cent. 


These  values  could  not  be  obtained  from  a  single  vector  dia- 
gram since  the  synchronous  reactance  drop  is  not  constant  but 
decreases  as  the  sp^turation  increases. 


B  a 

Field  EsclUtlOB     If  or   \Af 

Fia.  314. 


Method  (c). — If  it  is  not  possible  to  obtain  the  full-load  satura- 
tion curve  at  zero  power  factor  from  test,  it  may  be  constructed 
from  the  no-load  saturation  curve  and  the  short-circuit  curve 
(Fig.  314).  The  short-circuit  curve  is  obtained  by  short-circuit- 
ing the  generator  through  an  ammeter.  A  very  low  value  of 
field  excitation  must  be  taken  at  start  and  gradually  increased 
until  the  armature  current  is  about  twice  full-load  current.     The 
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carve  showing  the  relation  between  the  armature  current  and 
the  field  current  is  a  straight  line  passing  through  the  origin  and 
it  may  be  extended  to  any  desired  length. 

Since  the  armature  is  short-circuited  and  there  is  therefore  no 
terminal  voltage  the  no-load  voltages  Eo  (curve  (1))  must  be 
consumed  as  synchronous  impedance  drops  by  the  armature 
currents  (ciu^e  (2)).  The  ordinates  of  curve  (1)  divided  by  the 
corresponding  ordinates  of  curve  (2)  give  the  values  of  the  syn- 
chronous impedance  corresponding  to  the  various  values  of 
exciting  current  (curve  (3)). 

If  these  values  of  Z,  or  x,  are  multipUed  by  full-load  current 
and  subtracted  from  the  ordinates  of  curve  (1),  the  result  is 
curve  (5)  which  may  approximate  very  closely  to  the  full-load, 
zero-power-factor,  saturation  curve.  Using  this  curve  the  regu- 
lation can  be  obtained  as  in  method  (&). 

In  machines  of  low  saturation,  low  reactance  and  small  mag- 
netic leakage,  a  curve  such  as  (4)  obtained  by  moving  curve  (1) 
to  the  right  through  a  constant  distance  OB  will  be  fairly  close 
to  the  required  zero-power-factor  saturation  curve,  but  in  ma- 
chines of  high  saturation  large  reactance  and  large  magnetic 
leakage  the  curve  obtained  in  this  way  is  much  too  high.  This 
latter  is  the  method  suggested  by  the  standards  committee. 

In  Fig.  310  the  broken  line  shows  the  upper  part  of  a  no-load 
saturation  curve  calculated  using  the  full-load  leakage  factor. 
When  this  correction  is  made  the  horizontal  distance  between  the 
no-load  and  the  full-load  zero-power-factor  saturation  curves  is 
more  nearly  constant  but  is  still  considerably  increased  on  the 
upper  part  of  the  curve. 

The  triangle  pgr.  Fig.  310,  has  as  its  horizontal  side  the  Une  pq 
which  represents  the  effect  of  armature  reaction  expressed  in 
ampere-turns  and  as  its  vertical  side  the  line  qr  representing 
a  voltage  drop,  which  is  the  true  reactance  drop  Ix.  The  distance 
between  the  two  curves  measured  in  the  direction  pr  should  be 
very  nearly  constant. 

262.  Regulation. — The  voltage  regulation  of  an  alternator  is 
expressed  as  the  per  cent,  rise  of  the  terminal  voltage  when  fuU 
load  is  removed  without  changing  the  speed  or  field  excitation. 
The  regulation  is  usually  expressed  for  100  per  cent,  power-factor 
and  80  per  cent,  power-factor  loads.  Usual  values  are  6  to  9  per 
cent,  at  100  per  cent,  power  factor  and  15  to  25  per  cent,  for  80 
per  cent,  power  factor.     Where  automatic  voltage  regulators  are 

21 
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used  to  maintain  constant  terminal  voltage  close  regulation  is  not 
necessary.  In  modem  machines  of  large  output  values  of 
regulation  as  low  as  14  or  15  per  cent,  at  100  per  cent,  power 
factor  are  considered  satisfactory.  Such  poor  regulation  in- 
dicates a  large  synchronous  reactance  which  limits  the  short- 
circuit  current  to  one  and  one-half  or  two  times  the  full-load 
current  and  the  instantaneous  short-circuit  current  to  six  or  eight 
times  full-load  current.  This  minimizes  the  stresses  on  the  end 
turns  which  are  proportional  to  the  square  of  the  current.  In 
many  cases  reactance  coils  are  connected  in  series  with  alternators 
for  the  same  purpose. 

The  voltage  regulation  depends  mainly  on  two  factors:  (a) 
the  ratio  of  field  strength  to  armature  strength,  and  (b)  the  degree 
of  saturation  of  the  iron  parts  of  the  magnetic  circuit. 

The  excitation  regulation  of  an  alternator  is  the  per  cent, 
increase  of  field  excitation  required  to  maintain  constant  terminal 
voltage  as  the  load  increases  from  zero  to  full  load.     In  Fig.  310 

the  excitation  regulation  at  100  per  cent,  power  factjr  is  — 

100  per  cent.  =  14  per  cent,  and  at  80  per  cent,  power  factor  it  is 

—  X  100  per  cent.  =  43  per  cent. 
oa 

The  extra  excitation  has  three  components: 

1.  That  required  to  counteract  the  eflfect  of  armature  reaction 
especially  its  demagnetizing  component. 

2.  That  required  to  make  up  for  the  voltage  drop  due  to  the 
reactance  and  resistance  of  the  armature  winding. 

3.  That  required  to  provide  for  the  increase  in  the  magnetic 
leakage. 

The  excitation  regulation  of  an  alternator  under  different  con- 
ditions of  load  and  power  factor  may  be  obtained  from  the  com- 
pounding curves,  Fig.  309,  or  from  to  no-load  and  full-load  satura- 
tion curves,  Fig.  310. 

(a)  Fig.  315(a)  shows  four  no-load  saturation  curves  drawn  for 
a  machine  with  its  magnetic  circuit  unsaturated  but  with  the 
length  of  the  air  gap  increased  by  equal  amounts  from  100  per 
cent,  in  (1)  to  400  per  cent,  in  (4),  the  armature  strength  remain- 
ing constant.     The  field  strength  increases  directly  as  the  air-gap 

length  and  the  regulation  as  represented  by  j^y*  ^jfy  Tw  *^^ 
QY  is  very  much  improved.    In  alternators  of  ordinary  design 
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constants  the  field  strength  is  two  to  three  times  the  armature 
strength  and  the  air  gaps  are  much  longer  than  in  direct-current 
generators. 

Fig.  315(b)  shows  four  saturation  curves  for  a  machine  with  a 
fixed  gap  but  with  increasing  saturation  of  the  iron  parts  of  the 
magnetic  circuit.  The  voltage  regulation  is  very  much  improved 
by  saturation. 

Such  machines  require  a  minimum  of  iron  in  the  magnetic 
circuit  and  are  light  in  weight  but  it  is  difficult  to  obtain  any 
considerable  increase  of  voltage  without  overheating  the  fields. 


2        8 
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Fio.  315. — Regulation  of  alternators. 


In  Kg.  316^c),  Oci  and  Ocz  are  saturation  curves  for  two 
machines  with  low  densities  in  the  iron;  the  gap  in  the  second  one 
is  twice  the  length  of  that  in  the  first.  Oct  and  Oca  are  curves 
for  similar  machines  with  saturated  magnetic  circuits.  The 
improvement  in  the  regulation  due  to  saturation  is  not  so  great 
in  the  machine  with  the  long  gap  as  in  the  other. 

263.  Short-circuit  of  Alternators. — If  the  impedance  of  the 
load  circuit  of  an  alternator,  with  normal  excitation,  is  gradually 
reduced  to  zero,  the  short-circuit  current  is  limited  only  by  the 
synchronous  impedance  of  the  armature;  it  is 


Eq  Eq 


(294) 


and  ranges  from  one  and  one-half  to  three  or  four  times  full-load 
current,  the  larger  values  occurring  in  machines  of  low  synchron- 
ous reactance  and  good  regulation. 

In  the  case  of  sudden  short-circuits  the  momentary  current 

wiU  be  much  larger  than  the  permanent  value  -^>  because  the 

component  x'  of  the  synchronous  reactance,  which  represents 
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the  effect  of  armature  reaction,  does  not  act  instantaneously  to 
limit  the  current.  It  represents  a  change  in  the  flux  which  inter- 
links with  the  field  circuit  of  the  machine  and  on  account  of  the 
inductance  of  the  field  winding  with  its  large  number  of  turns, 
this  change  of  flux  cannot  take  place  instantaneously  but  may 
take  several  seconds  to  become  complete.  The  initial  wave  of 
current  is  limited  only  by  the  true  impedance  of  the  armature 
and  is 

The  amplitude  gradually  decreases  as  the  armature  reaction 
reduces  the  flux  in  the  field  and  the  generated  e.m.f.  Eo.  With 
very  large  armature  currents  the  path  of  the  armature  reactance 
flux  becomes  saturated  and  x  is  reduced  below  its  normal  value. 


tOlmIt  Outmti^lge-  -Ji 


FbMe  1 


Field  Carrent 

(c) 
Fio.  816. — Short-circuit  currents  in  a  two-phase  alternator. 


J'..  = 


Ef 


Eo 
/-r— --^  =  —  will  represent  the  short-circuit  current 
X/r   +  x         •*' 

only  when  the  short-circuit  occurs  at  the  maximum  point  of  the 

generated  e.m.f.  wave  as  illustrated  in  Fig.  316(a).     Neglecting 

the  armature  resistance  the  generated  e.m.f.  is  consmned  by 

di        , 

the  back  e.m.f.  of  armature  inductance  =  —  L  -r.'     The   cross- 
es 

J'*V2m       .       f®      di 
edt  and  is  =  I    —L-r.dt 

=s  \/2VJL  and  it  causes  the  current  to  increase  from  0  to 


SYNCHRONOUS  MACHINERY  326 

V^'«c-  The  succeeding  quarter  wave  of  e.m.f .  is  negative  and 
reduces  the  current  to  zero  again;  it  then  reverses  and  grows  in 
the  opposite  direction  to  a  value  slightly  less  than  before  since  the 
armature  reaction  will  have  caused  a  slight  reduction  in  the  flux 
and  the  generated  e.m.f .  The  current  is  practically  symmetrical 
about  the  zero  line  and  its  amplitude  decreases  until  the  reduction 
of  flux  by  armature  reaction  is  complete  after  which  it  remains 
constant.  The  transition  from  the  initial  to  the  permanent  value 
will  take  from  a  few  hundred  to  thousands  of  cycles  depending  on 
the  inductance  of  the  field  winding.  In  Fig.  316  it  is  represented 
as  covering  only  a  few  cycles. 

Fig.  316(&)  shows  the  short-circuit  current  in  the  second  phase 
of  the  machine.  The  short-circuit  occurs  at  the  zero  point  of 
the  generated  e.m.f.  wave  and  the  positive  area  under  the  wave 
is  twice  as  great  as  before  and  builds  the  current  up  to  double  the 
value  in  (a).  The  current  then  decreases  and  it  alternates  not 
about  the  line  of  zero  current  as  before  but  about  a  line  starting 
above  the  zero  line  by  an  amount  \/27m  on  the  current  scale  and 
sloping  down  to  coincide  with  the  zero  Hue  after  a  few  cycles. 

The  armature  current  may  be  considered  as  being  composed 
of  a  transient  direct  current,  shown  as  a  broken  line,  and,  super- 
imposed on  it,  the  alternating  current  /^  with  its  decreasing 
ampHtude. 

The  m.m.f.  of  the  transient  armature  current,  being  fixed  in 
position  on  the  armature,  revolves  relative  to  the  field  poles  and 
produces  a  single-frequency  pulsation  of  the  field  flux  which  dies 
out  with  the  passing  of  the  transient  current.  This  pulsation  of 
the  field  causes  the  generated  e.m.f.  to  become  unsymmetrical 
about  the  zero  line  as  shown  and  so  after  the  first  cycle  the  arma- 
twre  current  crosses  the  zero  line  and  after  a  few  cycles  becomes 
symmetrical. 

The  magnitude  of  the  transient  armature  current  depends  on 
the  point  of  the  voltage  wave  at  which  the  short-circuit  takes 
place  and  therefore  the  short-circuit  currents  in  the  various 
phases  of  a  polyphase  alternator  will  not  be  identical. 

In  machines  of  high  self-inductance  and  low  armatiu-e  reac- 
tion the  ratio  y^  = will  be  small  but  in  lai^e  low-fre- 

quency  turbo-alternators  with  low  self-inductance  and  high  arma- 
ture reaction  the  ratio  may  be  very  large  In  extreme  cases  the 
instantaneous  short-circuit  current  may  reach  twenty  to  thirty 
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times  full-load  current.  Machines  should  be  designed  so  that 
the  instantaneous  short-circuit  current  will  not  exceed. five  to 
eight  times  full-load  current  or  if  this  is  not  possible  external 
reactance  must  be  added  to  Umit  the  currents. 

Circuit  breakers  are  provided  with  time  Umits  so  that  they  will 
not  open  the  circuit  until  the  current  has  fallen  to  its  steady 
value. 

The  pulsation  of  the  field  flux  due  to  the  m.m.f.  of  the  tran- 
sient armature  current  induces  in  the  field  winding  an  alternat- 
ing current  of  normal  frequency  which  opposes  the  pulsation  of 
the  flux;  this  pulsating  field  current  is  superimposed  on  the  nor- 
mal field  current  giving  the  resultant  current  shown  in  Fig.  316(c). 
In  some  cases  the  maximum  field  current  may  be  ten  to  fifteen 
times  its  normal  value. 

If  the  field  poles  are  solid  or  if  they  are  provided  with  damper 
windings,  the  alternating  current  instead  of  appearing  in  the  field 
winding  may  appear  as  eddy  currents  in  the  pole  faces  and  dam- 
pers and  the  field  current  will  scarcely  be  affected  at  all. 


(h) 

Fig.  317. — Single-phase  short  oirouit  currents. 

Fig.  317(a)  shows  the  short-circuit  current  of  a  single-phase 
alternator  in  which  the  circuit  was  closed  at  the  maximum  point 
of  the  voltage  wave.  There  is  no  transient  term  and  the  current 
falls  off  from  the  large  initial  value  to  the  permanent  value  as  in 
the  case  of  the  polyphase  machine.  The  current  wave  has, 
however,  a  decided  peak  showing  the  presence  of  a  third  harmonic 
due  to  the  double-frequency  pulsation  of  the  field  current  as 
shown  in  Fig.  317(6).  This  phenomenon  was  discussed  in  Art. 
255.  If  the  circuit  is  closed  at  any  other  point  on  the  voltage 
wave  the  current  will  have  a  transient  term  and  the  field  current 
will  have  a  single-frequency  pulsation  in  addition  to  the  double 
frequency  pulsation;  the  single-frequency  pulsation  disappears 
after  a  few  cycles  while  the  double-frequency  pulsation  decreases 
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from  a  maximum  at  the  first  instant  to  its  permanent  value. 
Single-phase  generators  should  alwa3rs  be  provided  with  dampers 
which  reduce  the  pulsation  of  the  field  current  and  the  resulting 
third  harmonic. 

A  short-circuit  of  one  phase  of  a  polyphase  alternator  is  similar 
in  its  effects  to  a  short-circuit  of  a  single-phase  alternator  but  in 
addition  a  third  harmonic  appears  in  the  voltages  of  the  phases 
not  short-circuited. 

264.  Sjrnchronous  Motor. — A  synchronous  motor  is  similar  to 
an  alternator  in  construction  and  may  be  either  single-phase  or 
pol3rphase.    The  single-phase  motor  is  not  self-starting  and  must 

DlrvctlOB  of  BsTOlTinc  Field  and  Torqpe 

iPhAM 
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(c)  id) 

Fio.  318. — Two-pole,   two-phase  synchronous  motor. 


be  brought  up  to  synchronous  speed  before  being  connected 
to  the  supply.  It  is,  therefore,  not  used  except  in  special  cases. 
The  polyphase  motor  when  connected  to  the  supply  will  acceler- 
ate  and  run  up  to  synchronous  speed  but  only  a  low  voltage 
should  be  impressed  on  it  at  start  or  very  large  lagging  currents 
will  be  drawn  from  the  supply  lines.  In  many  cases,  however, 
polyphase  synchronous  motors  are  started  by  auxiliary  motors 
to  prevent  voltage  fluctuations  on  the  line. 

Fig.  318(a)   represents  a  two-phase,  two-pole  motor.     The 
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armature  is  stationary  and  is  supplied  with  two-phase  altematixig 
currents,  Fig.  318(6).  The  armature  m.m.f.  is  constant  in  value 
as  in  the  alternator  and  revolves  at  synchronous  speed  in  the  anti- 
clockwise direction  and  produces  a  revolving  field  of  oonstant 
value.  Figs.  318(a),  (c)  and  {d)  represent  the  armature  m.m.f.  at 
the  instants  (1),  (2)  and  (3). 

The  speed  of  the  field  is  directly  proportional  to  the  frequency 
of  the  impressed  e.m.f.  and  inversely  proportional  to  the  number 
of  pairs  of  poles;  it  is 


/      2/ 
n  =  -  =  -^ 


2 


rev.  per  sec. 


(296) 


This  is  the  speed  at  which  the  motor  operates  and  it  is  constant 
independent  of  the  impressed  e.m.f.  of  the  field  excitation  and  of 
the  load. 

266.  Vector  Diagrams  for  a  Synchronous  Motor. — If  an  alter- 
nating e.m.f.  E  is  impressed  on  the  terminals  of  a  synchronous 
motor  of  resistance  r  and  synchronous  reactance  Xg  and  a  current  I 
flows  in  the  armature,  *the  phase  relation  of  the  current  and  the 
impressed  e.m.f.  depends  on  the  field  excitation. 


^Ir 


Power  Factor  ■■  100  Poxeoat 
Fio.  319. 


Power  Factor  M  50  Poree&t  Lagglas 
0  —  OO^Lat 

Fio.  820. 


In  Fig.  319: 

E  =  impressed  e.m.f.,  which  remains  constant. 
I  =  armature  current,  in  this  case,  in  phase  with  E. 
Ir  =  component  of  the  impressed  e.m.f.  consumed  by  the 

resistance,  in  phase  with  the  current. 
Ixt  =  component  of  the  impressed  e.m.f.  consiuned  by 

the  reactance  a;,,  in  quadrature  to  the  current. 
IZt  =  component  of  the  impressed  e.m.f.  consumed  by 
the  synchronous  impedance,  /^.  =  /(r  +  ja^). 
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^'q  =  component  of  the  impressed  e.m.f.  consumed 
by  the  counter  e.m.f.  of  the  motor. 

Eo  =  counter  e.m.f.  of  the  motor,  generated  in  the 
armature  by  cutting  the  flux  produced  by  the  field 
m.m.f. 

Mf  =  field  m.m.f.  in  quadrature  ahead  of  the  generated 
voltage  ^0.  This  is  the  value  of  field  excitation 
required  to  make  the  power  factor  of  the  motor 
unity  under  the  assumed  conditions  of  load. 

Fig.  320  is  the  vector  diagram  when  the  current  has  the  same 
value  as  before  but  lags  behind  the  impressed  e.m.f.  by  angle 
0  =  60  degrees. 

Kg.  321  is  the  vector  diagram  when  the  current  leads  by  angle 
0  =  60  degrees. 


Powet  FftctOT^M  Paiceat  Leading 
0  —  00^  Lead 


My 

FiQ.  321. 

Referring  to  these  diagrams  it  is  seen  that  the  field  excitation 
required  in  a  synchronous  motor  to  produce  a  leading  power  factor 
or  to  cause  the  current  to  lead  the  impressed  e.m.f.  is  greater  than 
that  required  to  produce  a  lagging  power  factor  or  to  cause  the 
current  to  lag  behind  the  impressed  e.m.f. 

If,  therefore,  the  field  current  of  a  synchronous  motor  is  varied, 
there  is  no  change  in  speed  as  in  the  direct-current  motor,  but  the 
generated  e.m.f.  ^o  changes  both  its  value  and  its  phase  relation 
with  the  impressed  e.m.f .  E  and  allows  leading  or  lagging  currents 
to  flow  to  make  up  for  the  change  in  excitation;  when  the  field 
current  is  decreased  a  component  of  current  90  degrees  behind  the 
impressed  e.m.f.  flows  in  the  armature  and  magnetizes  the  field 
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and  when  the  field  current  is  increased  a  component  of  current 
90  degrees  ahead  of  the  e.m.f.  flows  and  demagnetizes  the  field. 

266.  Characteristic  Curves. — The  most  important  character- 
istic curves  of  the  synchronous  motor  are  (1)  the  compounding 
curves,  or  the  relation  between  field  current  and  armature  current 
for  given  values  of  power  factor,  (2)  the  load  characteristics 
showing  the  relation  between  armature  current  and  output  and 
power  factor  and  output  for  a  given  value  of  field  excitation,  and 
(3)  the  phase  characteristics  or  V  curves  showing  the  relation 
between  armature  current  and  field  current  for  given  values  of 
motor  output. 

To  predetermine  these  curves  it  is  necessary  to  know  the  re- 
sistance r  and  synchronous  reactance  x«  of  the  armature  and  to 
have  the  no-load  saturation  curve  showing  the  relation  be- 
tween  the  generated  voltage  Eo  and  the  field  current  //  or  field 
m.m.f.M/. 

The  impressed  e.m.f .  E  is  constant. 

267.  Compounding  Curves. — The  voltage  equation  of  the 
synchronous  motor  is 

^   =^E'o  +  l?.  (297) 

or  J?'o  =  jF    -  I?.  (298) 

If  the  current  I  is  taken  as  the  line  of  reference,  the  impressed 
e.m.f.  can  be  expressed  in  rectangular  coordinates  as 

^  =  J?  cos  <^  +  jE  sin  <^, 

where  <f>  is  the  angle  of  lag  of  the  current. 
The  impedance  drop  in  the  armature  is 

jFi  =  /^.  =  Ir+jix. 
The  e.m.f.  consumed  by  the  generated  e.m.f.  is,  therefore, 

E'o  =  {E  cos  4>  -  Ir)  +  j{E  sin  <^  -  Ix,)  (299) 

and  its  absolute  value  is 

E'o=^  ViE  cos  «  -  Iry  +  (£;  sin  0  -  Ix.y         (300) 
This  relation  can  also  be  obtained  by  reference  to  the  vector 
diagram  in  Fig.  322. 

E'o  =  Voo-h  od* 


but 
and 
therefore. 


oa  =  ob  —  ab  =  E  cos  <^  —  7r, 
od  =  6/  —  c/  =  -B  sin  <^  —  /x.. 


E'o^  V{E  cos  0  -  Iry  +  (^  sin  0  -  /x.)* 
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Fig.  327  represents  the  compounding  curves  for  unity  power 
f actor,  80  per  cent,  power  factor  leading  and  80  per  cent.  lagging. 

To  predetermine  these  curves  the  impressed  e.m.f .  E  is  main- 
tained constant,  a  definite  value  of  power  factor  is  chosen  for 
each  curve,  the  armature  current  I  is 
varied  and  the  values  of  B'oare  calcu- 
lated from  equation  (300).  The 
values  of  field  current  //  correspond- 
ing to  the  calculated  values  of  E'o 
are  obtained  from  the  saturation 
curve.  Fig.  325,  and  are  plotted  as 
ordinates. 

268.  Load  Characteristics. — The  power  input  to  the  niotor 
armature  is  the  product  of  the  current  and  the  in-phase  com- 
ponent of  impressed  e.m.f.;  it  is 

Pi  =  EI  cos  <t>.  (301) 

The  electrical  power  transformed  into  mechanical  power  is  the 
product  of  the  current  and  the  in-phase  component  of  the 
e.m.f.  -B'o,  consumed  by  the  generated  e.m.f.;  it  is 

P  =  I{E  cos  it>  -  Ir)  =  EI  cos  <f>  -  /V,  (302) 

V 

and  is  less  than  the  power  input  by  the  armature  copper  loss. 

The  power  output  is  less  than  the  mechanical  power  developed 
by  the  amount  of  the  constant  losses  in  the  motor,  namely,  the 
iron,  friction  and  windage  losses;  the  output,  therefore,  is 

Pi  ^  P  —  constant  losses 

=  Pi  —  Pr  —  constant  losses 

=  EI  cos  <f>  —  Ih*  —  constant  losses.  (303) 

Fig.  328  represents  the  load  characteristics  for  a  given  value  of 
field  current  I/.  The  value  of  //  chosen  here  is  such  that  the 
back  e.m.f.  of  the  motor  is  greater  than  the  impressed  e.m.f. 
and  the  motor  is  over  excited  at  light  load.  If  a  lower  value  of 
1/  had  been  chosen  the  power  factor  woxild  never  have  reached 
100  per  cent,  and  would  have  been  lagging  through  the  whole 
range  of  load.  Since  //  is  constant  E'o  is  constant.  /  is  varied 
and  the  corresponding  values  of  cos  <f>  are  obtained  from  equation 
300.  These  values  are  substituted  in  equation  303  and  the 
values  of  I  and  cos  0  are  plotted  on  a  base  of  power  output. 

At  light  loads  the  power  factor  is  low  and  leading  and  the  motor 
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is  over-excited;  as  the  load  is  increased  the  power  factor  increases 
until  it  reaches  100  per  cent,  at  a  value  of  load  depending  on  the 
field  excitation;  beyond  this  point  the  power  factor  decreases 
again  and  becomes  lagging.  The  current  increases  continually 
but  is  finally  limited  by  the  synchronous  impedance  of  the 
armature. 


Fxo.  323. 


These  results  may  be  verified  by  referring  to  the  diagrams  in 
Fig.  323.  In  (2)  the  current  I  is  in  phase  with  the  impressed 
e.m.f .  E,  that  is,  the  power  factor  is  100  per  cent,  and  ^  =  0.  In 
(3)  the  power  output  is  increased  and  the  current  is  assumed  to 
have  increased  to  double  the  value  in  (2);  the  synchronous  imped- 
ance drop  is  also  doubled;  E'oremains  constant  in  all  cases  and  its 
position  can  be  found  by  drawing  arcs  of  two  circles  of  radii  £'o 
and  /Z,  about  the  two  ends  of  the  vector  E.  The  synchronous 
impedance  drop  can  be  resolved  into  its  two  components  Ir  and 

T 

Iz,  by  setting  off  the  constant  angle  a  =  tan~^  — .    The  current 
/  is  then  drawn  in  the  direction  of  Ir  and  it  lags  behind  E  by  the 
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angle  0.  The  power  factor  is  cos  0  and  is  lagging.  The  power 
output,  neglecting  the  constant  losses,  is  equal  to  the  product  of 
the  current  and  the  in-phase  component  of  the  e.m.f.,  E'ot  con- 
sumed by  the  generated  voltage  Eo  or  it  is  equal  to  the  product 
of  the  e.m.f.,  iS'o,  and  the  component  of  the  current  in  phase 
with  it,  and  since  E'o  is  constant  the  power  output  may  be 
represented  by  the  in-phase  component^  of  the  current  OP  in- 
each  of  the  diagrams. 

In  (1)  the  power  is  decreased  and  the  current  is  taken  as  half 
of  that  in  (2) ;  the  position  otE'oia  found  as  before  and  the  current 
leads  E  by  the  angle  0. 

The  power  output  cannot  increase  indefinitely  but  reaches  its 
maximum  when  the  decrease  in  power  factor  overcomes  the  in- 
crease in  current  or  when  the  component  of  the  current  in  phase 
with  the  generated  e.m.f.  begins  to  decrease;  the  motor  then  be- 
comes imstable  and  falls  out  of  synchronism  and  stops*  In  (4) 
the  current  is  increased  to  three  times  the  value  in  (2)  its  compo- 
nent OP  in  phase  with  E\is  greater  than  in  (3)  and  therefore  the 
power  output  is  still  increasing.  In  (5)  the  current  is  four  times 
its  value  in  (2)  but  the  component  OP  in  phase  withE'ois  less  than 
in  (4)  and  the  output  is  therefore  decreasing.  The  position  of 
maximum  output  Ues  between  (4)  and  (5). 

The  maximum  power  output  of  a  synchronous  motor  is  far 
beyond  the  limits  set  by  temperature  rise. 

269.  Phiise  Characteristics* — ^If  the  field  excitation  of  a  motor 
with  constant  output  is  varied,  the  armature  current  changes 
both  its  value  and  its  phase  relation  with  the  impressed  e.m.f. 
For  each  output  there  is  a  certain  value  of  field  excitation  which 
makes  the  current  a  minimum  and  brings  it  in  phase  with  the 
e.m.f.;  as  the  excitation  is  decreased  below  this  value  the  current 
increases  and  becomes  lagging;  as  the  excitation  is  increased  the 
current  increases  and  becomes  leading. 

In  Fig.  329(a)  are  shown  the  phase  characteristics  for  outputs, 
Pj  =  0  or  at  no  load.  Pi  =  full  load  and  P2  =  twice  full  load. 

For  each  curve  the  output  P2  =  EI  cos  <^  —  JV  —  constant 
losses  is  kept  constant;  thus, 

P2  +  I^  +  constant  losses  /o/>.i\ 

cos  0  =  ^j (304) 


E'o  =  V(E  cos  <t>  -  Iry  +  {E  sin  <^  -  Iz,y. 

As  /  varies  the  corresponding  value  of  cos  0  is  found  from  equa- 
tion  (304)  and  by  substituting  7,  cos  <f>  and  sin  0  in  equation  (300), 
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the  values  of  E'o  are  found.  These  are  replaced  by  the  corre- 
sponding values  of  field  current  7/  obtained  from  the  no-load 
saturation  curve. 

The  lowest  point  on  each  curve  represents  the  smallest  current 
input  for  the  given  output  and  thus  represents  the  condition  of 
unity  power  factor.  The  curve  joining  these  lowest  points  is  the 
compounding  curve  for  unity  power  factor.  If  the  phase  char- 
acteristics are  very  steep  a  slight  change  in  field  excitation  pro- 
duces a  large  change  in  armature  current,  or  a  large  component 
of  wattless  current  is  required  to  correct  for  a  slight  variation  in 
field  excitation.  This  is  the  case  in  a  motor  with  small  synchro- 
nous reactance  or  small  armature  reaction  and  the  motor  is  un- 
stable. If  the  synchronous  reactance  is  large  only  a  slight  change 
in  armature  current  is  produced  by  a  change  in  field  excitation 
and  the  phase  characteristics  are  flat  and  the  motor  is  stable. 

270.  Torque. — Since  the  speed  of  the  synchronous  motor  is 
constant,  the  torque  developed  at  any  output  is  directly  propor- 
tional to  the  output. 

If  7  is  the  torque  in  pounds  at  1-ft.  radius  developed  in  the  ar- 
mature, the  electrical  power  transformed  into  mechanical  power  is 

P  =  ^  ^ssm  ^  ^  ^  ''^  ''***^  =  £/  cos  «  -  J«r, 
and  thus  the  torque  developed  is 

T  =  ^l  --  f-J"^  .  ^  lb..ft.  (305) 

2ir  X  r.p.m.  74 o 

and  the  torque  available  for  the  load  is 

_,  j&7  cos  0  —  /V  —  constant  losses  ^  33,000  „  ..  .^j^^x 
^*'  ' 2t  X  r.p.m. ><  "746"  ^^•■^*-     ^^^ 

271.  Blonde!  Diagram  for  a  Sjrnchronous  Motor. — In  Fig.  324 
the  triangle  OAB  is  a  voltage  diagram  for  a  synchronous  motor. 
OA  =  E  is  the  constant  impressed  voltage,  AB  =  JB©  is  the  back 
voltage  of  the  motor  and  OB  -  E'  ^  IZ,  is  the  synchronous 
impedance  drop  due  to  current  L  The  angle  OAB  =  a  is  called 
the  coupling  angle. 

The  current  I  lags  behind  E  by  angle  <^  and  behind  E'  by  angle 

6  =  tan-i  -• 
r 

OC  and  AC  are  two  straight  lines  making  equal  angles  B  with 
the  ends  of  the  constant  impressed' e.m.f.  vector  OA. 
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The  current  may  be  represented  by  the  vector  OB  if  its  scale 
is  Z«  times  the  voltage  scale  and  the  phase  relation  of  the  current 
and  the  impressed  e.m.f.  is  found  as  the  incHnation  of  OB  to  OC 
which  is  equal  to  the  phase  angle  <f>.  The  component  of  the 
current  in  phase  with  the  impressed  e.m.f .  is  Oa,  the  projection 
of  OB  on  OC. ' 

For  constant  power  input  to  the  motor  this  in-phase  cuf rent 
Oa  must  remain  constant  and  the  locus  of  B  is  therefore  a  straight 
line  through  a  perpendicular  to  OC. 


Fio.  324. — Blondel  diagram. 


The  current  Oa  may  be  expressed  in  terms  of  E  and  Eo  by 
dropping  a  perpendicular  from  A  on  OC  at  6,  Fig.  324  (2),  remem- 
bering that  voltage  values  are  changed  to  current  values  by 
dividing  by  Z.. 

E  E 

Oa  =  06  +  6a  =  -gT  cos  6+^  cos  {180  -  {$  +  a)] 

B  ^  Bo  /y»        I  \ 

=  ^  cos  ^  —  ^  COS  {0  +  a) 
and  the  power  input  is 

Pi  =  J?  X  Oa  =  ^  cos  ^  -  =?  COS  (^  +  a)  (307) 

z,  z. 

A  similar  expression  for  the  power  output  may  be  obtained  by 
drawing  the  Une  cBd  making  angle  0  with  AB,  Fig.  324(3)  and 
dropping  perpendiculars  from  0  and  A  on  it. 
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The  component  of  current  in  phase  with  the  generated  voltage 


IS 

cB  ==  cd  —  Bd  =  ^-  cos  {e  -  a)  —  -^  GOsO 
and  the  power  output  is 

P2  =  ^0  X  cS  =  ^  cos  (^  -  a)  -  ^  cos  d.        (308) 

Za  Za 

It  is  now  required  to  find  the  equation  of  the  locus  of  B  which 
will  make  P2  constant  as  the  excitation  and  therefore  the  gener- 
ated voltage  Eo  varies  and  the  current  varies. 

Take  two  rectangular  axes,  Fig.  324(4),  the  X-axis  along  AC 
and  the  F-axis  at  right  angles  to  it,  then 

z^  +  y^  =-  ^0*  (309) 

and 

X  =  Eo  cos  {d  -  a).  (310) 

Substituting  these  in  (308) 

and 

n   ,     9         E  P2Z9  Pir 

x^  +  y^ s  X  =  — 


cos  6  cos  6  GOS^B 

and  completing  squares 

^- P 
/  E     \^  E^  Pir  4 

\^  "  2  cos  e)    "*■  ^'  ""400321  "  ^^  "^     cos«^     ^^^^^ 
this  is  the  equation  of  the  locus  of  B  and  it  is  a  circle  of  radius 


R  =  >SZ^  =  ^- J?^P.r  (312) 

COS  ^  r  \  4 

and  having  as  its  center  the  point  (^ ^'  O) ,  which  is  the  point 

\/i  cos  V     I 

C. 

Thus  the  lines  of  constant  power  output  P2  are  circles  of  radius 

R  =  —J^  -  P2r  drawn  about  the  point  C,  Fig.  324(5).     The 

circle  corresponding  to  P2  =  0  passes  through  0  and  A. 

The  maximum  possible  power  output  would  correspond  to  the 
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case  where  the  radius  =  0  and  is  represented  by  the  point  C. 
This  maximum  power  P*  is  found  by  equating  the  equation  for 
the  radius  to  zero 


Z.  [E* 


P,r  =.  0 


and  therefore 


P»  =  5  ^^^^) 


This  is  the  maximum  power  output  with  maximum  excitation 
and  is  far  beyond  the  practical  Umit  of  output. 

The  maximum  output  with  a  given  excitation  //  corresponding 
to  a  generated  voltage  Eo  may  be  found  by  differentiating  Pt 
with  respect  to  a, 

_        EEo         ,.  ^       E^i         A 

Pt  =  —fj^  cos  {e  —  a) sr-cos  e 

lit  •  z, 

-T-  =  -y—  sm  (^  —  a)  =  0,  for  maximum;         (314) 

the  condition  of  maximum  output  is 

sin  (d  —  a)  =  0,  or  a  =  d 
and  substituting  this  in  the  equation  for  P^^ 

EEo       Eq)         ^  /« <  «\ 

P2in«.     =  -^  -  y-COS  e  (315) 

This  corresponds  to  the  condition  when  B  falls  on  AC.  For 
positions  of  £  to  the  right  of  AC  the  power  decreases  again.  If  a 
motor  is  loaded  until  the  coupling  angle  a  becomes  greater  than 
6  it  will  fall  out  of  step  and  stop.  The  line  AC,  therefore,  marks 
the  limit  of  stable  operation. 

When  the  point  B  falls  on  the  line  OC  the  current  is  in  phase 
with  the  impressed  voltage  and  the  power  factor  is  imity.  This  is 
the  position  of  minimum  current  for  a  given  output.  For  points 
to  the  right  of  OC  the  current  is  lagging  and  for  points  to  the  left 
the  current  is  leading. 

The  value  P2  =  t-  ^^^  ^  found  by  differentiating  P%mt^  *■ 

£/Eq        Eq 

—2'        -nT  COS  B  with  respect  to  £0, 

rf(-P2max.)  E  2Eo  n         n  £ 

\j„ — -  —  -ff  — TT-  COS  ^  =  0  f or  maximum; 
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E 

therefore,  2Eo  cosd  ^  E  and  Eo  = and  the  maximum 

'  2  cos  ^ 

valueofP8mM.is 

*      Z.  2  cos  ^       \2ooae)     Z. 

Et      E^      E*     .. 

=  zz -;-  =  -7-  as  before. 

2r       4r       4r 

To  find  the  relation  between  x,  and  r  which  makes  Ptnmx.  a 

. r  r 

maximum,  substitute  Z,  =  v  r*  +  x,^  and  cos  6  ^y  =    /^  ,  =| 

assume  r  to  be  constant  and  differentiate  Ps  max.  with  respect 

to  X,. 

""'''•       Vr^~+lc?      r^  +  x.^ 

EEoXt       ,      2Bo*nc»         ^ . 
=  ~  /  •  i i\i4  "T  /  9  , ixi  =  0  for  maximum, 

and  assuming  Eo  —  E,  which  would  be  approximatdy  correct 
for  normal  operation, 

-x.Vr*  +  x,^  +  2rx.  =  0 

and  from  this 

X.  =  VSr. 

This  is  a  much  lower  value  of  x»  than  is  usually  found  in  such 
machines. 

272.  Synchronizing  Power. — ^By  synchronizing  power  is  meant 
the  change  in  power  per  degree  change  of  the  coupling  angle  a,  it 
represents  the  stiffness  of  the  coupling  of  the  motor  and  wa^ 
found  in  equation  (314) 

oP  2  EEq       .        /^  ^ 

it  is  directly  proportional  to  the  excitation  or  Eo  and  is  inversely 
proportional  to  the  synchronous  impedance  and  therefore  to  the 

armature  strength.    It  varies  from  a  maximum  value  -y—  sin 

B  =     ^\'  when  a  =  0  to  zero  when  a  =  d.    If  a  becomes  greater 
than  0  the  machine  cannot  pull  into  step  again. 
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273.  Constructioii  of  the  Chaiacteiictic  Curves  of  a  Synchro- 
nous Motor  from  the  Blondel  Diagram. — A  three-phase,  150-kw. 
(output)  synchronous  motor  has  a  reeiBtance  per  phase  r  =  0.01 
ohms  and  a  synchronous  reactance  x,  =  0.6  ohms.  The  con- 
stant losses  may  be  taken  as  5  per  cent,  of  the  rated  output  = 
7,500  watta. 


Iq  constructing  the  Blondel  diagram  it  is  as  well  to  work  on 
one  phase  only  with  a  full-load  output  of  50  kw.  Assuming  that 
the  armature  is  K-connected,  the  impressed  voltage  per  phase 
440 


ia  E  = 


VI 


=  254  volts  and  this  is  maintained  constant.     The 


no-load  sattiration  curve  is  shown  in  Fig.  325. 


Fig.  326. 

In  Fig.  326  the  horizontal  OA  =  E  =  25i  volts  and  the  two 

lines  DC  and  AC  are  drawn  making  angles  S  =  tan"'  -r  =  tan~' 

IS  with  the  ends  of  OA ;  the  point  of  intersection  C  ts  not  shown. 
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The  length  of  each  of  the  two  sides  OC  and  AC  is 

E 264      _ 

2oo8l  ~  7      OM  ~  ^'^^' 

The  circles  representing  constant  power  outputs  per  phase 
from  0  to  110  kw.  are  shown.  Their  radii  may  be  found  by 
substituting  the  given  values  of  output  in  the  equation. 


Z.  fE*~ 


'  but  here  Pi  is  the  power  developed  at  the  shaft  and  is  greater 
than  the  output  by  the  amount  of  the  constant  losses  per  phase 
=  2,500  watts. 
For  example,  the  radius  of  the  circle  for  full-load  output  is 


R  =  7 Vf  -  ^"^  =  ^yl^^-  -  ^^'^  +  2,500)(0.04) 

=  1,776. 
and  the  radius  for  zero  output  is 

R  =  ^yl^  -  (2,600)  (0.04)  =  1,899. 

274.  Load  Characteristics. — To  construct  the  load  character- 
istics, take  any  value  of  motor  back  voltage  Eo  and  draw  a  circle 
about  A  with  Eo  as  radius.  Here  Eo  is  taken  as  278  volts  cor- 
responding to  a  field  current  //  =  10  amp.  and  this  gives  unity 
power  factor  at  full  load.  At  the  point  5,  Fig.  326,  AB  represents 
the  constant. motor  voltage  Eo  =  278,  OB  represents  the  syn- 
chronous impedance  drop  E^  =  IZ,  at  full  load  and  it  also  repre- 

129       129 
sents  the  current.    OB  =  129  volts  or  =  -^-  =  t^-x-  =  215  amp. ; 

the  power  factor  =  100  per  cent.     At  the  point  Bi  the  output 

=  90  kw.  per  phaise,  the  current  =  — ^-  =  77-^  =  413  amp.  and 

Z«  U.D 

the  power  factor  cos  BOBi  =  cos  19.5  degrees  =  0.943  =  94.3 

per  cent,  lagging. 

OB        24 

At  Bz  the  output  =  0,  the  current  =  -^—  =  ;r^  =  40  amp. 

and  the  power  factor  cos  <f>  =  cos  5058  =  cos  75  degrees  = 
0.259  =  25.9  per  cent. 

The  maximum  power  output  for  the  given  excitation  occurs  at 
B2  where  the  circle  cuts  the  line  AC.     Here  output  =  106.6  kw. 
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per  phase,  the  current  =  605  amp.  and  the  power  factor  =  79  per 
cent.    To  the  right  oi  AC  operation  is  unstable. 

Theae  values  of  current  and  power  factor  are  plotted  on  an 
output  base  in  Fig.  328. 
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Bynchronoua  motor. 

276.  Phase  Characteristics  or  "V"  Carres  snd  Compounding 
Curves. — To  obtain, the  "V"  curve  for  full-load  output  take 
points  as  B,  B*  and  Bj  on  the  50-kw.  circle.  At  B  the  current 
is  -y-  =  -irw  =  215  amp.,  the  power  factor  =  cos  0  =  1.00,  the 
motor  back-voltage  =  AB  =  278  volts  and  the  corresponding 


field  current  is  10  amp.,  Fig.  325;  at  Bt  the  current  is  250  amp., 
the  power  factor  is  cos  30  degrees  =  0.866  =  86.6  per  cent,  lead- 
ing, the  motor  voltage  is  350  volts  and  the  field  current  is  13.8 
amp.;  at  Bi  the  current  is  250  amp.  the  power  factor  is  86.6  per 
cent,  legging  and  the  field  current  is  7.4  amp.     The  "V"  curves 
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for  zero  output,  full  load  and  twice  full  load,  are  shown  in  Pig. 
329(a).  The  minimum  armature  current  for  each  output  occurs 
where  the  power  circle  cuts  the  line  OCy  that  is,  where- the  power 
factor  is  unity.  The  corresponding  values  of  the  power  factor 
are  plotted  on  a  field  current  base  in  Fig.  329(6). 

Compounding  Curves. — ^In  Fig.  326(6)  circles  are  drawn  about 
center  O  with  radii  corresponding  to  currents  from  one-half 
to  twice  full-load  current.  Using  the  points  where  these  cut  the 
constant  power-factor  lines  the  compounding  ciuves  in  Fig.  327 
are  drawn  for  unity  power  factor,  80  per  cent,  power-factor  lead 
and  80  per  cent,  power-factor  lag. 

The  theoretical  maximum  possible  power  output  of  this  motor 

E^        (2541* 
would  be  P  =  -r  =  /^  n  n><  =  403,000  watts  =  403  kw.  per 

4r      4  X  0.04  '  '^ 

phase  which  is  more  than  eight  times  full  load.  Such  an  output 
would  require  a  motor  back  voltage  =  AC  —  1,905  volts. 

276.  Starting  Synchronous  Motors. — The  single-phase  syn- 
chronous motor  is  not  self-starting  and  must  be  brought  up  to 
synchronous  speed  before  being  connected  to  the  supply.  This 
is  due  to  the  fact  that  single-phase  armatu;*e  reaction  does  not 
produce  a  revolving  field.  Single-phase  motors  are,  therefore, 
not  used  except  in  special  cases  and  in  small  sizes. 

Polyphase  synchronous  motors  are  inherently  sdf-starting  and 
when  connected  to  the  supply  will  accelerate  and  run  up  to  syn- 
chronous speed,  but  only  a  low  voltage  should  be  impressed  at 
start  or  very  large  lagging  currents  will  be  drawn  from  the  supply 
lines.  In  order  to  do  away  with  the  large  starting  currents  a 
great  many  pol3rphase  synchronous  motors  are  started  by  auxil- 
iary motors;  they  must  be  brought  up  to  synchronous  speed  and 
synchronized  just  as  alternators.  If  the  exciter  for  the  motor  is 
moimted  on  the  same  shaft  it  may  be  used  as  a  starting  motor 
or,  if  the  motor  is  one  unit  of  a  motor-generator  set,  the  genera- 
tor may  be  used  as  a  starting  motor,  but  in  both  cases  a  supply 
of  direct  current  is  necessary. 

An  induction  motor  moimted  on  the  same  shaft  may  be  used 
to  start  the  synchronous  motor  but  it  must  have  a  smaller  num- 
ber of  poles  and  therefore  a  higher  synchronous  speed  than  the 
motor  to  be  started.  The  synchronous  motor  is  raised  above 
synchronous  speed,  the  induction  motor  is  then  disconnected, 
and  the  synchronizing  switch  is  closed  as  the  motor  passes  through 
synchronous  speed. 
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277.  Self-starting  Motors. — In  order  to  improve  the  starting 
torque  of  synchronous  motors  and  also  to  prevent  hunting; 
short-circuited  grids  are  placed  in  the  pole  faces  or  between  the 
poles  and  sometimes  complete  squirrel-cage  windings  are  carried 
by  the  rotors  (Fig.  330).  The  field  wii^ding  at  start  may  be 
either  open  or  short-circuited.  In  the  following  discussion  it  will 
be  assumed  that  the  field  circuit  is  open.  When  a  motor  at  rest 
is  connected  to  a  polyphase  supply  torque  is  developed  in  two 
ways:  (I)  the  revolving  field  sweeps  across  the  pole  faces  and 
grids  and  generates  e.m.fs.  and  currents  in  them;  these  currents 


Fio.  330. — Rotor  of  &  synchroDoua  motor  with  a  squirret-cage  wiDding. 


react  on  the  field  and  produce  torque  which  causes  the  rotor  to 
follow  the  field.  The  rotor  can,  however,  never  be  brought  up  to 
synchronous  speed  by  this  torque  because  the  e.m.fs.  and  currents 
are  induced  only  below  synchronous  speed.  The  motor  starts  as 
a  regular  induction  motor  and  when  it  is  nearly  up  to  speed  the 
field  locks  with  the  revolving  armature  in  the  position  of  minimum 
rductance. 

2.  The  second  method  of  producing  torque  for  starting  depends 
on  hysteresis;  as  the  armature  north  pole  passes  a  field  pole  it 
induces  a  south  pole  in  it  and  the  attraction  between  the  two 
tends  to  make  the  rotor  follow  the  armature  field.  Due  to 
hysteresis  this  induced  field  pole  persists  after  the  armature  pole 
has  passed;  the  succeeding  armature  south  pole  firstrepels  the 
field  pole  then  while  passing  changes  it  to  a  north  pole  and  at- 
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tracts  it  in  the  direction  of  rotation.  The  resulting  torque  is 
small  at  low  rotor  speeds  but  becomes  greater  as  synchronous 
speed  is  approached  and  the  field  pole  remains  longer  under  the 
influence  of  the  armature  pole.  When  the  armature  pole  is 
moving  very  slowly  across  the  field  pole  the  two  lock  in  the  posi- 
tion of  minimum  reluctance. 

Since  the  grids  or  squirrel-cage  windings  are  carrying  current 
only  while  starting  up,  or  when  there  is  relative  motion  between 
the  armature  reaction  flux  and  the  field  poles,  as  when  there  is 
hunting,  it  is  not  objectionable  if  they  have  a  comparatively  high 
resistance;  in  fact,  the  higher  the  resistance  the  greater  will  be  the 
starting  torque,  within  limits.  The  bars  of  the  squirrel  cage  can 
therefore  be  made  of  any  suitable  material  and  steel  is  often 
employed  but  the  end  rings  are  generally  made  of  brass. 

When  the  motor  is  running  at  synchronous  speed  the  field 
circuit  may  be  closed  and  the  impressed  e.m.f.  raised  to  its  full 
value.  On  closing  the  field  circuit  it  may  be  found  that  the 
polarity  is  wrong  and  the  rotor  will  then  drop  back  in  phase  by 
180  degrees  and  this  change  will  be  accompanied  by  a  sudden 
rush  of  current.  To  avoid  this  it  is  better  to  excite  the  fields 
through  a  large  resistance  just  before  S3nichronism  is  reached, 
then  increase  the  field  to  normal  and  raise  the  impressed  voltage 
to  full  value.  When  starting  in  this  way  the  motor  draws  a  very 
large  lagging  current  smce  the  impressed  voltage  is  consumed  by 
the  sjmchronous  impedance  of  the  armature,  and  the  power  factor 
is  very  low.  The  impressed  voltage  at  start  must  be  reduced 
to  about  one-third  of  its  full  value  in  order  to  reduce  the  starting 
current.  It  is  the  flux  of  armature  reaction  which  produces  the 
starting  torque  and,  therefore,  a  motor  with  high  armature  reac- 
tion wiQ  give  better  starting  torque  than  one  of  low  armaturb 
reaction. 

When  the  motor  is  running  below  synchronous  speed  large 
voltages  sometimes  reaching  5,000  volts  or  more  are  induced  in 
the  open  field  winding  by  the  revolving  armature  flux.  Such 
voltages  are  dangerous  and  may  puncture  the  insulation  of  the 
field  or  endanger  the  lives  of  operators.  Both  the  magnitude  and 
frequency  of  these  induced  voltages  becop[te  zero  when  the  motor 
reaches  synchronous  speed. 

The  potential  stresses  may  be  reduced  by  breaking  up  the  field 
into  sections,  by  means  of  a  suitable  switch,  during  the  starting 
period. 
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• 

The  approach  of  s3nichroiiism  may  be  recognized  by  the  sound 
or  an  alternating-current  voltmeter  connected  across  a  section  of 
the  field  winding  will  indicate  s3rnchronism  by  a  zero  reading. 

If  the  field  winding  is  short-circuited  while  coming  up  to  S3ni- 
chronism  these  large  induced  voltages  will  not  exist  but  the  start- 
ing torque  of  the  motor  will  in  general  be  reduced.  The  short- 
circuited  field  winding  tends  to  act  in  somewhat  the  same  way  as 
the  grids  but  its  inductance  is  so  high  that  the  flux  produced 
through  it  by  the  armature  m.m.f .  is  small  and  this  reduction  of 
the  flux  in  the  field  poles  more  than  counterbalances  thi^  torque 
due  to  induced  currents.  In  the  majority  of  cases,  however,  it  is 
better  to  start  the  motor  with  the  field  winding  short  circuited 
since  the  safety  of  operation  is  thereby  increased.  When  syn- 
chronous speed  is  reached  the  full  excitation  should  be  applied 
and  then  the  impressed  voltage  raised  to  full  v^ue. 

When  individual  exciters  are  used  the  motor  field  may  be 
short-circuited  by  reducing  the  exciter  field  to  its  lowest  value. 

278.  Synchronous  Phase  Modifier. — Since  by  varying  the  field 
excitation  of  a  83rnchronous  motor  the  power  factor  can  be  made 
either  leading  or  lagging,  such  machines  can  be  used  to  improve 
the  power  factor  of  transmission  lines  or  distributing  circuits  by 
drawing  wattless  leading  currents  to  compensate  for  the  wattless 
lagging  currents  required  by  the  load.  The  fields  must  be  over- 
excited and  the  S3nichronous  reactance  should  not  be  very  large. 
This  is  one  of  the  most  important  characteristics  of  the  s3rnchro- 
nous  motor  and  is  being  appUed  to  an  ever-increasing  extent. 

A  s3rnchronous  motor  used  in  this  way  is  called  a  s3nichronous 
phase  modifier  and  is  usually  operated  without  load  drawing  the 
required  wattless  leading  current  and  the  small  power  current 
supplying  its  own  losses.  In  some  cases,  however,  it  may  be 
advantageous  to  supply  some  load  from  it. 

In  the  case  of  long-distance  transmission  lines  the  s3nichronous 
phase  modifier  is  used  to  obtain  a  constant  terminal  voltage 
under  all  conditions  of  load  with  a  constant  impressed  voltage  at 
the  generating  station.  Assume  a  transmission  line  with  a  con- 
stant impressed  voltage  of  110,000  volts.  Under  normal  condi- 
tions the  terminal  voltage  at  no  load  rises  to  120,000  due  to  the 
compounding  effect  of  the  line  capacity,  while  at  full  load  80  per 
cent,  power  factor  the  terminal  voltage  falls  to  90,000  volts. 
To  maintain  a  constant  terminal  voltage  of  100,000  a  S3nichro- 
nous  phase  modifier  must  be  installed  in  the  terminal  station; 


346  ELECTRICAL  ENGINEERING 

during  periods  of  light  load  it  is  operated  under  excited 
a  large  lagging  current  to  pull  down  the  voltage  from  120,000  to 
100,000;  while  under  load  it  is  over-excited  and  draw^  a  leading 
current  to  raise  the  terminal  voltage  from  90,000  to  100,000. 

The  constant  voltage  regulation  is  made  automatic  by  install- 
ing a  voltage  regulator  operating  on  the  field  circuit  of  the  phase 
modifier  and  having  its  alternating-current  control  magnet  con- 
nected through  a  potential  transformer  across  one  phase  of  the 
circuit  in  which  the  voltage  is  to  be  maintained  constant. 

279.  Parallel  Operation  of  Alternators. — ^Before  an  alternator 
is  connected  in  parallel  with  another  machine  which  is  supply- 
ing power,  the  incoming  machine  must  be  adjusted  to  give  the 

same  voltage,  must  have  the  same 
frequency  and  must  be  in  phase. 

The  condition  of  synchronism  may 
be  indicated  by  incandescent  lamps  or 
some  form  of  synchroscope  (Art.  452). 

In  Fig.  331  when  the  incoming 
machine  S  is  in  synchronism  with  A 

^°'  ^^^p^'^^™*^"'''       there  is  no  voltage  across  the  switch 

and  the  lamps  are  dark.  The  two 
machines  are  assumed  to  have  been  adjusted  to  give  equal 
voltages. 

If  the  frequency  of  S  is  lower  or  higher  than  that  of  A,  there 
will  be  a  slow  pulsation  of  the  light  showing  the  difference  between 
the  two  frequencies.  When  the  pulsations  are  very  slow  and  the 
periods  of  darkness  long  the  switch  may  be  closed  and  the  two 
machines  will  operate  in  parallel.  Lamps  are  not  very  satis- 
factory, since  they  do  not  show  whether  the  incoming  machine 
is  running  too  slow  or  too  fast. 

280.  Effect  of  Inequality  of  Terminal  Voltage.  — ^If  two  alter- 
nators are  operating  at  the  same  frequency  and  are  in  phase  but 
have  not  their  fields  adjusted  to  give  the  same  terminal  voltage, 
a  wattless  current  will  flow  between  the  two  machines  leading  and 
magnetizing  in  the  machine  of  lower  field  excitation  and  lagging 
and  demagnetizing  in  the  machine  of  higher  field  excitation. 

If  Eb,  the  voltage  of  5,  is  lower  than  Ea,  the  voltage  of  A,  then 
E'  the  difference  between  the  two  will  act  in  the  local  circuit 
through  the  two  armatures  in  series  and  will  produce  a  current 
r  lagging  nearly  90  degrees  behind  E'  and  Ea  and  leading  Eb 
(Fig.  332). 
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The  drculating  current  is 

where  Za  and  Zb  are  the  synchronous  impedances  of  the  two 
machines. 

This  current  lowers  the  terminal  voltage  of  A  since  it  is  lagging 
in  A  and  raises  the  terminal  voltage  of  B  since  it  is  leading  in  B 
and  the  two  are  made  equal  to  the  load  voltage  E. 

Eb  E'  €a 


r 

Flo.  332. 

By  adjusting  the  field  rheostats  the  wattless  circulating  cur- 
rents can  be  eUminated  for  any  load,  but  if  the  two  machines 
have  different  voltage  characteristics,  as  the  load  varies  wattless 
currents  will  circulate  to  correct  for  the  differences  of  excitation. 

With  machines  of  reasonably  high  armature  reaction  the 
wattless  cross  currents  are  small  even  with  large  variations  of 
excitation. 

When  two  similar  alternators  in  parallel  are  supplying  an 
inductive  load,  they  should  operate  at  the  same  power  factor. 
If  one  has  a  lower  excitation  than  the  other  it  will  not  supply 
its  proper  share  of  the  watless  kva.  and  will  operate  at  a  higher 
power  factor  than  the  second  machine. 

281.  Effect  of  Inequality  of  Frequency. — ^Two  alternators 
operating  in  parallel  must  have  the  same  average  frequency,  but 
one  may  instantaneously  drop  behind  or  run  ahead  of  the  other. 

Alternators  driven  by  water  turbines  or  steam  turbines  or 
electric  motors  will  have  a  constant  angular  velocity  but  when  the 
prime  movers  are  steam  engines  or  gas  engines  the  angular  veloc- 
ity will  pulsate  about  its  average  value  during  each  revolution. 

If  two  machines  in  parallel  are  excited  to  give  the  same  termi- 
nal voltage  and  one  falls  behind  the  other,  a  power  cross-current 
will  circulate  through  the  armatures  and  transfer  energy  from  the 
leading  to  the  lagging  machine. 
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Fig.  333  shows  the  case  of  two  machines  of  which  A  is  ahead 
of  its  normal  position  by  angle  a  and  B  is  behind  by  angle  a. 
A  is  therefore  ahead  of  B  by  angle  2a  and  the  resultant  voltage 
causing  a  current  to  circulate  through  the  two  armatures  is 

E'  =  2E  sin  a. 

The  circulating  current  is 

J,  _       E'        _  2E  sin  g  _  g  sin  q  .«  -. 

^  ■"  z7+Zb  "  ~2Z       "■  ~Z~  ^^^^^ 

where  Z  =:  Za  =  Zais  the  synchronous  impedance  of  each  of  the 
two  machines  which  are  assumed  to  be  similar.  Under  ordinary 
circumstances  the  current  F  lags  nearly  90  degrees  behind  E';  it 

E' 


Ej-E 

"      I' 

4—^*-' 

I' 

(T                      — 

\ 

t           ^Eg    (B«feEred  to  the  Load  Oli««lt) 
FlQ.  333. 

is  approximately  in  phase  with  the  terminal  voltage  Ea  of  A  and 
in  phase  opposition  to  .J?^;  and  it  therefore  transfers  power  from 
the  leading  to  the  lagging  machine  causing  the  leading  machine 
to  drop  back  in  phase  and  the  lagging  machine  to  come  up. 

The  component  of  J'  in  phase  with  E'  represents  the  power 
consumed  by  the  passage  of  F  through  the  resistance  of  the  local 
circuit  through  the  two  armatures  in  series;  the  component  in 
quadratui?e  behind  J5'  represents  the  transfer  of  power  required 
to  keep  the  machines  in  step. 

Take  the  case  of  two  similar  60-cycle  alternators  driven  at 
240  r.p.m.  by  single-cylinder  steam  engines  of  1  per  cent,  speed 
variation.  The  driving  effort  and  the  speed  reach  a  maximum 
twice  during  the  revolution  and  fall  to  a  minimum  twice.  For 
one-quarter  of  the  revolution  the  alternator  A  runs  at  an  average 
speed  3<i  of  1  per  cent,  above  normal  and  it  therefore  moves 

ahead  of  its  normal  position  by  t"^7^  =  jtx  of  a  mechanical 

degree.  If  at  the  same  time  the  second  machine  B  is  running 
slow  it  will  fall  behind  its  normal  position  by  an  equal  angle  and 
the  maximum  phase  difference  between  the  two  machines  will  be 
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^0  of  a  mechanical  degree.  These  alternators  would  have  30 
poles  and  therefore  the  maximum  phase  displacement  is 

20      2  ~  20      T  "^'^-'^  electncal  degrees  =  2a. 

The  circulating  current  is  by  equation  (317) 

/'  =  I  sin  3.37°  =  /.c  sin  3.37** 

where  J«.  is  the  short-circuit  current  with  full  excitation  and  may 
be  from  two  to  six  times  full-load  current;  assuming  J«e  =  4/  the 
circulating  current  is 

J'  =  4/  X  0.069  =  0.24J 

and  is  approximately  25  per  cent,  of  full-load  current.  With 
lower  values  of  synchronous  reactance  and  consequently  higher 
values  of  J,e,  the  cross-currents  tend  to  become  very  large. 
Machines  with  very  small  synchronous  reactance  or  armature 
reaction  are  not  suitable  for  parallel  operation.  Too  high  syn- 
chronous reactance  reduces  the  cross-currents  and  the  synchroniz- 
ing power  too  much. 

These  power  cross-currents  when  of  great  magnitude  tend  to 
tear  the  machines  out  of  S3mchronism  and  they  also  cause  fluctua- 
tions of  the  voltage. 

If  the  two  machines  above  had  been  synchronized  so  that  their 
angular  velocities  rose  and  fell  together,  there  would  not  have 
been  any  power  currents  circulating  between  them  but  in  that 
case  the  frequency  of  the  voltage  of  the  system  would  pulsate 
and  power  currents  would  circulate  between  the  alternators  and 
any  synchronous  motors  operating  on  the  system. 

Alternators  driven  by  steam  engines  or  gas  engines  must  be 
provided  with  fl3rwheels  large  enough  to  reduce  the  pulsations  of 
angular  velocity  during  the  revolution  to  a  negligible  amount. 

If  the  speed  characteristics  of  the  prime  movers  are  not  the 
same  and  the  speed  of  one  machine  tends  to  fall  below  the  other 
as  the  load  on  the  system  is  increased,  then  the  machine  driven 
by  the  prime  mover  of  closer  speed  regulation  takes  more  than 
its  share  of  the  load  and  so  relieves  the  other  machine  and  keeps 
its  speed  up. 

Thus  to  insure  a  proper  division  of  the  load  beween  alter* 
nators  operating  in  parallel  it  is  necessary  that  their  prime  movers 
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have  similar  speed  characteristics,  that  is,  that  their  speed  shall 
fall  under  load  by  the  same  amount  and  in  the  same  manner.  It 
is,  therefore,  preferable  that  the  prime  movers  have  drooping  speed 
characteristics.  The  voltage  characteristics  have  no  effect  on 
the  division  of  the  load  but  they  do  affect  the  amount  of  the 
reactive  cross-currents  between  the  machines. 

Let  R  and  X  represent  the  resistance  and  reactance  of  the 
circuit  through  two  alternators  in  parallel  including  the  lines  con- 
necting them  which  may  be  very  important  in  the  case  of  alter- 
nators in  different  stations. 

The  circulating  current  is 

j,^      E'  E'jR'-jX)  ^     E'R         ,    WX    , 

R-\'jX        R^  +  X^         R^+X^     ^R^+X^' 

the  quadrature  component  of  the  current  which  gives  the  power 

E'X 
transfer  is  /g  =  pTlTyi'  ^^8-  333,  and  thus  it  may  be  seen  that 

reactance  or  armature  reaction  is  necessary  in  alternators  to  be 
operated  in  parallel. 

For  a  given  value  of  R  the  synchronizing  current  Iq  is  maxi- 
mimi  when  X  =  R;  this  result  is  obtained  by  differentiating  Iq 
with  respect  to  X  and  equating  to  zero. 

dio      E'{  {R^  +  X^)  -  X{2X)  ]      ^  .  .  J 

dX  =  (R^  +  X^y  ==  ^'  ^^'  maxmium/c, 

and  therefore  fi*  -  X*  =  0,  or  Z  =  R. 

Such  a  low  value  of  X  would  allow  excessive  currents  to  flow 
between  the  machines.  In  the  majority  of  cases  X  is  many  times 
greater  than  R,  but  when  two  stations  are  to  be  operated  in 
parallel  R  and  X  may  approach  equaUty,  especially  with  under- 
ground distribution,  and  jR  may  even  be  the  greater.  In  such  a 
case  the  operation  would  be  improved  by  inserting  extra  reactance 
to  make  X  ^  R  and  so  increase  the  s3rnchronizing  current. 

282.  Effect  of  Difference  of  Wave  Form. — If  two  machines 
in  parallel  are  adjusted  to  give  the  same  effective  value  of  voltage 
but  have  different  wave  shapes,  then,  since,  due  to  the  presence 
of  the  higher  harmonics,  the  voltages  are  not  equal  at  every 
instant,  reactive  cross-currents  will  flow  to  correct  these  in- 
equalities in  voltage.  These  currents  will  usually  be  very  small 
since  the  voltages  producing  them  are  small  and  they  are  of  high 
frequency  and  thus  the  path  through  the  two  machines  offers  a 
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high  impedance  to  them;  the  impedance  is,  however,  only  the  true 
impedance  and  not  the  synchronous  impedance. 

If  two  F-connected  alternators  with  neutrab  grounded  are 
connected  in  parallel  and  one  has  a  prominent  third  harmonic  in 
the  voltage  wave  of  each  phase  while  the  other  gives  a  true  sine 
wave,  then,  although  the  terminal  voltages  of  the  two  machines 
nuty  have  the  same  effective  values  and  the  same  wave  form,  still 
third  harmonic  circulating  currents  will  flow  between  them 
returning  through  the  neutral  connections. 

283.  Conclusions. — Three  kinds  of  circulating  currents  may^ 
exist  in  parallel  operation  of  alternators:  (1)  reactive  currents 
transferring  magnetization  between  the  machines  due  to  a  differ- 
ence in  excitation;  (2)  active  currents  transferring  power  between 
the  machines  due  to  phase  displacements  between  their  voltages; 
and  (3)  higher-frequency  reactive  currents  due  to  differences  of 
wave  form. 

The  reactive  crossH3urrents  may  be  eliminated  by  regulating 
the  excitation,  that  is,  by  electrical  means,  but  the  power  cross- 
currents are  due  to  differences  in  speed  or  phase  and  can  be 
corrected  only  by  regulating  the  speed  of  the  prime  movers. 
Parallel  operation  of  alternators  is  therefore  not  so  much  an 
electrical  as  it  is  a  mechanical  problem. 

When,  therefore,  an  alternator  is  to  be  connected  in  parallel 
with  machines  supplying  the  load,  the  incoming  machine  must 
be  brought  up  to  synchronism  and  the  switch  connecting  it  to 
the  load  circuit  closed,  then  the  governor  of  its  prime  mover 
must  be  adjusted  so  that  it  supplies  its  proper  share  of  the  load 
and  its  field  must  be  adjusted  so  that  it  supplies  its  proper  share 
of  the  reactive  current  required  by  the  load.  Ordinarily  the 
machines  will  be  operated  at  approximately  the  same  power  fac- 
tor.   Further  adjustment  may  be  necessary  as  the  load  changes. 

284.  Hunting. — If  two  alternators  are  operating  in  parallel 
and  one  drops  behind  the  other  in  phase  due  to  a  sudden  decrease 
in  the  speed  of  its  prime  mover,  the  second  machine  suppUes 
power  to  pull  it  into  synchronism  again.  The  impulse  received 
causes  it  to  swing  past  its  mean  position  and  it  oscillates  a  few 
times  before  falling  into  step. 

If  the  action  producing  the  speed  pulsation  is  repeated  periodic- 
ally and  coincides  with  the  natural  period  of  the  machine  the 
oscillations  instead  of  dying  out  will  increase  in  amplitude  until 
they  are  limited  by  the  losses  in  the  pole  faces  and  the  dampers  or 
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.  until  the  machines  fall  out  of  step.  When  the  oscillations  tend  to 
become  cumulative  the  machines  are  said  to  be  hunting. 

Hunting  may  occur  in  a  similar  way  in  the  case  of  a  synchro- 
nous motor  supplied  by  an  alternator.  If  the  load  on  the  motor 
suddenly  increases  it  falls  back  in  phase  to  receive  the  extra 
power  required  and  oscillates  about  its  final  phase  position  before 
running  in  synchronism  again.  This  oscillation  may  become  con- 
tinuous  as  in  the  case  of  alternators  in  parallel. 

The  ampUtude  of  the  osciUations  in  hunting  is  very  much  re- 
duced by  the  use  of  dampers  in  the  form  of  grids  or  squirrel-cage 
windings  placed  in  slots  in  the  pole  faces  on  the  rotor.  At 
synchronous  speed  the  armature  reaction  flux  is  stationary  rela- 
tive to  the  fields  and,  therefore,  does  not  produce  any  current  in 
the  grids  but  if  the  machine  falls  below  or  runs  above  synchro- 
nous speed,  the  flux  sweeps  across  the  grids  and  produces  e.m.fs.  in 
them  and  large  currents  flow  which  react  on  the  field  and  tend  to 
hold  the  machine  exactly  in  synchronism. 

Dampers  are  applied  to  alternators  only  in  cases  where  hunting 
is  liable  to  occur,  due  to  the  fact  that  the  prime  movers  are  re- 
ciprocating engines  or  gas  engines  but  they  should  be  used  on  all 
large  synchronous  motors  since  these  are  usually  high-speed 
machines  with  small  moment  of  inertia  and  a  high  natural  fre- 
quency of  oscillation  which  is  more  liable  to  coincide  with  some 
forced  frequency  on  the  system.  The  dampers  are  also  required 
to  make  the  motors  self-starting. 

286.  Frequency  of  Hunting. — Referring  to  Fig.  333,  the  power 
supplied  by  il  to  pull  B  up  in  phase  again  is 

P.  =  Er  cos  a, 

but 

,,       E'        2E  sin  a       E    , 

and  thus  the  synchronizing  power  is 

E^   .  E^    .  'E^ 

-P«  =  -^  sin  a  cos  a  —  ^r^-  sin  2a  ='k^  2a, 

since  for  small  angles  the  sine  is  approximately  equal  to  the  angle, 
here  a  is  expressed  in  electrical  radians. 
Changing  a  into  mechanical  radians, 
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The  synchronizing  torque  is 

P. 33,000  _         2Z.  33,000  _ 


2t  X  r.p.m.         746  2nr  X  r.p.m.         746 

3.52  E^ 


a. 


Z,  X  r.p.m. 

and  it  is  directly  proportional  to  the  angular  displacement  a. 

Since  the  sum  of  the  moments  of  the  external  forces  acting  oh 
a  rigid  body  is  equal  to  the  moment  of  inertia  of  the  body  about 
the  axis  of  rotation  multiplied  by  its  angular  acceleration,  the 
equation  for  the  resulting  motion  may  be  expressed  as 

_     d^a__      3.52  E^ 
-^'-'W  -  "  Z.  X  r.p.m.  ^'  ^^^^^ 

where  I  is  the  moment  of  inertia  of  the  rotating  field  member 
including  the  flywheel.  The  negative  sine  is  used  because  the 
torque  tends  to  decrease  the  angular  displacement  a. 

This  equation  may  be  written 

d^a  3,52  EV  ,.  ,«^^, 

;^  =  -  „  J- a==^  -k^a.  (320) 

dt^  ZJ  X  r.p.m. 

This  is  the  equation  of  a  simple  harmonic  motion  of  periodic 

time 

m    _  27r       r>       /Z,  7  X  r.p.m.  /oon 

n  -  -^-  =  2x  ^- -2^- —  sec.  (321) 

and  therefore  the  natural  frequency  of  hunting  is 

i  A      Ztt  \  ZaI  X  r.p.m.  \  Zgl  X  r.p.m. 

The  frequency  of  hunting  is  directly  proportional  to  the  voltage 
jB  or  to  the  air-gap  flux  ^  and  is  inversely  proportional  to  the 
square  root  of  the  moment  of  inertia  /  and  the  synchronous 
impedance  of  the  armature  and  connecting  feeders. 

The  natural  frequency  may  be  increased  by  increasing  E, 
that  is,  increasing  the  voltage  of  the  system  but  this  is  not  usu- 
ally practicable  and  it  may  be  decreased  by  inserting  reactance 
in  the  lines  between  the  machines. 

The  natural  frequency  of  oscillation  of  an  alternator  should 
not  approach  within  20  per  cent,  of  any  forced  frequency  which  is 
liable  to  occur  on  the  system  and  the  flywheel  is  usually  designed 
so  that  it  increases  /  to  such  a  value  that  the  natural  frequency 
is  at  least  20  per  cent,  below  the  lowest  forced  frequency. 

The  same  formula  holds  in  the  case  of  a  synchronous  motor 

23 
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operating  on  a  large  constant-voltage  system.  E  may  be  taken  as 
the  motor  voltage  which  is  dependent  on  the  excitation.  When 
the  motor  is  under-excited  E  is  low  and  the  synchronizing  power 
transfer  per  degree  angular  displacement  is  small  and  the  natural 
period  of  oscillation  is  low.  The  electromagnetic  couplmg  is  soft 
and  the  motor  may  be  thrown  out  of  step  by  a  sudden  increase 
of  load.  When  the  motor  is  over-excited  the  synchronizing 
power  is  large  and  the  natural  frequency  is  high.  The  electro- 
magnetic coupling  is  stiff  and  the  motor  is  stable  in  operation. 
If,  however,  any  forced  frequency  occurs  approximating  the 
natural  frequency,  serious  hunting  will  occur. 

Hunting  may  sometimes  be  reduced  or  eUminated  by  changing 
the  field  excitation  and  thus  changing  the  natural  period  of  oscil- 
lation of  the  machine. 

Machines  with  high  armature  reaction  are  much  less  liable  to 
hunt  than  machines  of  low  armature  reaction  since  the  high  arm- 
ature reaction  reduces  the  circulating  currents  produced  by 
changes  in  phase  and  lowers  the  natural  frequency  of  oscillation. 

286.  Design  of  Alternating-current  Generators  and  Motors. — 
The  design  of  alternating-current  generators  and  synchronous 
motors  is  similar  to  that  of  direct-current  generators  and  motors 
but  without  the  difficulties  and  limitations  due  to  commutation. 
Much  larger  outputs,  higher  voltages  and  greater  peripheral 
speeds  must  be  provided  for  in  certain  cases.  The  voltage  regu- 
lation of  alternators  is  not  so  good  as  that  of  direct-current  gen- 
erators, since  a  large  component  of  the  generated  voltage  is  con- 
sumed by  the  armature  reactance.  The  regulation  also  depends 
on  the  power  factor  of  the  load.  To  obtain  reasonable  values  of 
regulation  the  air  gap  must  be  made  long  and  therefore  the  ratio 
of  field  ampere-turns  to  armature  ampere-turns  must  be  large. 
For  machines  of  very  large  output  as  turbo-alternators  the  periph- 
eral speed  becomes  a  limiting  factor,  the  frame  must  be  made 
long  and  forced  ventilation  is  necessary  to  prevent  undue  rise  of 
temperature. 

Following  are  some  of  the  formulsB  and  constants  involved. 

287.  Electromotive  Force  Equation. 

E.m.f.  per  phase  =  B  =  45afw0lO-8      (Art.  248) 

or  assuming  a  distribution  factor  h  »  0.96  and  a  form  factor 
7  =  1.11,  the  e.m.f.  is 

E  =  4.26/n0lO-»  volts.  (323) 
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888.  Ott^ut  Equation. 
Output  in  volt-amperes  =  p'EI  (where  p'  =  number  of  phases) 

=  4.26p7«n/ 10-»  =  4,26    X   ^'^'^<L^  ^ 


X  B„4^Lcr  X  ^"^  X  10-8 


4.26 


120  X~2  ^  ^^~*  '^  ^  ^  ^'^'^'  ^  ^^^^  X  pr X  DaL, 
4  26 


or 


« 


n  2f    —  vott-amperes  X  5.7  X  10^ 

r.p.m.  X  Bfiifq 


(324) 


Bo  =  -T-y-  =  average  gap   density,   varies   from  40,000   to 

60,000  lines  per  square  inch,  but  is  usually  below  50,000. 
yp  =  pole  enclosure  =  0.60  to  0.65. 
q  =  ampere  conductors  per  inch,  ranges  from  400  to  1,000;  a 

good  average  value  is  500. 

Lc  frame  length 

—  =  ratio j ''V~\r~  ranges  from  0.6  to  2.0;  a  good  average 

is  1. 

120/ 
p  =  number  of  poles  = is  fixed  by  the  frequency  and 

t m  L9.  KXl. 

the  r.p.m. 

Approximate  rated  speed  in  r.p.m.  of  prime  movers  for  gener- 
ators of  250-,  500-  and  1,000-kw.  capacity. 


Prime  mover 


Rated  speed  in  r.p.m. 


Moderate-Bpeed  steam  engine 

High-speed  gas  engine 

High-speed  steam  engine 

De  Laval  steam  turbine 

Curtis  steam  turbine 

Parsons  steam  turbine 


250-kw. 

160 

250 

350 

1,000 

2,500 

3,000 


500-kw. 


120 
200 
270 

1,800- 
2,500 


l.OOO-kw. 

80 
120 
220 

1,200 
1,900 


The  speed  of  hydraulic  turbines  is  controlled  by  the  head  of 
water  available. 

Peripheral  speed  varies  over  a  wide  range;  for  low-speed  ma- 
chines a  good  average  value  is  3,500  ft.  per  minute  but  in  very 
large  turbo-alternators  it  may  be  as  high  as  25,000  ft.  per  minute< 
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289.  Flux  Densities. — The  following  table  from  the  "Standard 
Handbook"  gives  the  average  flux  densities  used  in  the  various 
parts  of  the  magnetic  circuit. 


Part 


Frequency 


Flux  density  in  lines  per  square  inch 


Ordinary  iron 


Silicon  steel 


Armature  core . . . . 


60  cycles  per  second  50,000  to  60,000 


Armature  teeth 


25  cycles  per  second 
60  cycles  per  second 


70,000  to  80,000 
60,000  to  70,000 


100,000  to  120,000 


Pole  core 


90,000  to  110,000 


Yoke. 


95,000  to  110,000  with  wrought  iron  or  steel  poles. 
90,000  to  100,000  for  cast  steel. 
30,000  to  35,000    for  cast  iron. 


290.  Current  Densities. — Current  densities  in  the  armature 
conductors  range  from  1,500  to  2,500  amp.  per  square  inch;  the 
lower  values  should  be  used  in  machines  which  are  diflicult  to 
cool,  that  is,  machines  with  long  cores  or  in  high-voltage  machines 
in  which  the  thick  slot  insulation  restricts  the  radiation  of  the 
heat  due  to  the  copper  loss.    Short  machines  of  large  diameter 

are  easy  to  cool  since  the  end  connec- 
tions are  spread  out  and  have  a  good 
radiating  surface. 

Current  density  in  field  windings 
varies  from  1,200  to  2,500  amp.  per 
square  inch  depending  on  the  con- 
struction, insulation,  available  space 
and  on  the  temperature  rise  allowed. 

291.  Insulation  for  High-voltage 
Alternators. — The  very  best  materials 
must  be  used  because  the  space  is  limited.  Micanite  or  Bakel- 
ized  paper  tubes  may  be  used  or  the  insulation  may  be  built 
up  of  a  number  of  layers  of  empire  cloth  or  similar  material. 
The  curve  in  Fig.  334  shows  approximately  the  thickness  of  the 
slot  insulation  for  various  voltages.  The  built-up  insulations 
may  require  more  space  than  indicated  by  the  cury^ 


Thickness  la  Inches 

^ 

/ 

/ 

/ 

0  5000         10000       16000      20000 

ESectlTfl  E.M.F.  in  Volts 

Fio.  334. — Thickness  of  slot 
izisulation  for  alternators. 
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The  winding  should  not  be  distributed  in  more  slots  than 
is  necessary  since  so  much  of  the  slot  width  is  required  for 
insulation. 

292.  Extra  Insulation  Required  under  Special  Conditions. — 
If  a  three-phase,  star-connected,  11,000-volt  generator  is  operated 
with  its  neutral  grounded  through. a  resistance  of  10  ohms,  and  a 
ground  occurs  on  one  line,  the  short-circuit  current  flowing  through 
the  ground  resistance  will  raise  the  potential  of  the  neutral  point 
and  will  seriously  increase  the  potential  stresses  from  the  other 

wmdings  to  the  core.    The  voltage  per  phase  is  ^^^  =  6,350 

volts  and  taking  the  resistance  in  the  short-circuit  as  12  ohms  the 

6  350 
current  ia    '^y     =  530  amp.     This  will  raise  the  neutral  point 

to  530  X  10  =  5,300  volts  above  ground  and  may  increase  the 
stress  from  the  ungrounded  phases  to  the  core  to  approximately 
6,350  +  5,300  =  11,650  volts. 

293.  Armature  Windings. — Armature  windings  are  discussed 
in  Arts.  241  to  245.  They  should  be  distributed  rather  than 
concentrated  to  dissipate  the  heat  more  readily  and  to  improve 
the  wave  form  and  reduce  the  reactance.  Full-pitch  windings 
give  the  highest  voltage  but  fractional-pitch  windings  as  low  as 
66  or  even  50  per  cent,  of  full  pitch  are  used  to  eliminate 
objectionable  harmonics  or  to  reduce  the  length  of  the  end 
connections. 

294.  Slots  per  Pole. — ^Large  slow-speed  machines  with  many 
poles  have  one  to  three  slots  per  phase  per  pole,  while  high-speed 
machines  have  from  four  to  nine  slots  per  phase  per  pole. 

Ratio  —1—7 — . ,.,     varies  from  1  to  2  for  open  slots  and  the 

ratio  ^-7 — 'W,r  varies  from  2  to  3.5  or  4. 

295.  Regtdation. — The  voltage  regulation  depends  on:  (1) 
armature  resistance,  (2)  armature  reactance,  (3)  armature  reac- 
tion and  (4)  load  power  factor. 

1.  Armature  resistance  is  determined  more  from  considerations 
of  current  density  and  temperature  rise  than  of  regulation. 

2.  The  armature  reactance  drop  is  produced  by  the  various 
leakage  fluxes  and  depends  on  the  shape  of  the  slots,  the  length  of 
the  gap,  the  pitch  and  distribution  of  the  winding  (see  Arts.  252 
and  253). 
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3.  The  effect  of  armature  reaction  is  determined  by  the 

field  ampere-turns        ,,     ,        ,      ^.    ,  ,     , 

™*'°  armature  ampere-turns'  ^^  ^«°«***  °^  **»«  «*P  *°**  *^« 
flux  densities  in  the  gap,  the  teeth  and  the  poles.     The  ratio- 
field  ampere-turns  „     ,.      ,  ^  ^        ,   « ^      , 
armature  ampere-turns  """^^^  ^'^  ^^^'^^^  ^.0  and  3.0,   the 

lower  value  being  for  high-speed  machines. 

4.  The  effect  of  load  power  factor  or  regulation  is  discussed  in 
Art,  261. 

For  the  best  regulation  use  a  high  air-gap  density,  a  long  gap 

,     ,  field  ampere-turns 

and  a  large  ratio r 1 

^  lu'mature  ampere-tiuns 

Air  gaps  are  much  longer  than  in  direct-current  machines 
ranging  from  0.5  or  lower  to  2.5  in.  in  some  turbo-alternators. 
Eighty-five  or  90  per  cent,  of  the  field  m.m.f.  may  be  required 
for  the  gap. 

Short  gaps  make  the  regulation  poor  and  result  in  distortion 
of  the  gap  flux  and  the  wave  of  generated  e.m.f. 

Ordinary  values  of  regulation  are  5  to  8  per  cent,  at  100  per  cent, 
power  factor  and  15  to  25  per  cent,  at  80  per  cent,  power  factor. 

With  automatic  voltage  regulators,  close  regulation  is  not 
necessary  and  may  be  a  distinct  disadvantage  since  the  armature 
current  under  conditions  of  short-circuit  is  likely  to  reach  dan- 
gerous dimensions  in  large  low-reactance  alternators. 

296.  Excitation  Regulation.— Excitation  regulation  or  the  per 
cent,  increase  of  field  excitation  to  maintain  constant  voltage 
from  no  load  to  full  load  ranges  from  10  to  15  per  cent,  for  non- 
inductive  load  to  25  to  35  per  cent,  for  80  per  cent,  power-factor 
load. 

297.  Excitation. — Alternators  and  synchronous  motors  are 
excited  by  a  separate  direct-current  shunt  generator  called  an 
exciter,  usually  at  125  or  250  volts. 

The  exciter  should  preferably  be  driven  by  a  separate  prime 
mover  to  reduce  the  variation  of  the  alternator  voltage  with 
speed.  When  the  exciter  is  mounted  on  the  same  shaft  as  the 
alternator  a  1  per  cent,  decrease  in  speed  produces  more  than  1 
per  cent,  decrease  in  the  exciter  voltage  and  more  than  2  per  cent, 
decrease  in  the  alternator  voltage. 

The  rating  of  the  exciter  is  usually  from  1  to  2  per  cent,  of  the 
alternator  rating  unless  it  is  necessary  to  maintain  the  voltage 
to  very  low  power  factors,  when  it  must  be  larger. 


SYNCHRONOUS  MACHINERY  359 

298.  Losses. — ^The  losses  in  alternators  are  similar  to  those  in 
direct-current  generators. 

The  field  copper  loss  is  usually  greater  than  in  direct-current 
machines  since  for  good  regulation  the  field  must  be  stronger. 
This  loss  is  about  1  per  cent,  for  non-inductive  loads  but  will  be 
greater  for  inductive  loads. 

Armature  copper  loss  is  similar  to  that  in  direct-current  ma- 
chines but  for  the  large  outputs  conductors  of  large  section  must 
be  used  and  they  must  be  laminated  to  prevent  large  extra  losses 
due  to  eddy  currents  as  discussed  in  Art.  188.  Eddy-current 
and  hysteresis  losses  in  the  teeth  and  other  metal  parts  near  the 
conductors  which  are  due  to  the  presence  of  the  alternating  cur- 
rent in  the  conductors  add  to  the  copper  loss  and  increase  the 
apparent  or  effective  resistance  of  the  armature.  In  some  cases 
it  may  be  50  per  cent,  greater  than  the  true  ohmic  resistance. 

The  no-load  core  loss  may  be  from  one  and  a  half  to  four  times 
the  full-load  copper  loss  depending  on  the  rated  speed  and  fre- 
quency. With  silicon -steel  this  loss  may  be  reduced  by  30  or  40 
per  cent.  The  increase  of  core  loss  under  load  may  be  as  great 
as  25  or  50  per  cent,  in  some  cases, 

Windage  and  bearing-friction  losses  in  moderate-speed  ma- 
chines range  from  0.5  to  1  per  cent,  but  in  high-speed  turbo-alter- 
nators with  fans  for  cooling  this  loss  may  reach  1.5  per  cent. 

299.  Ventilation. — The  rate  at  which  heat  is  dissipated  from 
a  surface  is  proportional  to  the  difference  in  temperature  between 
the  surface  and  the  cooUng  air.  A  continuous  circulation  of  cool 
air  is  required  to  prevent  dangerous  temperature  increases  in  gen- 
erators and  motors. 

There  is  very  httle  difficulty  experienced  in  cooling  slow-speed 
machines  as  the  losses  per  pound  of  material  are  small  and  the 
radiating  surfaces  are  large.  The  rotor  with  its  salient  poles  acts 
as  a  fan  and  blows  air  over  the  armature  core  and  end  connec- 
tions. If  necessary,  fans  may  be  added  to  direct  the  flow  of  air 
and  increase  the  cooling  effect. 

The  insulation  on  the  coils  is  a  poor  heat  conductor  and  most 
of  the  heat  generated  by  the  copper  losses  passes  along  the  con- 
ductors to  the  end  connections  where  the  insulation  is  thinner 
and  is  there  radiated  to  the  air.  The  end  connections  must  be 
very  weD  ventilated. 

When  the  frame  length  is  small  and  the  diameter  is  large,  the 
end  connections  are  spread  out  and  the  machine  is  easy  to  cool. 
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When  the  frame  length  is  great  and  the  diameter  is  small  there 
is  very  little  space  for  the  end  connections  and  they  are  difficult 
to  cool.  Radial  vent  spaces  are  left  in  the  core  by  placing  special 
vent  plates  between  blocks  of  punchings  at  suitable  intervale. 
The  vent  spaces  must  be  wide  enough  to  allow  the  air  to  pass 
through  them  freely.  The  cooUng  air  carries  off  the  heat  from 
the  iron  due  to  the  core  losses  and  also  part  of  that  due  to  the 
copper  losses.  The  remainder  of  the  heat  due  to  the  core  losses 
is  carried  along  the  laminations  to  the  air  gap  or  to  the  frame. 
This  is  called  radial  ventilation  (Figs.  242  and  336). 

Another  method  of  cooling  makes  use  of  axial  ducts  instead  of 
or  supplementing  the  radial  ducts  (Fig.  243).  The  axial  ducts 
supply  air  which  passes  over  the  edges  of  the  punchings  and  is 
very  effective  as  a  cooling  agent,  since  the  iron  core  conducts  heat 
from  20  to  100  times  better  along  the  laminations  than  across 
them,  depending  on  the  method  of  stacking. 

High-speed,  steam  turbine-driven  alternators  of  large  out- 
put are  very  difficult  to  cool.     To  hmit  the  peripheral  speed 


(a) 

Two  Pole.  Gyllndrleal  kotor 


(6) 

Foar  Pole,  Cylindrical  Rotor 

Fio.  335. 


(«) 

Two  Pole,  Cylladrical  Bolor 


the  diameter  must  be  made  smaU  and  consequently  the  frame 
must  be  long.  Forced  ventilation  is  necessary  and  the  machines 
must  be  completely  enclosed  to  give  control  of  the  cooling  air 
and  to  prevent  objectionable  noise.  Openings  are  provided  for 
the  passage  of  cooling  air.  Fans  are  placed  on  the  rotor  and 
the  air,  after  it  has  been  cleaned  and  cooled,  is  drawn  along  the 
air  gap  and  forced  out  through  the  stator  radial  ducts  into  pas- 
sages which  carry  it  to  the  outlet.  Axial  ducts  may  be  provided 
in  the  core  if  it  is  considered  necessary. 

The  rotor  with  its  small  diameter  and  restricted  space  for  field 
copper  is  difficult  to  cool.     Most  of  the  heat  developed  in  it  is 
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carried  to  the  air  gap  and  dissipated  there.  In  some  cases  axial 
ducts  are  cut  at  the  bottom  of  the  rotor  slots  and  these  are  very 
effective  (Fig.  335). 

About  100  cu.  ft.  of  cooUng  air  per  minute  are  required  per 
kilowatt  lost  to  limit  the  temperature  rise  at  full  load  to  permis- 
sible values. 

For  example,  in  a  25,000-kva.  turbo-alternator  of  97  per 
cent,  efficiency  the  losses  amount  to  750  kw.  and  about  75,000 
cu.  ft.  of  air  per  minute  are  required.     With  a  velocity  of  5,000  ft. 

per  minute  the  section  of  the  air  passages  must  be   ,  ^^^   =  15 

sq.  ft.  Air  may  be  admitted  from  both  ends  but  even  so  the 
gap  must  be  made  very  long  to  give  the  required  area.  The  gap 
length  in  some  cases  must  be  determined  in  this  way. 

In.  the  circumferential  system  of  ventilation  air  is  admitted  at 
one  side  of  the  machine  and  passes  circumferentially  through  the 
stator  ducts  to  the  other  side  where  it  is  discharged.  Air  must 
at  the  same  time  be  forced  along  the  air  gap  to  cool  the  rotor 
(Fig.  336). 


Stator  Ducti 


Fio.  336. — Circumferential  ventilation. 


300.  Cylindrical  Rotors. — The  rotors  of  steam-turbine  alter- 
nators present  new  features  in  design.  To  keep  the  peripheral 
speeds  down  to  safe  values,  that  is,  below  25,000  ft.  per  minute, 
the  diameter  must  be  made  small  and  the  length  great.  The 
field  winding  is  distributed  and  must  be  completely  imbedded  in 
slots.  The  rotor  teeth  must  be  designed  with  sufficient  strength 
to  stand  the  enormous  centrifugal  forces  acting  on  them.  At 
25,000  ft.  per  minute  a  single  pound  of  material  is  acted  upon  by 
a  force  of  over  1  ton.    Fig.  335  shows  three  sections  of  cyKndrical 
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rotors.  The  four-pole  rotor  in  (b)  is  ventilated  by  means  of  axial 
ducts  below  the  slots.  A  section  of  the  winding  in  one  slot  is 
shown.  To  force  the  winding  solidly  into  place  pressure  is  ap- 
plied to  the  bronze  wedge  and  then  the  steel  liners  are  driven  into 
place. 

Since  the  space  for  the  field  winding  is  limited  high  cur- 
rent densities  must  be  used  and  the  rotors  run  hot.  Only  those 
materials  which  can  stand  high  temperatures  must  be  used  for 
insulation. 


CHAPTER  X 


TRANSFORMERS 


301.  The  Constant-potential  Transformer. — The  constant- 
potential  transformer  consists  of  one  magnetic  circuit  interlinked 
with  two  electric  circuits,  the  primary  circuit  which  receives 
energy  and  the  secondary  circuit  which  delivers  energy.  Its  func- 
tion is  to  transform  electric  power  from  low  voltage  and  large 
current  to  high  voltage  and  small  current,  or  the  reverse.  In 
step-up  transformers  the  primary  is  the  low-voltage  (L.V.)  side 
and  the  secondary  is  the  high-vOltage  (H.V.)  side.  In  step- 
down  transformers  the  primary  is  the  high-voltage  side. 

In  the  following  discussion  letters  with  the  subscript  1  will  be 
used  to  represent  primary  quantities  and  with  the  subscript  2  to 
represent  secondary  quantities. 

Ei-E 


Beoondai7 


0^1 ^ 


Fio.  337. — Constant  potential   transformer. 


Eft 

Fig.  338. 


Fig.  337  represents  a  transformer.  The  core  is  made  up  of 
thin  sheets  of  iron  or  steel  of  high  permeability  with  small  hystere- 
sis and  eddy-current  loss. 

The  primary  winding  consists  of  rti  turns  in  series  and  has  a 
resistance  of  ri  ohms,  a  self-inductive  or  leakage  reactance  of  Xi 
ohms  and  thus  an  impedance  of  Zi  =  v^ri^  +  x\^  ohms. 

The  secondary  winding  consists  of  n%  turns  in  series.  Its  re- 
sistance \a  rt  ohms,  it9  reactance  is  x^  ohms  and  its  impedance  is 

Zj  =  Vr2*  +  a^*  ohma 
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When  an  alternating  e.m.f.  Ei  is  impressed  on  the  primary 
winding  with  the  secondary  open,  a  current  h  flows  in  the  pri- 
mary  and  produces  an  alternating  flux  through  the  core  of  maxi- 
mum value  ^.  The  current  h  is  called  the  exciting  current  of 
the  transformer  and  consists  of  two  components  (Fig.  338)  Im 
in  phase  with  the  flux  $,  called  the  magnetizing  current,  and  le 
in  quadrature  ahead  of  the  flux  and  in  phase  with  the  impressed 
e.m.f.,  called  the  core-loss  current.  The  product  of  Ei  and  le 
is  the  power  wasted  in  the  core  loss,  that  is,  in  supplying  the 
hysteresis  and  eddy  current  losses  of  the  transformer.  The  ex- 
citing current,  therefore,  lags  by  an  angle  ^o,  which  is  less  than 
90  degrees,  behind  the  impressed  e.m.f.  Cos  ^o  is  the  no-load 
power  factor  of  the  transformer. 

The  excitng  current  /o  is  from  3  to  10  per  cent,  of  full-load 
current  and  the  no-load  power  factor  is  of  the  order  of  30  per 
cent. 

The  alternating  flux  produced  by  the  magnetising  current 
links  with  the  secondary  winding  and  induces  in  it  an  e.m.f.y 

62  =  ~  ^2  "j7  10*^  volts. 

If  the  frequency  is  /  cycles  per  second  and  the  flux  follows  a 
sine  wave  of  maximum  value  ^,  the  instantaneous  e.m.f.  induced 
in  the  secondary  is 

62  =  —  ^^2  ji  (*  sin  2t/0  10"*  volts 

=  -  2^/712*  COS  27r/aO"»  volts 

=        27r/n2*  sin  (27rft  -  90)  lO"*  (325) 

this  is  a  sine  wave  of  e.m.f.  in  quadrature  behind  the  flux,  of 
maximum  value 

^2max.    =  27r/n2*  lO"* 

and  effective  value 

2 

Ei  =  —T=  ^/^2*  10-»  =  4.44/n2*  lO"*  volts.  (326) 

V2 

The  flux  also  links  with  the  primary  winding  and  induces  in  it 
an  e.m.f.  of  instantaneous  value 

\.=  -n4*10-» 

=  27r/ni*  10-8  sin  (2ir/«  -  90), 

a  sine  wave  of  maximum  value 

Ei^^  =  2T/ni#  10-« 
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and  effective  value 

Eb  =  4.44/ni*  10-»  volts.  (327) 

This  e.m.f.  induced  in  the  primary  is  almost  equal  in  value  and 
opposite  in  phase  to  the  impressed  e.m.f.,  the  vector  sum  of  the 
two  being  the  small  component  of  impressed  e.m.f.  required  to 
drive  the  exciting  current  through  the  impedance  of  the  primary- 
winding.    Thus 

This  component  has  been  neglected  in  Fig.  338.  The  induced 
e.m.fs.  Eb  and  E^  are  directly  in  phase  since  they  are  produced 
by  the  same  flux,  and  their  intensities  are  in  the  ratio  of  the  turns 
on  the  two  windings;  therefore, 

Eb       4.44/ni^  10-«      rii         .-     r.      ^  /ooQ^ 

^r  =  A  AAr    ^i/1  «  =    -  =  ratio  of  turns.  (328) 

£2  4.44/712*10-^  712 

If  the  secondary  is  connected  to  a  receiver  circuit  of  impedance 
^  =  B  +  jX,  a  current  1 2  flows  in  it.  The  primary  current  is  at 
the  same  time  increased  by  a  component  I',  the  primary  load 
current,'^hich  exerts  a  m.m.f.  equal  and  opposite  to  that  of  the 
secondary  current. 
Thus 

Til/'   =  712/2* 

and 

yj  =  -^  =  ratio  of  transformation  (329) 

i        712 

The  resultant  m.m.f.  acting  on  the  magnetic  circuit  of  the  trans- 
former is  still  that  of  the  primary  exciting  current  and  the  flux 
threading  the  two  windings  remains  almost  constant. 

The  primary  current  under  load  is  7i  and  has  two  components 
/o  the  exciting  current,  which  is  proportional  to  the  flux,  and  /' 
the  load  current  which  is  proportional  to  the  secondary  current. 

The  exciting  current  /o  can  be  expressed  as  the  product  of  the 
primary  induced  e.m.f.  Et  and  the  primary  exciting  admittance 
To  =  go  -  jbo'y  thus 

/o  =  ^6  {go  -  jbo)  =  ^'  {go  -  A),  (330) 

where  E'  is  the  component  of  impressed  e.m.f.  required  to  over- 
come the  induced  e.m.f.  Eb. 

The  primary  load  current  is  /'  =  —  1 2,  and  is  opposite  in  phase 

to  li. 
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As  the  load  on  the  transformer  is  increased,  the  primary  in- 
duced e.m.f.  decreases  (except  when  the  power  factor  of  the  load 
is  leading)  because  a  larger  component  of  impressed  e.m.f.  is 
consumed  in  driving  the  current  through  the  primary  impedance, 
thus, 

^'  =  -  ^6  =  ^1  -  h?i^  (331) 

A  smaller  flux,  is,  therefore,  required  and  a  smaller  exciting 
current.  The  decrease  in  flux  from  no-load  to  full-load  non-in- 
ductive is  1  or  2  per  cent,  and  for  an  inductive  load  of  50  per  cent, 
power  factor  is  only  5  or  6  per  cent.  With  anti-inductive  load  the 
flux  increases. 

The  secondary  induced  e.m.f.,  which  is  proportional  to  the 
primary,  decreases  with  it. 

The  secondary  terminal  e.m.f.  E  is  less  than  the  secondary 
induced  e.m.f.  by  the  e.m.f.  consumed  by  the  secondary  imped- 
ance thus 

^  =  ^2  ~  h?2.  (332) 


Fig.  330. — Vector  diagram  of  a  traxisformer  with  inductive  load. 

302.  Vector  Diagrams  for  the  Transfonner. — Fig.  339  is  the 

vector  diagram  of  e.m.fs.  and  currents  in  a  transformer  with  a 

load  impedance  ^  =  R  +  jX  and  a  load  power  factor  cos  $  = 
_  R 

E  =  secondary  terminal  e.m.f. 
/s  =  secondary  current  lagging  behind  E  by  angle  B. 
I^Tt  =  e.m.f.  consumed  by  secondary  resistance,  in  phase  with 

h. 
I2X2  =  e.m.f.  consumed  by  secondary  reactance,  in  quadra- 
ture ahead  of  I2. 
I%Z^  =  e.m.f.  consumed  by  secondary  impedance.  , 
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Et  »  e.m.f .  induced  in  the  secondary  winding  by  the  alter- 
nating flux  $.     jF2  =  jF  +  h(T2  +  JX2). 

Et  =  e.m.f.  induced  in  the  primary  windipg  by  the  alter- 

.    nating  flux  *.    Eb  =  ~^2. 

n% 

^  =  flux  linking  both  primary  and  secondary  windings,  in 

quadrature  ahead  of  Eb  and  E2. 
/o  =  primary  exciting  current  leading  the  flux  $  by  an  angle 

a  =  90  —  ^0,  where  cos  ^0  is  the  primary  power  factor 

at  no  load.  ^ 
/'  =  primary  load  current  in  phase  opposition  to  Jj,  J'  = 

ni 
I\  =  total  primary  current,     /i  .=  fo  +  V^ 


\ 


Fio.  340. — Tranaformer   with   non-  Fio.  341. — Transformer  with   a    load 

inductive  load.  power  factor  of  50  per  cent,  leading. 


E'  = 


/iri  = 

IlXx  = 

^1  = 


^2   = 


component  of  primary  impressed  e.m.f.  required  to 

overcome  the  primary  induced  e.m.f  Eh. 

e.m.f.  consumed  by  primary  resistance,  in  phase  with 

/i. 

e.m.f.  consumed  by  primary  reactance,  in  quadrature 
ahead  of  Ji. 

e.m.f.  consumed  by  primary  impedance, 
primary  impressed  e.m.f.     j^i  =  ^'  +  /i(ri  +  jxi), 
angle  of  lag  of  the  primary  current  behind  the  primary 
impressed  e.m.f. ;  cos  ^i  =  primary  power  factor, 
angle  of  lag  of  the  secondary  current  behind  the  sec- 
ondary induced  e.m.f. 
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Fig.  340  shows  the  vector  diagram  of  the  transformer  with  a 
non-inductive  load  and  Fig.  341  with  a  capacity  load  of  50  per 
cent,  power  factor  leading.  ( 

The  secondary  current  and  secondary  terminal  e.m.f.  are  the 
same  in  the  three  cases  and  it  may  be  seen  that  the  required  pri- 
mary impressed  e.m.f.  is  greatest  in  the  case  of  the  inductive 
load  and  least  in  the  case  of  the  capacity  load. 

303.  Exciting  Current — When  a  sine  wave  of  e.m.f.  is  im- 
pressed on  the  primary  winding  of  a  transformer,  a  sine  wave  of 
flux  must  be  produced  linking  with  the  primary  winding.  The 
exciting  current  which  produces  the  flux  cannot  be  a  sine  wave 
on  account  of  the  lag  of  flux  due  to  hysteresis.  This  is  shown  in 
Fig.  342.    Curve  (1)  abcf  is  a  hysteresis  loop  for  the  transformer 


(S)PlulBOon 


FiQ.  342. — Ezcitixig  current. 

iron,  plotted  with  values  of  flux  as  ordinates  on  a  base  of  exciting 
current.  Curve  (2)  is  the  sine  wave  of  flux  in  the  core  and  curve 
(3)  is  the  wave  of  exciting  current.  The  method  of  obtaining 
curve  (3)  can  be  seen  from  the  figure.  The  maximum  values  of 
flux  and  current  must  occur  together;  when  the  flux  is  zero  the 
current  has  a  value  oa  or  oc  and  when  the  current  is  zero  the 
flux  has  its  residual  value  od  or  og. 

For  purposes  of  analysis  the  current  wave  (3)  is  replaced  by 
the  equivalent  sine  wave  (4).  The  current  wave  (4)  leads  the 
flux  wave  (2)  by  an  angle  a,  which  is  called  the  angle  of  hysteretic 
advance.  If  the  eddy-current  loss  is  small  enough  to  be  neglected, 
a  =  90  —  do,  where  cos  ^o  is  the  no-load  power  factor. 

304.  Leakage  Reactances. — Figs.  343  and  344  {?how  the  leak- 
age paths  around  the  windings  of  a  "shell-type"  and  "core-type" 
transformer.  Since  the  low-voltage  windings  are  plat  'id  next  to 
the  iron,  the  leakage  path  surrounding  the  low-voltage  mnding  is 
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of  slightly  lover  reluctance  than  tbat  surrounding  the  high-vol- 
tage winding  and  the  reactance  is  correspondingly  larger. 

Id  the  shell-type  transformer  the  two  windings  are  divided  into 
a  number  of  sections  and  high-voltage  and  low-voltage  coils 
placed  alternately  to  reduce  the  reactances. 

The  reactance  voltage  of  a  transformer  with  full-load  current 
is  about  10  per  cent,  of  the  total  voltage.    If,  therefore,  full  vol- 


Fia.  346. 

tage  were  impressed  on  a  transformer  primary  with  the  secondary 
short-circuited  about  ten  times  full-load  current  would  flow. 
When,  however,  full  voltage  is  impressed  on  the  primary  with 
the  secondary  open,  the  exciting  current  wliich  is  less  than  10 
per  cent,  of  full-load  current  flows.  Thus  the  open-circuit  react- 
ance of  a  transformer  is  of  the  order  of  one  hundred  times  the 
short-circuit  reactance. 

The  vector  diagram  in  Fig.  345  shows  the  various  fluxes 
present  in  a  transformer. 
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*     =  flux  linking  both  primary  and  secondary  windings. 
^   s  leakage  flux  surrounding  the  secondary  winding;  it  in- 
duces in  the  secondary  an  e.m.f.  causing  the  secondary 

reactance  drop  I^%, 
$•     =  total  flux  linking  the  secondary  winding   ^c  =  ^  +  ^irs; 

it  induces  in  the  secondary  an  e.m.f.  £«  in  quadrature 

behind  *,.     ^,  =  j^  +  Jirt. 
^Lt   ~  leakage  flux  surrounding  the  primary  winding;  it  induces 

in  the  primary  an  e.m.f.  causing  the  primary  reactance 

drop  IiXi. 
*P    =  total  flux  linking  the  primary  winding  ^p  =  $  +  $l,, 

it  induces  in  the  primary  an  e.m.f.  Ep  in  quadrature 

behind  ^p. 
E'p  =  component  of  the  impressed  e.i^.f.  required  to  overcome 

Ep,      ^'p  =    —  ^p  =  ^1  —  JiTi, 

306.  The  Transformer  as  a  Circuit — ^The  circuit  in  Fig.  346 
represents  a  transformer  suppl3dng  a  load  of  resistance  R  and 

reactance  X,  or  of  power  factor  cos  B  —     ,  =• 

The  relations  between  the  various  quantities  may  be  expressed 
by  the  following  equations: 

t!^h(R+jX)  (333) 

^2  =  /2^«  +  ^  =  h(r2  +  JX2)  +  h{R  +  jX)  (334) 

tl2  Til 

/'  =  J-V«  (336) 

h  =  -F'(i7o  -  iM  (337) 

li'h  +  r  (338) 

^i  =  h?i  +  ^'  (339) 

and  these  equations  may  be  combined  as  follows: 

=  (/o  +  /')('-i  +jxi)+  Ji/,  {(r,  +  R)  +  i(x»  +  X)) 
«/o(ri  +  ii,)+/'(ri+jxi) 

+  @V{(r,  +  fi)+i(a;,  +  X)} 

=  /o(r,  +  jx,)  +  /'[(n  +  ©  *(r,  +  i?)  } 

+  i{a;i+Q*(x,  +  X))]-      (340) 
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This  equation  may  be  represented  by  the  circuit  in  Fig.  347; 
secondary  quantities  are  represented  by  equivalent  primary 
quantities: 

til 
E.m.f.  Et  in  the  secondary  is  equivalent  to  e.m.f.  E'  =  — E2 

in  the  primary. 


n  Xi 


r,  X 


a)n(^)ar. 


(B« 


(^)"x 


FiQ.  346. — Circuit  diagram  of  a  trans-    Fio.  347. — £!quivalent  oircuit  diagram 

former.  of  a  transformer. 

E.m.f.  E  in  the  secondary  is  equivalent  to  e.m.f.  —  E  in  the 

primary. 

Current  1%  in  the  secondary  is  equivalent  to  current  /'  =  — 1 2 

in  the  primary. 

Resistance  rs  in  the  secondary  is  equivalent  to  resistance 

f — j  fi  in  the  primary. 

Reactance  X2  in  the  secondary  is  equivalent  to  reactance 

l-^j  X2  in  the  primary. 

¥iQ,  348. — Simplified  oirouit  diagram  of  a  transformer. 

If  the  exciting  current  is  neglected,  equation  340  becomes 
^i  =  /'[(ri  +  (^5V.  +  ft))+i(a:i  +  (^)*(x,  +  X))]     (341) 

and  the  simplified  circuit  diagram  in  Fig.  348  may  be  used.    The 
resulting  error  is  very  small. 

806.  Bzamples.  1.  A  stepdown  transformer  with  a  ratio  ol  turns  of 
10  : 1  deUvers  100  kw.  at  2,000  volts  to  a  receiver  of  power  factor  80  per 
cent.  lagging.  Determine  the  primary  impressed  voltagei  the  current  and 
the  power  factor. 
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The  primary  impedance  is 

^1  =  ri  +  jaji  =  50  -h  SOj  ohms. 
The  secondary  impedance  is 

^1  =  rs  -h  jxt  =  0.6  +  0.8;  ohms. 
The  primary  exciting  admittance  is 

To  «  {^0  -  jho  =  (2  -  6j)  10-«. 

r^  J  *.,..*■       100,000 

The  current  output  or  secondary  current  of  the  transformer  is oann^  ngn 

«  62.5  and  taking  this  as  axis  the  various  quantities  may  be  expressed  in 
rectangular  coordinates  as  follows: 

Secondary  current 

/,  =  62.5  -h  Oj 
Secondary  terminal  e.m.f. 

^  =  2,000  (cos  e  -\-j  sin  $)  =  1,600  +  1,200  j\  where  cos  ^  -  0.8 
is  the  load  power  factor. 
Secondary  impedance  e.m.f. 

/j^,  =  62.5  (0.6  +  0.8i)  =  37.5  +  5Q;. 
Secondary  induced  e.m.f. 

^«  =  ^  -h  /2^.  »  1,637.5  +  l,250j. 
Primary  induced  e.m.f. 

^t  =  ^'  =  5i  jP,  =  lOf:,  =  16,375  +  12,500;. 

Primary  exciting  current 

/o  =  FKo  =  (16,375  +  12,500;)  (2  -  Oj)  lO"'  =  0.11  -  0.07j. 
Primary  load  current 

r  -  ~  h  -  iV«  =  *-2s  +  *• 

Total  primary  current 

/i  =  r  -h/ 0=6.36  -0.07j. 
Primary  impedance  e.m.f. 

li?i  =  (6.36  -  0.07i)  (50  +  SQ;)  =  324  +  505;. 
Primary  impressed  e.m.f. 

^1  =  ^'  -h  li?i  =  16,699  +  13,005;. 
Taking  absolute  values, 
primary  impressed  e.m.f. 

El  =  V(16,699«-|-(13,005)«  =  21,160  volts, 
primary  current 

/i  =  V(^^^+~(6^07)*  =  6.36  amp., 
exciting  current 

/o  =  V(0.11)«-|-~(0707)»  =  0.13  amp., 
primary  induced  e.m.f. 

E'  =  VTl6,375)M-  (12,500)*  =  20,6Qp  volts. 
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The  primary  impressed  e.m.f.  is  inclined  to  the  axis  of  codrdinates  at 
an  angle  0\  where 

tan  e'  =  ^^55  =*  0-7785  and  therefore  B'  =  37^60'. 

The  primary  current  is  inclined  to  the  axis  at  an  angle  ^",  where 

tan   ^"  =  -  ?^  =  -  0.011  and  therefore  0"  =  -  0*^  40'. 
o.oo 

The  angle  of  phase  difference  between  the  primary  current  and  the 
primary  impressed  e.m.f.  is  0i  —  6*  —  0"  —  38®  30',  and  the  primary  power 
factor  is  cos  ^i  ==  cos  38**  30'  =  0.782,  or  78.2  per  cent. 

The  regulation  of  the  transformer  under  these  conditions  of  loading  is 

2,116-2,000  ^  ,^  *        K  Q  * 
2000 X  100  per  cent.  =  6.8  per  cent. 

Primary  copper  loss  is 

/iVi  =  (6.36;*  X  60  =  2,020  watts. 

Secondary  copper  loss  is 

I%^2  =  (62.6)«  X  0.6  =  2,340  watts. 
Iron  loss  is 

^'«(7o  =  (20,600)*  X  2  X  lO"'  =  860  watts. 

The  efficiency  is  therefore 

output  ^^  . 

^  —  — .        .'-    100  per  cent. 

output  4"  losses 
100  000 

'  i66,ood%  5;2io  ^  ^^  p*'  '*"*•  "  ®*  p*'  •*"*• 

2.  If  the  transformer  in  example  1,  with  2,000  volts  impressed,  is  used 
as  a  step>up  transformer  to  charge  a  cable  system  of  negligible  resistance 
and  supplies  6  amp.,  determine  the  secondary  terminal  e.m.f. 

Primary  impedance  is  now  ^i  =  0.6  +  0.8j. 

Secondary  impedance  is  ^t  =  60  -f  8Q/. 

Primary  exciting  admittance  is  y©'  =  10*^0  =  (2  —  6j)10~*. 

Let  the  secondary  terminal  e.m.f.  be  E  and  take  it  as  the  real  axis,  the 
other  e.m.fs.  and  currents  may  then  be  expressed  in  rectangular  coordinates. 
Secondary  terminal  e.m.f. 

^  -  E  -h  Oj. 
Secondary  current 

/.  =  O  -h  6i. 
Secondary  impedance  e.m.f. 

Jt^i  =  6j  (60  4-  80i)  =  -  400  -I-  260;. 
Secondary  induced  e.m.f. 

^»  =  ^  +  /*?»  =  -E  -  400  -f  250i. 
Primary  induced  e.m.f. 

^'  =  1/10  ^,  «  0.1J&  -  40  +  26j. 
Primary  load  current 

/'  =  10  /,  =  0  +  6Q;. 
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Primary  exciting  current 

W  «  WYo   =  (O.IJ^  ~  40  +  2Q/)  (2-07")  10-* 

=  { (0.2  J?  +  70)  -  (0.6^  -  290)  i}  10"* 

Total  primary  current 

/i  =  /'  +  /o  =  [{ (0.2E  +  70)  -  (0.6J&  -  290)i}  10"*  +  5Q;]. 

Primary  impedance  e.m.f. 

/i^i  =  [{ (0.2E  +  70)  -  (0.6^  -  290)i}  10"*  +5Q7](0.6  +  0.%*) 

=  [{ (0.6E  -  190)  10^«  -  40}  +  { (  -  0.2^  +  230)  10"*  +  30} ]• 

Primary  impressed  e.m.f. 

^i  -  r  +  li?i  -  (0.1J?  -  80)  -  5Sj. 
The  absolute  value  of  primary  impressed  ejni.  is 

El  =  V(0.1E-80)«  +  (66)*=  2,000 
and  solving  this  gives  the  secondary  terminal  e.m.f . 

B  =  20,800. 

307.  Measurement  of  the  Constants  of  a  Transformer. — ^Tbe 

constants  are:  (1)  the  ratio  of  turns  —,  (2)  the  primary  exciting 

admittance  Yq  =  Vfl'o*  +  bo\  (3)  the  primary  impedance  Zj  = 
y/ri*  +  Xi*  and  (4)  the  secondary  impedance  Z%  =  Vri*  +  xt\ 
The  first  two  can  be  obtained  from  an  open-circuit  test  and  the 
last  two^rom  a  short-circuit  test. 


E.-E- 


lgeV& 
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Pio.  349. — Open-cirouit  teet. 


Fio.  360. — Short-oirouit  test. 


For  the  open-circuit  test,  Fig.  349,  impress  full  voltage  Ei  on 
the  primary,  at  rated  frequency,  and  read  primary  impressed 
voltage  El,  secondary  terminal  voltage  E  =  Et,  primary  exciting 
current  /o  and  the  power  input  Wo  which  gives  the  core  loss  plus 
a  very  small  copper  loss  /oVi  which  may  be  neglected. 

The  ratio  of  turns  is  found  very  approximately  as  —  «=  ^r  = 

fit  I  y  ^  A 

p-;  the  primary  exciting  admittance  is  F*  =  v  fl'o*  +  &o*  =  g*  J 
the  core-loss  current  is  Jc  =   ^  =  Eigo,  and  thus,  go  «    ^; 
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the  magnetizing  current  is  Im  =  V^o*  —  Ic*  =  Eibo,  or  be  may  be 
found  as  60  "=  -y/Fo*  —  go^]  the  no  load  power  factor  is  cos  ^0  = 

■^TT'  *^d  the  angle  of  hysteretic  advance  is  a  =  90  —  ^0,  if  the 

iSriio 

eddy-current  loss  is  neglected. 

In  the  short-circuit  test,  Fig.  350,  the  secondary  is  short- 
circuited  and  a  voltage  E^c  is  impressed  on  the  primary  of  such  a 
value  that  full-load  current  I\  flows;  the  secondary  will  then  carry 
full-load  current  I%]  readings  are  taken  of  £«ci  Ii  and  the  power 

W 
input  Wtc)  the  power  factor  is  found  as  cos  B^c  =  rrr*   Theex- 

citing  current  is  so  small  that  it  may  be  neglected. 

Since  the  terminal  voltage  is  zero,  the  impressed  voltage  E^c 
is  conmimed  by  the  impedance  of  the  transformer  and  is  the  full- 
load  impedance  drop.  When  expressed  as  a  per  cent,  of  the 
rated  primary  voltage,  it  is  the  per  cent,  impedance  drop.  The 
per  cent,  resistance  drop  can  be  found  by  multiplying  by  cos  B^ 
and  the  per  cent,  reactance  drop  by  multiplying  by  sin  0m- 

E^  =  I\Zi  H —  liZt 

where  r,  x  and  Z  are  the  equivalent  resistance,  reactance  and  im- 
pedance of  the  transformer  as  primary  quantities. 

The  power  input  W»e  =  primary  and  secondary  copper  losses 
plus  a  very  small  core  loss,  which  may  be  neglected. 

W^  =  JiVi  -h  /2V2  =  h^  [  n  +  (^)  \  )  =  /iV 
and  thus 

to  determine  the  values  of  Vi  and  r^j  it  may  be  assiuned  that  the 
two  windings  have  been  designed  for  the  same  current  density 
and  that  therefore  the  two  copper  losses  are  approximately  the 
same  and 


r  ^^•c  _r  _  (my 
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In  a  aimilar  way  z  =  zi  -|-  ( — )  Xt  may  be  separated  into  its 
two  components  xi  =  ( — 1    xt  =  ^  ■    This  is  correct  if  the  leakage 

Suxes  about  the  two  windings  are  equal,  which  may  be  assumed 
to  be  the  case,  since  the  m.m.fs.  are  equal  and  the  leakage  paths 
are  very  similar. 

308.  Regulation. — ^The  regulation  of  a  transformer  is  the  rise 
in  secondary  terminal  voltage,  when  full  load  is  thrown  off,  ex- 
pressed as  a  per  cent,  of  full-load  voltage.  The  regulation  of  a 
transformer  is  very  much  better  than  that  of  an  alternator  be- 
cause the  resistance  and  reactance  drops  are  very  much  smaller. 

The  regulation  at  100  per  ceot.  power  factor  ranges  from  1.2 
to  2  per  cent,  for  large  25-cycle  transformers  and  from  0.75  to  1,6 
per  cent,  for  large  60-cycle  power  tranaformets.  Larger  values 
are  found  in  some  small  transformers.  The  regulation  of  large 
power  transformers  may  be  as  high  as  6  or  7  per  cent,  at  80  per 
cent:  power  factor. 

If  the  terminal  voltage  at  full  load  is  B  -  100  per  cent,  and  the 
impedance  drop  is  expressed  in  per  cent.,  the  vector  sum  of  the 
two  will  give  the  terminal  voltage  at  no  load  in  per  cent.    Taking 


/ 


1  transformer. 


c/ 


-^i 


the  current  as  axis  and  a  load  power  factor  cos  9,  the  secondary 
terminal  voltage  is  ^  =  lOOcos  tf -|- jlOOsin  fl;  the  impedance 
drop  is  f?  =  Ir  +  jlx,  all  in  per  cent.,  and  the  terminal  voltage 
at  no  load  a  E»  =  ^  +  I?  =  (100  cos  9  +  It)  +  i{100  sin  fl  + 
Ix);  its  absolute  value  is 


Eo  =  V(100  cos  9  -I-  ItY  -I-  (100  sin  e  -I-  Ix)*       (342) 

and  the  per  cent,  regulation  is  ^b  —  100. 

A  formula  giving  the  regulation  directly  may  be  found  by  re- 
ferring to  the  vector  diagram  in  Fig.  351  (o).    The  per  cent. 
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regtdation  for  a  load  power  factor  cos  0  is  represented  by  the 
length  ad  = 

D  ='  ab  +  be  +  cd  —  Ir  cos  B  +  Ix  sin  d  +  cd. 

FromFig.351  (&),cd  X  ck  =  ^'andcd  =  ^  =  200^+'^'^'^  = 
{Ix  cos  d  —  Ir  sin  ^)^ 


200  + 


and  the  per  cent,  regulation  is 


r^       T         /.  .    T     •    /»   .   (Ix  008  0  —  Ir  sin  0)*      ,^-«. 
D  =  Ir  cos  6  +  Ix  sin  6  +  ^^ ^oo ^^^^ 

where  /r  is  the  per  cent,  resistance  drop  and  Ix  the  per  cent,  re- 
actance drop  in  the  transformer. 

The  last  term  is  negligible  except  near  unity  power  factor 
and  if  it  is  neglected,  the  per  cent,  regulation  is 

(It  Ix         \  i 

y^  cos  ^  +  ^  sin  ^  j  L 

=  IZ  (sin  0  cos  ^  +  cos  0  sin  ff)  =  IZ  sin  (^  +  0) ;  (344) 

\  r 

the  angle  0  =  tan~^  -  is  shown  in  Fig.  351. 

X 

The  regulation  is  maximum  when  sin  (6+  0)  =  1,  or  ^  =  90  — 
0,  that  is,  at  a  load  power  factor  cos  B  =  cos  (90  —  0)  =  sin  0  = 

-J  and  is  equal  to  the  per  cent,  impedance  drop  IZ. 

Take. for  example  a  single-phase,  60-cycle,  33,000-volt  trans- 
former of  100  kva.  output  with  a  resistance  drop  of  1.5  per  cent, 
and  a  reactance  drop  of  4  per  cent.,  and  calculate  the  regulation 
at  100  per  cent,  power  factor  and  80  per  cent,  power  factor  lag 
and  lead,  using  equation  (343) : 

At  100  per  cent,  power  factor,  the  regulation 

42 
=  1.5  +  2QQ  =  1.5  +  0.08  =  1.58  per  cent. 

At  80  per  cent,  power  factor  lag  the  regulation 

=  1.6  X  0.8  +  4  X  0.6  +  (i><^^^-^<^ 

=  1.2  +  2.4  +  0.026  =  3.626  per  cent. 
At  80  per  cent,  power  factor  lead,  the  regulation 

=  1.5  X  0.8  -  4  X  0.6  +  (ixM+^5_2<M.' 

=  1.2  -  2.4  +  0.08  =  -  1.12  per  cent. 
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■  The 
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maximum   regulation  is  Dm*,.  =  /-Z  «=  V /r*  +  Jx*  = 

■\-l?  —  4.27  per  cent,  and  corresponds  to  a  load  power- 

1.6 


kJ 


o 

a 
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50  Ferceal  Power  Fictor  Leadi  ig 


7 


60  Percent  Pow 


80  PercQBt  Power  Factor  Lagging 


>r  Factor  Legging 


Amperea  Load  Giirramt  I 

Fia.  352. — ^Voltage  cbaracteristios  of  a 
transformer. 


factor,  COS  ^  =  -^  =  j^^  =  0.36  =  35  per  cent. 

The  complete  regulation  curve  for  this  transformer  is  shown 
in  Fig.  351  (c).    For  leading  power  factors  the  regulation  becomes 

negative,  that  is,  the  voltage 
rises  with  load. 

309.  Voltage  Characteris- 
tics.— The  voltage  character- 
istics of  a  transformer  show 
the  relation  between  the 
secondary  terminal  voltage 
and  the  secondary  load  cur- 
rent for  given  values  of  power 
factor,  with  a  constant  im- 
pressed voltage  E\.  Typical 
voltage  characteristics  are 
shown  in  Fig.  352  plotted  in 
per  cent.     Since  the  no-load 

Tit 

secondary  voltage  is  constant  »  £o  —  — E\.  it  has  been  taken  as 
100  per  cent,  and  the  values  of  E  calculated  from  the  equation, 

^0  =  100  =  V(£  cos  ^  -h  ItY  4-  (£  sin  ^  +  Ix)^. 

310*  Losses  in  Transfonners. — The  losses  in  a  transformer 
are  the  copper  losses  and  the  iron  losses. 
The  total  copper  loss  is 

TTc  =  /iVi  +  U^^  (345) 

and  is  almost  evenly  divided  between  the  primary  and  the  second- 
ary since  the  two  windings  are  designed  for  approximately  the 
same  current  density. 

The  iron  loss  consists  of  the  hysteresis  and  eddy-current  losses 
and  does  not  vary  with  load.  It  can  be  measured  by  applying 
full  voltage  to  the  primary  with  the  secondary  open  an*d  reading 
the  watts  input,  c  ^1^ 

TFo  =  -Bi/o  cos  ^0  =  Exic  =  JEi^go.  M346) 

TTo  includes  a  small  copper  loss  /oVi  which  may  be  neglected. 

311.  Hysteresis  Loss. — The  hysteresis  loss  is  the  energy  con- 
sumed in  magnetizing  and  demagnetizing  the  iron.    It  is  directly 


i' 


< 
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proportional  to  the  frequency  /,  varies  as  the  1.6th  power  of  the 
maximum  induction  density  (Bm,  and  also  depends  on  the  quality 
of  the  iron. 
The  hysteresis  loss  per  cycle  per  cubic  centimeter  of  iron  is 


Wk  =  ffi^m^'^  ergs, 


(347) 


dm 


where  17  is  the  hysteresis  constant  for  the  iron  and  has  a  value  of 
about  0.003  for  good  transformer  punchings.  In  siliconnsteel 
plates  iy  may  be  as  low  as  0.001. 

The  hysteresis  loss  per  second  in  a  volmne  of  V  c.c«  at  a  fre- 
quency/is 

Wk  =  ijfV(Rm^'^  ergs  per  second  (348) 

=  vfV(Rn.^'^  10-^  watts. 

At  constant  frequency  the  hyBteresis  loss  varies  approximately 
as  the  1.6th  power  of  the  impressed  voltage. 

312.  Eddy-current  Loss  in  Transformer  Iron. — ^The  eddy- 
current  loss  is  the  energy  consumed  by  the  currents  induced  in 
the  iron  of  the  transformer  by  the  alternating  flux  cutting  it. 

In  Rg.  353 

t  »  thickness  of  sheets  in  centimeters, 
(B19  »  maximum  induction  density, 
/  =  frequency, 
y  =  electric  conductivity  of  iron. 

AB  is  a  section  of  length  1  cm.,  depth  1  - 

cm.  and  width  dx  cm.,  parallel  to  the  edge 

of  the  plate  and  distant  x  cm.  from  the 

center.     DC  is  a  simUar  section  on  the    ^"i^r^^i^r"' 
•    other  side. 
^   ^     TheAj&aximuai>Aiix  inclosed  h|r  siB0£Lif^2(Bm^  lines.    Of  this 
t   «  (RmP^  lines  cut  across  the  section  AB  and  generate  in  it  an  e.m.f.  of 

effective  value, 

dE  =  \/2ir/(B,„x  c.g.s.  units. 

The  conductance  of  the  section  AB  is  y  dx^  and  thus  the  current 
induced  in  it  is 

dl  =  dEy  dx  =  y/2frf<5^myx  dx  c.g.s.  units. 

The  power  consumed  by  the  induced  current  in  section  is 

dw4  ^  dEdl  ^  2ir'/*(Bm*7X*  dx  ergs  per  second 


B 


T 

« 
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and  thus  the  power  consumed  per  square  centimeter  of  the  plate 
is 


«e  =2ir2/2(B 


=  27r«/2(B«,*7 


=  IT V^(B«* 7  jr- ergs  per  second.  (349) 

The  power  consumed  per  cubic  centimeter  of  iron  is 

wi  =  —  =  -^ — ergs  per  second.  (350) 

Thus  the  eddy-current  loss  for  a  volume  of  V  c.c.  is 

W^  =  —^ — ^ ergs  per  second 

o 

U 

The  eddy-current  loss,  therefore,  varies  as  the  square  of  the 
frequency,  the  square  of  the  maximum  induction  density  and  the 
square  of  the  thickness  of  the  plates.  It  also  varies  directly  with 
the  electric  conductivity  of  the  iron. 

To  reduce  the  eddy-current  loss  the  core  is  usually  built  up  of 
sheets  of  about  0.014  in.  thick  insulated  with  varnish.  The 
electric  conductivity  of  ordinary  sheet  iron  is  about  10*.  Silicon 
steel  has  a  conductivity  in  some  cases  as  low  as  2  X  10^  and  it 
may  be  used  in  sheets  0.020  in.  thick. 

With  a  sine  wave  of  impressed  voltage  the  eddy-current  loss 
varies  as  the  square  of  the  voltage,  but  if  the  wave  is  peaked  the  ^  • 
loss  may  be  greater,  f  ^%^^  wL  viJCUM0  %#4kHr  if  d^A  A^k>M*%*  W 

Since  iron  has  a  positive  temperature  coefficient  fen*  resistaiice  ^L^^fH 
the  eddy-current  loss  will  decrease  slightly  as  the  transformer  ' 

heats  up. 

313.  Extra  Losses. — When  the  windings  of  a  transformer  are 
made  up  of  a  number  of  sections  connected  in  multiple,  if  the 
impedances  of  the  sections  are  not  the  same,  circulating  currents 
will  flow  and  increase  the  copper  losses.  They  will  exist  at  no 
load  as  well  as  under  load. 

If  wide  copper  strip  is  used  for  the  winding,  eddy  currents  may 
flow  in  the  copper  due  to  the  fact  that  one  side  is  in  a  stronger 
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field  than  the  other.    This  may  increase  the  copper  loss  as  much 
as  20  per  cent,  in  extreme  cases.    It  is  not  advisable  to  use  strip 
of  width  greater  than  0.50  in.  in  60-cycle  transformers  or  greater 
than  0.75  in.  in  25-cycle  transformers. 
314.  Efficiency. — The  efficiency  of  a  transformer  is 

n  =  — 7 — 7 — i ^i i — : i —  100  per  cent. 

output  +  copper  loss  +  iron  loss 

=  — ^^ ^ 7  100  per  cent. 

EI2  cos  d  +  I\ri  +  /?r,  +  fc         ^ 

Eh  cos  e  j^Q  p^^  ^^^^^  ^3^2) 


EI2C0&  e  +  I\r  +  k 

where  r  =  (^)  \,  +  t,  is  the  equivalent  secondary  resistance 

and  k  =  constant  iron  loss. 

The  efficiency  is  very  high  and  remains  high  over  a  wide  range 
of  load;  it  reaches  its  maximum  value,  for  a  given  load  power 
factor,  when  the  variable  copper  loss  =  the  constant  iron  loss. 
This  may  be  shown  by  differentiating  11  with  respect  to  1%  and 
equating  the  result  to  zero. 
dti    __ 
d/j  - 
{ {EU  cos  e+l2h'+k)E  cos  B-EU  cos  ^  (g cos  ^  +  2J2r) }         ^ 

(£/2COS^  +  /2V  +  fc)2  ^"" 

for  maximum  efficiency. 

Therefore,  £  cos  ^  (Eh  cos  0  +  /jV  +  fc  -  Elt  cos  ^  -  2/2V) 
=  0  and  I2V  =  fc,  that  is,  the  copper  loss  =  the  iron  loss.  Below 
one-fourth  load  the  efficiency  falls  oflF  rapidly  due  to  the  constant 
iron  losses  and  above  full  load  it  falls  due  to  the  large  copper 
losses. 

The  efficiency  also  depends  on  the  power  factor  of  the  load, 
decreasing  with  it  but  not  in  direct  proportion. 

In  the  smaller  sizes  the  efficiency  at  unity  power  factor  varies 
from  93  per  cent,  at  one-fourth  load  to  97  per  cent,  at  full  load 
and  in  the  larger  sizes  from  97  per  cent,  at  one-fourth  load  to 
99  per  cent,  at  full  load. 

Take  for  example  a  transformer  rated  at  100  kva.  with  a  full- 
load  copper  loss  of  2,000  watts  and  an  iron  loss  of  1,600  watts. 

The  efficiency  at  full-load  unity  power  factor  is 

100,000  ,^  *  HAK  4. 

^=  100,000  + 2,000 -H,600  ^^^^'^^^^'  =  96.5  per  cent.; 
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the  efficiency  at  full-load  80  per  cent,  power  factor  is 

100,000X0.80  ,„  *      nc, 

'  =  100,000  X 0.80  +  2,000  + 1,600  100P«"«°*-  =  95.7percent. 

the  efficiency  at  one-fourth  load  unity  power  factor  is 

100,000 

4 

100  per  cent.  =  93.6  per  cent. 


1?  = 


100,000      2,000   ,    .  _^ 
"~4 —  "^  "16"  ^  ^'^^ 


In  the  case  of  distributing  transformers  which  are  connected 
to  the  supply  lines  at  all  times  but  are  delivering  power  for  only  a 
few  hours  during  the  day,  the  all-day  efficiency  is  of  more  impor- 
tance than  the  actual  efficiency.  It  is  the  ratio  of  the  energy  out- 
put during  the  day  to  the  energy  input. 
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-Efficiency  aiid  loea  curves  of  a  550-kw.,  10,500-volt,  6C-oycle,  au^ 

blast  transformer. 


If  the  transformer  mentioned  above  is  operated  at  full-load 
imity  power  factor  for  6  hr.  during  the  day  and  is  unloaded  the 
remainder  of  the  time,  the  aU-day  efficiency  is 

,  all-day  =  ^""""^  *!"*P"^  100  per  cent. 

energy  input 

100,000X6  ^-^^  .       ^  . 

=  100,000X6+2,000X6+1,600X24  ^QQ  P^  ^^''  '  92 per  cent. 

When  a  good  all-day  efficiency  is  required,  the  iron  losses  should 
be  kept  smaU  by  using  the  be^t  grades  of  iron  or  by  reducing  the 
flux  density. 
Fig.  354  shows  efficiency  and  loss  curves  for  a  large  transformer. 
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316.  Types  of  Transfonners. — Transformers  may  be  divided 
into  two  general  t3rpes  depending  on  the  arrangement  of  the  core 
and  the  windings:  the  core  t3rpe,  (Fig.  355);  and  the  shell  type 
(Fig.  356). 

In  the  core  type  a  single  ring  of  iron  is  surrounded  by  two 
groups  of  windings,  while  in  the  shell  type  a  single  ring  of  copper 
formed  of  the  two  windings  is  surrounded  by  two  or  more  rings 
of  iron.    The  core  type  has  a  long  magnetic  path  and  a  short 
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Fig.  356. — Shell-type  transformer.      Fio.  358. — Three-phase    shell-type    trans- 
former. 

mean  turn  of  winding  and  the  shell  type  has  a  short  magnetic 
circuit  and  a  long  electric  circuit.  The  core  type  is  more  suitable 
for  small  high-voltage  transformers  as  it  is  very  easy  to  insulate 
the  high-voltage  from  the  low-voltage  coils  by  placing  a  cylinder 
of  insulating  material  between  them.  Large  power  transformers 
are  usually  made  of  the  shell  type  but  core-type  transformers  can 
be  designed  with  equally  good  characteristics. 

Three-phase  transformers  are  built  of  both  the  core  and  the 
shell  types  (Figs.  357  and  358) .    In  Fig.  358  a  three-phase  trans- 
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former  is  compared  with  one  of  the  equivalent  group  of  single- 
phase  transformers.  Since  the  fluxes  in  the  three  phases  are 
combined  at  120  degrees  in  the  common  paths  a  considerable 
saving  in  core  material  is  possible. 

In  the  majority  of  polyphase  systems  groups  of  single-phase 
transformers  are  used  instead  of  three-phase  units  but  the  three- 
phase  units  have  some  advantages  which  tend  to  increase  their 
application. 

A  three-phase  transformer  is  less  expensive  than  the  equivalent 
single-phase  group  requiring  a  smaller  weight  of  iron,  a  single 
tank,  and  fewer  high-voltage  brushings,  since  the  connections 
between  phases  are  made  inside  the  tank.  The  floor  space  re- 
quired is  very  much  less  and  the  bus-bar  and  switching  layouts 
are  simplified,  as  is  also  the  cooling  water  system.  A  spare  three- 
phase  unit  must  be  installed  instead  of  a  spare  single-phase  unit 
but  the  e^tra  capacity  may  be  very  valuable  at  times  of  overload. 
For  very  large  outputs  three-phase  units  may  be  too  heavy  to 
handle  easily  in  case  repairs  are  necessary  and  single-phase  units 
may  be  more  satisfactory. 

If  one  phase  of  a  three-phase  delta-connected  transformer  is 
damaged,  operation  may  be  carried  on  with  reduced  output 
using  the  other  two  windings  in  open-delta  but  both  the  primary 
and  secondary  windings  of  the  damaged  phase  must  be  discon- 
nected and  short-circuited. 

316.  Methods  of  Cooling. — Very  small  transformers  do  not 
require  any  special  method  of  cooling  but  are  so  designed  that  the 
exposed  surface  is  large  enough  to  radiate  the  heat  generated  by 
the  power  losses  in  the  windings  and  core  without  a  temperature 
rise  exceeding  the  limits  consistent  with  the  life  of  the  insula- 
tion. Transformers  must  be  designed  to  operate  for  24  hr.  at 
full  load  with  a  temperature  rise  not  exceeding  55°C.  above  the 
ambient  temperature  of  40°C. 

Since  the  output  and  losses  in  a  transformer  increase  in  pro- 
portion to  its  volume  or  as  the  cube  of  its  linear  dimensions 
while  the  radiating  surface  increases  only  as  the  square  of  the 
linear  dimensions,  as  the  output  is  increased  special  methods  of 
cooling  must  be  adopted. 

Transformers  up  to  500  kw.  are  usually  immersed  in  tanks 
containing  oil  of  good,  insulating  qualities.  This  oil  serves  the 
double  purpose  of  increasing  the  insulation  of  the  transformer  and 
conducting  away  the  heat  developed  by  the  losses.    Such  trans- 
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formers  are  called  oil-inaulated  self-cooled  transformers.  The 
cases  are  made  with  deep  corrugations  to  give  a  larger  radiating 
surface  exposed  to  the  air.  

The  oil,   as  it  comes  into  contact  /'^  ^, 

with  the  coils  and  core,  becomes  ^ 
heated,  rbes  to  the  top  of  the  tank 
and  flows  outward  to  the  sides  where 
it  gives  up  its  heat  to  the  air  and  falls 
again  to  the  bottom  of  the  tank.  A 
continuous  circulation  of  oil  is  thus 
maintained  and  care  must  be  taken 
that  paths  of  ample  section  are  left 
for  the  passage  of  the  oil  through  the 
transformer  (Fig.  359). 

Where  larger  self-cooled  units  are 
required,  as  in  the  case  of  large  out- 
door substances,  special  methods  of 
design  are  necessary  to  provide  sufficient  radiating  surface.  Two 
successful  types  are  shown  in  Fig.  360,  the  tubular  tank  and 
the  external  radiator  tank. 

The  tubular  tank  has  a  large  number  of  tubes  welded  to  it, 
which  draw  the  hot  oil  from  the  top  of  the  tank  and  feed  it  back 
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near  the  bottom  after  its  temperature  has  been  reduced.  The 
tubes  are  very  efficient  radiators  and  the  effective  surface  of  the 
tank  may  be  increased  many  times  by  their  use.  Self-cooled 
units  up  to  2,000  kva.  may  be  built  in  this  way. 
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A  second  method  of  increasing  the  radiating  surface  of  the 
tank  is  shown  in  Fig.  360.  Radiators  made  of  corrugated  iron 
with  very  large  surfaces  are  used  to  replace  the  tubes  in  the  last 
design.  They  are  made  so  that  they  can  be  easily  detached 
when  the  transformer  is  to  be  shipped.  Units  of  this  type  with 
an  output  of  5^000  kva.  are  in  successful  operation. 

These  special  tanks  are  very  bulky  and  are  not  suitable  for 
installation  where  space  is  limited. 

In  the  case  of  large  banks  of  transformers  it  may  be  econom- 
ical to  provide  a  forced  oil  circulation.  The  hot  oil  is  pumped 
from  the  transformers  to  a  chamber  where  it  is  cooled  by  an  air 
blast  or  in  some  other  way. 

A  second  method  of  getting  rid  of  the  heat  developed  by  the 
losses  is  to  blow  air  through  the  transformers  to  cool  them. 
Transformers  cooled  in  this  way  are  termed  "air-blast"  and  are 
used  on  electric  locomotives  where  their  light  weight  is  an  advan- 
tage and  in  places  where  oil  cannot  be  used  on  account  of  the  dan- 
ger of  fire.  They  cannot  be  operated  safely  above  about  30,000 
volts  as  the  insulation  rapidly  deteriorates  due  to  ozone  set  free 
in  the  air  at  high  voltages.     Oil  is  then  a  necessary  protection. 

For  air-blast  transformers  about  150  cu.  ft.  of  air  are  required 
per  minute  per  kilowatt  lost  to  keep  the  temperature  within  the 
permissible  limits. 

The  majority  of  large  transformers  are  cooled  by  placing  in 
the  upper  part  of  the  tank  cooling  coils  which  carry  a  continuous 
flow  of  cold  water,  which  conveys  the  heat  away  from  the  oil. 
With  the  incoming  water  at  25°C.,  about  K  gal-  per  minute  pe- 
kilowatt  lost  is  required.  If  too  much  water  is  supplied  the  trans- 
former may  be  cooled  below  the  temperature  of  the  air  and  mois- 
ture may  collect  on  it  and  cause  a  breakdown  of  the  insulation. 
The  cooling  coils  should  have  a  surface  in  contact  with  the  oil  of 
about  1.0  sq.  in.  per  watt  lost. 

Impurities  in  the  water  are  liable  to  collect  in  the  pipes  and 
interfere  with  the  flow. 

Combined  self-cooling  and  water-cooled  transformers  are 
sometimes  built.  The  radiating  surface  of  the  tank  is  large 
enough  to  take  care  of  the  losses  up  to  half  load  but  above  this 
point  water  must  be  circulated  through  the  coils  to  keep  down  the 
temperature. 

317.  Transformer  Connections. — If  the  primary  and  sec- 
ondary windings  are  each  divided  into  a  number  of  coils,  which 
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can  be  connected  either  in  series  or  parallel,  a  number  of  differ- 
ent ratios  of  transformation  can  be  obtained. 

Take  for  example  a  standard  lighting  transformer  with  two  coils 
for  110  volts  on  the  low-voltage  side  and  two  coils  for  1,100  volts 
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Fig.  361. — Transformer  connections. 


on  the  high-voltage  side.    The  four  possible  connections  are 
shown  in  Fig.  361. 

If  small  percentage  changes  oi  ratio  are  required  for  line  regula- 
tion a  number  of  taps  are  brought  out  from  the  primary  or 
secondary  winding  so  that  the  number 
of  turns  in  use  may  be  changed  by  the 
required  amount  (Fig.  362). 

The  secondary  voltage  may  be  in- 
creased by  cutting  out  some  of  the  pri- 
mary turns  or  it  may  be  decreased  by 
cutting  out  some  of  the  secondary  turns. 

318.  Single-phase   Transformers   on 
Polyphase  Circuits. — Single-phase  trans- 
formers are  used  in  groups  on  polyphase  circuits.     The  principal 
transformations   are   two-phase  to  two-phase,   three-phase   to 
three-phase,  two-phase  to  three-phase  or  three-phase  to  two- 
phase,  and  three-phase  to  six-phase. 


Fia.  362. — Variable  ratio 
transformer. 
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DolU-Stat  Star.  Delta  Delta*  Delta 

-Single-phase  transformers  on  three-phase  circuits. 


The  transformation  from  two-phase  to  two-phase  needs  no 
discussion.  The  two  phases  are  usually  entirely  separate  but 
they  may  be  interconnected  if  required. 

Transformation    from    three-phase    to    three-phase    can    be 
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carried  out  in  a  large  number  of  ways,  the  most  important  of 
which  are,  star-star,  deltarstar,  star-delta,  delta-delta,  open- 
delta  and  tee  (Figs.  363,  366  and  367). 

Transformation  from  two-phase  to  three-phase  is  obtained  by 
the  use  of  the  Scott  connection,  Fig.  369,  and  is  reversible. 

8ix-phase  power  is  required  for  the  operation  of  many  rotary 
converters.  It  can  be  obtained  from  a  three-phase  circuit  by 
the  double-delta  connection,  the  diametrical  or  double-star 
connection  and  the  ring  connection.  Fig.  370.  Other  methods 
of  connection  are  possible  such  as  the  double  tee.  Six-phase 
power  can  be  obtained  from  two-phase  circuits  by  using  two 
Scott  connected  banks  of  transformers. 

319.  Star-star  Connection. — The  star-star  connection  may  be 
used  to  transform  three-phase  power  to  three-phase  power  at 
another  voltage  but  it  has  some  disadvantages  which  restrict  its 
use  to  special  cases. 

In  Art.  303  it  was  shown  that,  when  a  sine  wave  of  voltage  is 
impressed  on  a  transformer  and  a  sine  wave  of  flux  is  produced  in 
the  core,  the  exciting  current  is  not  a  sine  wave  but  has  the  shape 
shown  in  Fig.  342.  When  such  a  wave  is  analyzed  as  in  Art. 
121  it  is  found  to  consist  of  a  fundamental  sine  wave  with  a  very 
prominent  third  harmonic  and  higher  harmonics  of  smaller 
amplitude* 

The  fundamental  sine  wave  of  exciting  current  or  the  equiva- 
lent sine  wave  in  Fig.  342  may  be  separated  into  two  sine  waves 
as  in  Fig.  364  the  core-loss  current,  curve  3,  in  phase  with  the 
impressed  e.m.f.,  curve  1,  and  the  magnetizing  current,  curve  4, 
in  quadrature  behind  the  impressed  e.m.f.  and  in  phase  with  the 
flux,  curve  2.  Due  to  saturation  a  third  harmonic  magnetizing 
current,  curve  5,  must  be  added  to  the  fundamental  to  produce 
the  sine  wave  of  flux.  The  shape  of  the  resultant  magnetizing 
current  wave,  curve  6,  is  therefore  symmetrical  with  a  peak  at  the 
center.  The  wave  of  exciting  current,  curve  7,  is  found  as  the 
sum  of  3  and  6,  and  has  the  shape  shown  in  Figs.  342  and  364. 
The  amplitude  of  the  third  harmonic  increases  with  the  degree  of 
saturation  of  the  core. 

In  the  three  branches  of  the  star  connection,  the  three  funda- 
mental currents  are  displaced  at  120  degrees  while  the  third 
harmonic  currents  are  displaced  120  X  3  =  360  degrees  and  are 
therefore  in  phase.  For  the  third  harmonics  the  ungrounded 
three-phase  circuit  is  like  a  single-phase  circuit  wdthout  any 
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return.  When  the  neutral  point  is  not  grounded  the  third  har- 
monic and  its  multiples  in  the  exciting  current  cannot  flow  and 
are  therefore  suppressed. 

The  result  is  that  the  flux  wave  is  no  longer  a  sine  wave  but 
may  be  considered  to  be  made  up  of  a  sine  wave,  curve  3,  Fig. 
366,  and  a  third  harmonic,  curve  4.  The  third  harmonic  flux 
is  opposite  in  phase  to  the  missing  third  harmonic  of  magnetizing 
current  and  the  resultant  flux  wave,  curve  2,  is  flat  on  the  top 
and  has  very  steep  sides. 

The  sine  wave  df^flux  induces  a  sine  wave  of  voltage,  curve  8, 
in  the  two  windings,  in  quadrature  behind  itself  and  the  third 
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harmonic  flux  induces  a  third  harmonic  voltage,  curve  9,  in 
quadrature  behind  itself.  The  two  components  of  the  induced 
voltage  combine  to  form  the  peaked  wave,  curve  10. 

The  maximum  value  of  the  third  harmonic  voltage  induced  in 
the  secondary  is  27r  X  3/n2*8 10"*  =  ^fn^^z  10"®  volts,  where  ^z 
is  the  maximum  value  of  the  third  harmonic  flux.  Since  the 
secondaries  are  star-connected,  the  third  harmonic  cannot  appear 
in  the  voltage  between  lines  but  it  will  increase  the  maximum 
value  of  the  voltage  in  each  transformer  and  may  cause  a  break- 
down of  the  insulation.  The  effective  value  of  the  secondary 
voltage  may  be  increased  only  5  or  10  per  cent.,  while  the  maxi- 
mum value  is  increased  40  or  50  per  cent.     This  is  a  very  dan- 
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geroiis  condition  in  high-voltage  transformers  where  the  factor 
of  safety  is  small. 

If  the  primary  neutral  is  connected  to  the  generator  neutral  the 
third  harmonic  of  exciting  current  can  flow,  returning  along  the 
neutral  and  there  will  be  no  distortion  of  the  voltage  wave. 

If  the  neutral  on  the  secondary  side  only  at  the  generating  end 
of  a  transmission  line  is  grounded  and  the  neutral  on  the  primary 
side  at  the  receiving  end,  the  third  harmonics  in  the  induced 
secondary  voltage  waves  will  cause  third  harmonic  currents  to 
flow  in  the  three  lines  and  since  they  are  in  pht^e  with  one  another 
they  may  produce  inductive  disturbances  in  neighboring  tele- 
phone lines.' 

The  star-star  connection  cannot  be  used  to  supply  a  three- 
phase  four-wire  system  since  the  three  outers  pulsate  against  the 
neutral  connection  at  triple-frequency. 

In  star-star  connected  three-phase  core-type  transformers,  on 
account  of  the  mutual  inductance  between  phases  the  third 
harmonic  in  the  induced  voltage  wave  is  suppressed. 

Another  objection  to  the  use  of  this  connection  is  the  fact  that, 
if  one  transformer  is  short-circuited,  the  voltage  across  the  other 
two  increases  by  73  per  cent,  unless  the  primary  and  generator 
neutrals  are  grounded.  In  any  case  if  one  transformer  of  the 
group  is  damaged  the  whole  group  must  be  shut  down. 

320.  Delta-star  and  Star-delta  Connections. — The  delta-star 
connection  is  used  at  the  generating  end  of  high-voltage  trans- 
mission lines  and  the  star-delta  connection  at  the  receiving  end. 

The  advantage  of  the  star  connection  for  the  high-voltage  side 
is  that  very  high  line  voltages  can  be  obtained  with  moderate 
transformer  voltages,  the  ratio  of  the  line  voltage  to  the  trans- 
former voltage  being  V3:l|  the  cost  of  insulating  the  trans- 
former is  therefore  less  than  if  it  were  designed  for  the  full-line 
voltage  and  the  conductors  being  designed  for  larger  currents  are 
of  greater  section  and  better  able  to  stand  mechanical  strains. 

In  stepping  up  with  the  delta-star  connection  the  required 
third  harmonic  exciting  current  can  flow  in  the  three  transformers 
and  the  induced  voltages  will  be  sine  waves,  if  the  impressed  vol- 
tages are,  and  the  secondary  neutral  can  be  grounded  without 
causing  any  inductive  disturbances. 

When  stepping  down  with  the  star-delta  connection  the  re- 
quired third  harmonic  currents  cannot  flow  in  the  primary  but  the 
third  harmonic  e.m.fs.  induced  in  the  three  transformers  are  in- 
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phase  and  cause  a  current  to  circulate  through  the  delta  and  this 
acts  as  a  magnetizing  current  and  supplies  the  missing  component 
of  flux.  The  exciting  current  is  therefore  divided  between  the 
primary  and  the  secondary. 

321*  Delta-delta  Connection. — This  connection  is  used  very 
extensively  even  in  the  case  of  very  high-voltage  transmission 
lines,  where  it  is  thought  advisable  to  make  provision  for  an  in- 
crease of  the  transmission  voltage  to  meet  the  requirements  of 
future  extensions  of  the  system.  In  such  a  case  the  secondary 
may  be  changed  to  star  and  extra  insulation  added  to  the  line. 

There  is  no  trouble  from  wave  distortion  as  in  the  star-star 
connection  and  if  one  transformer  burns  out  the  system  can  still 
be  operated  without  any  change  in  connections  with  the  two  re- 
maining transformers  in  open  delta  but  the  load  must  be  de- 
creased to  about  60  per  cent,  for  the  same  temperature  rise. 
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FiQ.  366. — Open-delta  connection. 


Fig.  367. — Tee  connection. 


322.  Open-delta  Connection. — If  one  transformer  of  a  delta- 
delta  bank  is  put  out  of  commission  the  system  can  still  be 
operated  with  the  other  two  transformers  without  any  change  in 
connections.  This  arrangement  of  two  transformers  on  a  three- 
phase  system,  Fig.  366,  is  called  the  "open-delta."  connection. 
It  may  be  used  as  an  emergency  connection  in  case  of  accident 
or  it  may  be  employed  in  a  new  installation  for  temporary  opera- 
tion and  a  third  transformer  added  to  complete  the  delta-delta 
bank  when  conditions  warrant  the  increase  in  capacity. 

In  this  system  each  transformer  carries  the  full-line  current 
and  for  a  given  output  the  transformer  currents  in  the  open-delta 
bank  will  be  73  per  cent,  greater  than  in  the  closed- delta  bank. 
To  supply  a  load  of  300  kva.  from  a  three-phase  system,  three 
100-kva.  transformers  are  required  connected  delta-delta  or 
two  173-kva.  transformers  connected  in  open-delta  and  therefore 
the  open-delta  bank  must  have  a  capacity  of  2  X  173  =  346  kva., 
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which  is  15  per  cent,  greater  than  the  closed-delta  bank.     Thus 
when  one  transformer  of  a  delta-delta  bank  burns  out  the  capacity 

of  the  bank  is  reduced  to  z-^^  =  58  per  cent. 

Fig.  368  shows  a  vector  diagram  for  an  open-delta  system  with 
a  balanced  inductive  load.  Ei,  E^  and  Ez  are  the  e.m.fs.  gen- 
erated in  the  three  transformers  of  a  closed  delta;  they  are  also 
the  terminal  e.m.fs.  at  no  load  in  the  open  delta.  Vi,  /'j  and  I'z 
are  the  load  currents  in  the  closed  delta. 


Fia.  368. — V^tor  diagram  for  an  open  delta. 

Transformer  No.  3  is  disconnected  and  the  two  remaining 
transformers  carry  currents  7i  =  J'l  —  /'a  and  i^  =  I\  —  I'z- 
The  terminal  e.m.f.  of  No.  1  is  ^ab  =  -Fi  —  li?,  where  Z  is  the 
impedance  of  each  of  the  transformers:  the  terminal  e,m.f.  of 
No.  2  is  ^Bc  =  ^2  —  liZ  and  the  e.m.f.  between  the  lines  C  and 
A  is  ^CA  =  —  i^AB  +  ^Bc)  since  the  sum  of  tKe  three  must 
equal  zero. 

The  three  terminal  e.m.fs.  are  slightly  unbalanced  under  load 
but  not  enough  to  have  any  serious  eflfect  on  operation.  If  an 
extra  impedance  =  %Z  is  added  to  the  primary  at  b  the  three 
secondary  line  e.m.fs.  will  be  equal.  Here  Z  is  the  impedance  of 
one  transformer. 

The  impedance  drops  in  Fig.  368  are  very  much  exaggerated 
and  the  terminal  e.m.fs.,  therefore,  appear  to  be  very  badly 
unbalanced. 

•  323.  "T^'  Connection.— The  "T"  connection  is  a  second 
method  of  obtaining  a  three-phase  to  three-phase  transformation 
using  only  two  transformers.  One  transformer  is  designed  for 
only  87  per  cent,  of  the  three-phase  e.m.fs.  while  the  second  one 
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is  designed  for  100  per  cent,  and  has  a  tap  at  its  center  point 
to  which  one  terminal  of  the  87  per  cent,  winding  is  connected 
(Fig.  367).  Between  the  Hnes  A,  B,  C  three  equal  e.m.fs.  are 
obtained  at  no  load  and  they  become  only  slightly  unbalanced 
under  load.  If  the  short-circuit  impedance  of  the  87  per  cent, 
transformer  is  equal  to  one-half  the  impedance  of  the  100  per 
cent,  transformer  the  e.m.fs.  will  be  balanced.  External  imped- 
ance may  be  added  to  obtain  this  condition. 

The  two  halves  of  the  winding  of  the  100  per  cent,  transformer 
carry  currents  which  are  out  of  phase  and  they  should  be  well 
interleaved. 

324.  Transfonnation  from  Two-phase  to  Thiee-phase, — The 
Scott  connection,  Fig.  369,  is  an  arrangement  of  two  transformers 
by  means  of  which  three-pha.se  power  can  be  obtained  from  a 
two-phase  circuit.     This  connection  is  reversible. 


Flo.  369. — Two-pbaae  to  three-phase  (Scott  conaecUon). 

Two  similar  transformers  are  used  with  their  primaries  con- 
nected to  the  two-phase  system.  The  secondary  AB  of  one  has 
a  tap  at  its  center  point  and  the  secondary  DC  of  the  other  has  a 
tap  86.6  per  cent,  from  the  end  C.  The  two  taps  are  connected 
at  F  and  three-phase  power  can  be  taken  off  from  the  terminals 
A,  B  and  C.     The  section  DF  is  not  used. 

If  the  e.m.f.  generated  in  the  winding  DC  is 

Cdc  =  E„  sin  9, 
and  that  in  AB  is 

e^B  =  E„  sin  (fl  -  90), 

then  the  e.m.fs.  generated  in  the  various  sections  are 
ere  =  —^E„sixie, 

erA  =  M  E„  sin  {6  +  90) 
«H  =  HE«siD{$-  90); 
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100 
the  neutral  point  of  the  three-phase  system  is  at  0,  which  is  —r^  = 

57.7  per  cent,  from  the  end  C,  and  thus  ^ 

eoc  =  — ,-  sm  $ 

The  three-phase  star  voltages  are  eoA,  «ob  and  eoc; 
eoA  =  eop  +  e^A  =  -  ^^sin  ^  +  ^sin  (^+ 90) 

=  ^(^"  cos  ^  -  >^  sin  ej  =  ;^sin  {6  +  120) 
eoB  =  eoF  +  epB  =  -  -^j^  sin  ^  +  —  sin  (0  -  90)  j 

=  |;|(-  ^cos  e  -  M  sin  oj  =  ;^sin  (^  +  240). 

Thus  the  three  star  voltages  eoA,  ^on  and  eoc  Are  equal  in  value 
and  displaced  in  phase  by  120  degrees  and  form  a  three-phase 
sjTstem. 

These  star  voltages  may  be  combined  to  form  the  three  delta 
or  line  voltages,  Cab  =  -B«  sin  (^  —  90),  6^  =  Em  sin  {$  +  30) 
and  ecA  =  -Bm  sin  {$  +  150). 

If  the  loads  on  the  three  phases  are  balanced  the  terminal  vol- 
tages will  be  very  slightly  unbalanced,  since  the  impedance  from 
0  to  the  two  terminals  A  and  B  is  greater  than  that  from  0  to  C. 
To  correct  this  an  external  impedance  Zc  may  be  added  at  C  and 
its  value  must  be  such  that 

Zc  +  Zoc   =    ZoF  -hZpA 

and  taking  Z  as  the  short-circuit  impedance  of  each  transformer 


Z    _/V3        1  \^,z_    z       z 


and 


Zc  =  -A=-  +  -  -  -4=  =  y^=^  Z  =  21.2  per  cent,  of  Z. 

Fig.  369  shows  a  vector  diagram  for  a  balanced  load  of  power 
factor  cos  6. 

The  power  delivered  by  the  secondary  DC  is 

Pi  =  Ef^c  1 1  cos  e  =  -^  EI  cose 
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where  E  and  /  ar6  the"  line  voltage  and  Une  current  respectively. 
The  total  power  is  y/3EI  cos  6  and  thus  each  transformer  supplies 
one-half  of  the  load. 


«f' 


^v<r, 


Doable*DelU 


3     4 


4-  -  «« 

JMamatrittl  or  Donhle-BtaT 


FiQ.  370. — Three-phase  to  six-phase. 


325.  Smgle-phase  Power  from  Three-phase  Circuits. — Single- 
phase  power  can  be  drawn  from  any  phase  of  a  three-phase  circuit 
but  when  the  amounts  of  power  required  are  large  this  leads  to  an 
unbalance  of  the  terminal  voltages  and  to  unequal  heating  of  the 
three  phases.  Fig.  371  shows  one  method  of  connecting  three 
transformers  on  a  three-phase  four-wire  system  to  supply  a  single- 
phase  load  by  means  of  which  equal  currents  are  drawn  from  the 
three  phases.  The  power  factors  of  the  loads  on  the  three  trans- 
formers are  very  different  but  the  temperature  rise  will  be  the 
same.  The  single-phase  voltage  is  only  double  the  voltage  of  one 
transformer  and  therefore  the  transformer  capacity  must  be  150 
per  cent,  of  the  load. 


rwtfVIn 
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Fig.  371. — Three-phase   to   single-phase. 

326.  Multiple  Operation  of  Transformers. — In  order  that  two 
transformers  connected  in  multiple  shall  divide  the  load  in  pro- 
portion to  their  capacities  it  is  necessary  (1)  that  they  have  the 
same  ratio  of  turns  and  (2)  that  the  per  cent,  resistance  drops 
and  the  per  cent,  reactance  drops  are  the  same  in  both. 

If  the  ratios  are  not  the  same  they  may  be  equalized  by  using 
an  auto-transformer  and  differences  in  the  impedances  may  be 
corrected  by  adding  external  impedance  to  one  transformer. 

In  three-phase  systems  only  those  groups  of  transformers  can 


396  ELECTRICAL  ENGINEERING 

be  operated  in  multiple  which  give  the  same  change  in  phase  be- 
tween the  primaries  and  secondaries,  a  starnstar  bank  can  be 
operated  in  multiple  with  a  similar  star-star  bank  or  with  a 
delta-delta  bank,  but  neither  of  these  banks  can  be  operated  in 
multiple  with  a  delta-star  or  star-delta  bank.  One  delta-star 
bank  may  be  operated  in  multiple  with  another  delta-star  bank, 
or  it  may  be  operated  in  multiple  with  a  star-delta  bank  with 
its  secondary  voltages  reversed,  if  the  ratios  are  such  as  to  make 
the  voltages  equal. 

327.  Booster  Transformers* — Booster  transformers  are  con- 
nected with  their  primaries  across  the  line  and  their  secondaries 

in  series  with  the  line  to  raise  or 

lower  the  voltage  (Fig.  372). 

If  the  primary  becomes  discon- 
nected while  the  load  is  on,  the 
booster  transformer  becomefis  a  series^ 


Fig.  372.— Booster  transformer,     transformer   with   Open  secondary. 

The  load  current  acts  as  an  exciting 
current  and  very  high  voltages  may  be  generated  in  the  high- 
voltage  winding,  resulting  in  danger  to  persons  and  damage  to 
the  insulation.  To  disconnect  a  booster  transformer  under  load 
the  secondary  must  be  short-circuited  at  the  same  instant  that 
the  primary  is  opened. 

328.  Auto-transformers. — An  auto-transformer  has  only  one 
winding.  The  primary  includes  all  the  turns,  while  the  second- 
ary includes  only  a  part  of  them.  The  secondary  voltage  is  usu- 
ally made  variable  by  bringing  out  a  number  of  taps. 

Auto-transformers  may  be  used  in  almost  every  case  in  which 
ordinary  transformers  are  used  but  are  not  satisfactory  where  it 
is  desirable  to  have  the  secondary  insulated  from  the  primary. 

They  are  used  very  extensively  to  obtain  a  variable  voltage 
for  starting  induction  motors,  synchronous  motors,  single-phase 
series  motors,  etc.,  and  as  balance  coils  on  three-wire  distributing 
circuits.  They  are  necessary  when  transformers  of  unequal  ratios 
are  to  be  operated  in  multiple.  Three-phase  auto-transformers 
are  often  used  to  interlink  two  systems  of  unequal  voltage. 

Fig.  373  shows  an  auto-transformer  for  starting  and  operating 
single-phase  series  motors  from  a  high-voltage  trolley  in  electric- 
railway  service.  The  section  of  the  winding  between  T  and  M 
carries  the  primary  current,  which  is  small,  while  the  section 
from  M  to  B  carries  the  difference  between  the  secondary  and 
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primary  currents  which  is  very  large  if  the  ratio  of  voltages  is 
large  and,  therefore,  it  must  be  made  of  large  current  capacity. 

The  copper  loss  in  an  auto-transformer  is  smaller  than  in  an 
equivalent  two-coil  transformer  and  the  eflSciency  is  therefore 
higher  but  this  advantage  decreases  as  the  ratio  of  turns  increases. 

Auto-transformers  may  be  used  either  to  step  up  or  step  down 
the  voltage. 

When  starting  induction  motors  or  synchronous  motors,  a  low 
voltage  must  be  impressed  at  start  to  prevent  objectionable 
current  surges.  From  40  to  70  per  cent,  of  full  voltage  is  usually 
impressed  at  the  first  step  depending  on  the  size  of  motor. 
Starters  for  medium-sized  motors  will  usually  have  only  two  taps 
while  for  large-sized  motors  three  or  more  taps  may  be  required. 
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Fig.  375. 


For  three-phase  motors  three  auto-transformers  connected  in 
star  may  be  used  or  two  connected  in  open  delta  or  tee  (Fig.  374). 

Fig.  375  shows  an  auto-transformer  used  as  a  balance  coil  on  a 
220-volt,  three-wire  system. 

329.  Instrument  Transformers. — Instrument  transformers  are 
of  two  kinds,  shunt  or  potential  transformers  and  series  or  current 
transformers. 

Potential  transformers  are  used  to  reduce  the  line  voltage  to  a 
value  suitable  for  operating,  indicating,  integrating  and  record- 
ing instruments  as  voltmeters,  wattmeters,  power-factor  meters, 
etc.,  and  relays  for  voltage  regulation  or  protection.  They  also 
serve  to  insulate  these  instruments  from  the  high-voltage  circuit. 

The  ratio  of  primary  impressed  voltage  to  secondary  terminal 
voltage  should  be  as  nearly  as  possible  constant  and  the  phase 
angle  between  these  two  voltages  should  be  small.  Fig.  376 
shows  a  vector  diagram  for  a  potential  transformer  with  a  1  to  1 
ratio  and  non-inductive  load.  This  is  the  usual  case  since  the 
voltage  coils  of  instruments  are  practically  non-inductive.  The 
same  symbols  are  used  as  in  Art.  302. 
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The  ratio  p-  is  constant  and  is  equal  to  the  ratio  of  turns  but 

the  ratio  tt  is  always  greater  than  -p-  on  account  of  the  imped- 
ance drops  in  the  primary  and  secondary.  Thus  to  obtain  the 
primary  impressed  voltage  E\  from  the  secondary  terminal  volt- 
age E,  it  is  necessary  to  multiply  £  by  the  nominal  ratio  and  by  a 


V-      0 
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Fio.  370. — Instnunent  trwisfoniier.  Fio.  377. 

ratio  correction  factor  k\.  This  factor  varies  with  the  impressed 
primary  voltage  or  secondary  terminal  voltage  and  it  also  varies 
with  the  secondary  load,  that  is,  with  the  number  and  type  of 
instruments  connected  to  the  secondary.  The  ratio  correction 
factor  is  usually  plotted  on  a  base  of  secondary  terminal  voltage 
for  a  specified  secondary  load  resistance.  Fig.  378  shows  values 
of  ^1  for  a  Weston  portable  transformer  it  increases  with  the 
secondary  terminal  voltage  E. 


Pio.  378. — RatJO-correction  curves  for  a  Weeton  portable  potential  transf  onoer. 

The  angle  of  phase  shift  or  the  phase  angle  of  the  transformer 
under  given  conditions  is  the  angle  by  which  Ei  and  E  are  out  of 
line  and  is  shown  as  t  in  the  diagram.  The  phase  angle  depends 
on  the  impedance  drops  in  the  transformer  and  increases  with  the 
secondary  load  current  and  with  the  secondly  terminal  voltage. 
The  phase  angles  of  standard  potential  transformers  are  very 
small,  unless  they  are  overloaded,  and  they  can  be  neglected 
except  in  the  most  accurate  measurements  or  at  low  power  fao- 
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tors.  Phase-angle  corrections  do  not  apply  to  voltmeter  read- 
ings but  only  to  the  indications  of  wattmeters  and  power-factor 
meters  which  are  affected  by  change  of  phase. 

Potential  transformers  are  designed  with'  very  low  impedances 
by  subdividing  the  coils  well  and  placing  them  as  close  together 
as  possible.  The  very  best  insulating  materials  must  be  used. 
They  are  designed  with  very  low  flux  densities  to  prevent  distor- 
tion of  wave  form  due  to  the  exciting  current. 

Calibrations  must  be  made  with  a  definite  instrument  load  in 
the  secondary. 

330.  Current  Transformers* — Current  transformers  are  con- 
nected with  their  primaries  in  series  with  the  circuit  and  are  used 
to  reduce  the  line  current  to  a  value  suitable  for  current  relays 
and  for  indicating  and  integrating  instruments.  They  also 
insulate  the  instruments  from  the  high-voltage  circuits. 

The  ratio  of  primary  to  secondary  current  should  be  as  nearly 
as  possible  constant  and  the  phase  angle  between  them  should 
be  very  small. 

Fig.  376  may  also  be  used  as  a  vector  diagram  for  a  current 
transformer.  The  meter  load  is  again  assumed  to  be  non-induc- 
tive and  its  resistance  is  given  as  the  ratio  of  secondary  terminal 

E 
voltage  to  secondary  current  =  y.     The  exciting  current  7© 

added  to  the  primary  load  current  prevents  the  ratio  of  currents 
from  being  constant  and  equal  to  the  ratio  of  turns  and  it  also 
causes  the  currents  to  be  out  of  line  by  the  phase  angle  ff. 

The  exciting  current  can  be  kept  low  by  using  iron  of  very 
high  permeability  and  low  loss  and  designing  the  secondary  with 
a  low  impedance.  The  core-loss  current  is  nearly  in  phase  with 
the  primary  load  current  and  has  a  large  effect  on  the  ratio  but 
little  effect  on  the  phase  angle  while  the  magnetizing  current  has 
a  large  effect  on  the  phase  angle  and  a  small  effect  on  the  ratio. 
Increasing  the  secondary  load  resistance  by  adding  extra  instru- 
ments increases  the  voltage  generated  in  the  secondary  for  a  given 
value  of  secondary  current  and  so  increases  the  flux  required 
and  the  exciting  current.  This  increases  both  the  phase  angle 
and  the  ratio  correction.  Reactance  added  to  the  secondary  cir- 
cuit causes  the  exciting  current  to  swing  more  nearly  into  line 
with  the  load  current  and  therefore  increases  the  ratio  correction 
but  decreases  the  phase  angle. 

Pig.  379  shows  ratio  and  phase  angle  curves  for  a  Weston 
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standard  current  transformer.  To  find  the  primary  current, 
corresponding  to  a  given  secondary  current  It,  multiply  7j  by  the 
nominal  ratio  and  by  the  ratio  correction  factor  fcj. 

The  ratio  correction  factors  and  phase  angles  are  smaller  on 
60  cycles  than  on  25  cycles  since  the  flux  and  exciting  currents 
for  a  given  load  current  are  less.  The  phase  angles  of  current 
transformers  are  greater  than  those  of  potential  transfonnetB 
and  a  correction  should  always  be  made  for  them. 


I   portable 


The  primary  winding  of  a  current  transformer  usually  consists 
of  a  single  turn  in  series  with  the  line  while  the  secondary  may 
have  any  number  of  turns  depending  on  the  reduction  in  current 
required.  The  current  in  the  primary  is  the  load  current  of  the 
circuit  and  does  not  depend  in  any  way  on  the  transformer.  It 
sets  up  a  magnetic  flux  in  the  core  which  links  with  both  the  pri- 
mary and  secondary  windings.  If  the  secondary  were  open- 
circuited  ali  the  primary  m.m.f.  would  be  magnetizing  and  would 
produce  a  very  large  flux  in  the  core  and  in  a  transformer  having 
a  large  ratio  thousands  of  volts  would  be  induced  in  the  secondary, 
resulting  in  danger  to  operators  and  damage  to  the  instrument. 
The  iron  core  is  designed  to  carry  only  the  flux  required  with 
closed  secondary  and  it  would  be  very  highly  saturated  under 
open-circuit  conditions  and  would  become  hot  due  to  excessive 
iron  losses.  The  transformer  would  require  to  be  recalibrated 
before  its  readings  could  be  relied  on.  Current  transformers 
should  always  be  provided  with  a  short-circuiting  link  which 
must  be  closed  before  the  secondary  is  opened. 
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Potential  transformers  are  built  for  all  voltages  up  to  100,- 
000  volts  but  for  the  high  voltages  they  become  very  expensive. 
The  secondary  is  usually  designed  for  100  volts.  * 

Current  transformers  are  built  with  a  rating  of  about  25  volt- 
amp,  and  a  secondary  current  of  5  amp.  The  primary  current 
ranges  from  5  amp.  to  3,000  or  more.  On  circuits  up  to  20,000 
volts  they  are  usually  air-cooled  but  above  this  they  are  oil- 
immersed.  For  primary  currents  above  600  amp.  no  primary 
winding  is  supplied  but  the  transformer  is  slipped  over  the 
bus-bar  which  then  forms  its  single  turn. 

331.  Example. — In  the  circuit  in  Fig.  377(a)  it  is  required  to  find  the 
primary  voltage  Ei,  current  /i,  power  factor  cos  ^i  and  power  Wi,  knowing 
the  secondary  voltage  J^,  current  /  and  power  W,  The  phase  angle  of  the 
potential  transformer  is  7,  Fig.  376,  and  the  ratio  correction  factor  is  ki ; 
the  phase  angle  of  the  current  transformer  is  p  and  the  ratio  correction 
factor  is  kz. 

The  primary  voltage  is  ^1  =  E  X  nominal  ratio  X  ki. 

The  primary  current  is  /i  =  /  X  nominal  ratio  X  k^, 

W  W 

The  secondary  power  factor  is  cos  d  «  „^,  or  ^  =  cos"*  ^• 

Referring  to  Fig.  377(6)  the  primary  angle  of  lag  is  Oi  ^  $  -{-  fi  -{-y  and  the 
primary  power  factor  is  cos  ($  -{-  p  +7). 

The  secondary  voltage  always  lags  behind  the  primary  voltage  and  the 
secondary  current  always  leads  the  primary  current. 

Errors  due  to  the  phase  angles  jS  and  7  are  much  more  serious  on  low  power 
factors  than  on  high  power  factors.  When  using  two  wattmeters  to  read 
three-phase  power,  phase-angle  corrections  should  always  be  made. 

332.  The  Constant-current  Transformer. — The  constant-cur- 
rent transformer  is  shown  diagrammatically  in  Fig.  380.  The 
primary  coil  P  is  fixed  in  position  and  receives  power  at  constant 
voltage.  The  secondary  coil  S  is  movable  and  regulates  for 
constant  current  in  the  receiver  circuit  which  it  supplies  irrespec- 
tive of  the  load.  The  transformer  is  used  to  obtain  a  constant 
current  for  series  arc-light  circuits. 

When  the  secondary  coil  is  close  to  the  primary  there  is  very 
little  leakage  and  most  of  the  flux  produced  by  the  primary  links 
with  the  secondary  and  the  secondary  voltage  is,  therefore,  a 
maximum.  Primary  and  secondary  currents  are  in  opposite 
directions  and  the  two  coils  repel  one  another.  The  weight  W 
is  so  adjusted  that  the  pull  due  to  it  together  with  the  force  of 
repulsion  of  the  coils  just  balances  the  weight  of  S  and  allows 
the  coil  to  remain  in  such  a  position  that  the  required  current 
flows  in  it.     Fig.  381  shows  the  flux  in  the  core. 

26 
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If  the  resistance  or  impedance  of  the  load  circuit  decreases  due 
to  the  cutting  out  of  one  or  more  arc  lamps  an  increase  of  the 
current  in  both  secoDdary  and  primary  follows  and  the  repulsion 
between  the  coils,  which  is  proportional  to  the  product  of  their 
currents,  increases.  The  secondary,  therefore,  rises  and  increases 
the  leakage  reactances  of  both  coils  and  so  less  of  the  primary 
magnetism  links  with  the  secondary;  its  voltage  is,  therefore, 
decreased  and  its  current  drops  to  the  required  value.  The 
moving  arm  must  be  designed  to  give  the  required  regulation  with 
a  fixed  weight  W. 


Such  an  arrangement  r^ulates  for  constant  current  between 
the  limits  of  secondary  voltage  set  by  the  two  extreme  positions 
of  the  moving  coil. 

Neglecting  the  primary  exciting  current  the  relation  between 
the  terminal  voltages  may  be  written : 

S.-/'(n+jx,+  (5i)'(r.+,..))+!-;f 

El,  1 2,  Ti  and  r^  are  constant  and  Xi  and  Xi  increase  as  E  decreases. 

333.  Regulation  and  Power  Factor. — The  secondary  current 
should  be  maintained  within  0.1  amp.  of  the  rated  current  from 
no  load  to  full  load. 

The  full-load  power  factor  of  an  alternating  arc-lamp  system 
seldom  exceeds  70  per  cent,  and  is  much  lower  at  Ught  loads. 
In  series  tungsten-lamp  systems  the  power  factor  varies  from 
about  23  per  cent,  at  one-fourth  load  to  85  per  cent,  at  full  load. 
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334.  Cooling. — Small  constant-current  transformers  are  cooled 
by  natural  air  circulation ;  above  100  kva.  they  are  oil-immersed 
and  may  be  water-cooled. 

336.  Induction  Regulator. — Induction  regulators  are  special 
transformers  used  to  vary  the  voltage  of  an  alternating-current 
distributing  circuit  or  the  voltage  impreeaed  on  a  rotary  con- 
verter. 


Pio.  382. 


There  are  two  types  of  induction  regulators,  single-phase  and 
polyphase. 

1.  The  single-phase  regulator  is  illustrated  in  Figs.  382  to  384. 
The  primary  coil  P  is  carried  on  a  movable  core  built  of  laminated 
iron  and  is  connected  across  the  line.  The  secondary  coil  S  is 
carried  on  a  stationary  core  and  is  connected  in  series  with  the 
tine  to  raise  or  lower  the  volt^e  (Fig.  385). 


Fia.  386. 


The  primary  exciting  current  produces  an  alternating  flux, 
which  induces  a  voltage  in  the  secondary.  This  secondary  volt- 
age varies  with  the  position  of  the  primary  winding,  but  it  is 
always  in  phase  with  or  in  opposition  to  the  impressed  voltage  or 
line  voltage.  In  Fig.  382  all  the  primary  flux  (neglecting  leakage) 
passes  through  the  secondary  coil  and  the  secondary  voltage  is  a 
maximum  and  is  in  opposition  to  the  impressed  voltage,  and  so 
gives  the  minimum  load  voltage. 

In  Fig.  386  OP  is  the  impressed  voltage  or  line  voltage,  OSi  is 


404  ELECTRICAL  ENGINEERING 

the  maximum  secondary  induced  voltage  and  SiP  is  the  load 
voltage. 

The  load  current  of  the  circuit  flows  in  the  secondary,  and 
there  must  also  be  a  load  current  in  the  primary  of  equal  and 
opposite  m.m.f.  as  in  the  ordinary  transformer. 

When  the  movable  core  is  turned  through  an  angle  6,  Fig.  383, 
only  part  of  the  primary  flux  passes  through  the  secondary  and 
the  secondary  voltage  is  reduced  approximately  in  the  ratio 
1  :  cos  6,  but  is  still  in  opposition  to  the  line  voltage.  The  load 
voltage  is  represented  by  S2P,  Fig.  386. 

With  the  primary  coil  at  right  angles  to  the  secondary  coil. 
Fig.  384,  none  of  the  primary  flux  passes  through  S  and  there  is 
no  secondary  induced  voltage. 

When  the  core  is  turned  through  180  degrees  the  secondary- 
voltage  is  again  maximum,  but  is  in  phase  with  the  impressed 
voltage  and  so  raises  the  load  voltage  to  S5P.  Thus  the  total 
variation  of  the  load  voltage  is  from  SiP  to  S^P  and  is  equal  to 
twice  the  maximum  secondary  voltage. 

In  Fig.  384  the  m.m.f.  of  the  load  current  in  the  secondary 
cannot  be  opposed  by  any  primary  m.m.f.  since  the  coils  are  at 
right  angles.  To  supply  the  m.m.f.  required  to  balance  the 
secondary  load  m.m.f.,  and  so  prevent  a  large  reactance  drop  in 
the  winding,  the  coil  T  called  the  "tertiary''  coil  is  placed  on  the 
movable  core  at  right  angles  to  the  primary  coil.  It  is  short- 
circuited  and  exerts  a  m.m.f.  equal  and  opposite  to  the  second- 
ary m.m.f.,  and  so  reduces  the  secondary  reactance  to  the  value 
corresponding  to  the  leakage  flux. 

The  only  current  carried  by  the  primary  coil  in  this  position 
is  the  exciting  current. 

In  intermediate  positions  of  the  rotor  the  secondary  m.m.f.  is 
partly  balanced  by  the  induced  current  in  the  tertiary  or  com- 
pensating coil  and  partly  by  a  load  current  in  the  primary  coil. 

2.  The  polyphase  induction  regulator  has  a  polyphase  wind- 
ing on  the  moving  core,  which  is  connected  to  the  polyphase 
supply.  The  secondary  or  stator  is  wound  with  the  same  number 
of  phases,  but  the  phase  windings  are  kept  entirely  separate  so 
that  they  can  be  connected  in  the  different  lines  to  raise  or  lower 
the  voltage. 

When  polyphase  currents  flow  in  the  primary  windings  a 
revolving  magnetic  field  is  produced  of  constant  value  as  in  the 
alternator  or  induction  motor.    This  field  cuts  the  secondary 
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windings  and  generates  e.m.fs.  in  them  of  the  same  frequency  as 
the  primary  impressed  e.m.fs.,  but  less  in  the  ratio  of  turns. 

As  the  primary  is  turned  the  magnitude  of  the  revolving  field 
is  not  changed,  and  therefore  the  magnitudes  of  the  secondary 
e.m.fs.  are  not  changed  but  their  phase  relations  with  the  im- 
pressed e.m.fs.  are  changed  and  the  load  voltage  is  varied  as 
shown  in  Fig.  387.  By  turning  the  primary  through  180  degrees 
the  phase  of  the  secondary  e.m.f .  is  changed  from  direct  opposition 
to  the  line  voltage  to  direct  addition  to  it  and  thus  the  load  volt 
tage  is  varied  by  an  amount  equal  to  twice  the  secondary  voltage. 

The  rotor  must  be  clamped  in  the  required  position  or  it  will 
tend  to  rotate  at  a  high  speed  in  the  direction  opposite  to  that  of 
the  revolving  field. 


The  advantage  of  the  induction  regulator  over  a  transformer 
with  variable  voltage  taps  on  the  secondary  or  primary  is  that 
the  variation  of  voltage  is  uniform  over  the  entire  range.  Regu- 
lators are,  however,  very  expensive  and  require  a  large  exciting 
current  and  have  large  leakage  reactances. 

The  regulator  is  operated  either  by  hand  Or  by  means  of  a 
small  motor  placed  on  the  top  or  it  can  be  made  automatic  if 
required. 

336.  Design  of  a  Transfofmer. — Given  the  type  and  method 
of  cooling,  number  of  phases,  frequency,  capacity  in  kilovolt- 
amperes,  ratio  of  voltages  and  the  class  of  service,  a  transformer 
may  be  designed  using  the  equations  and  constants  listed  below. 

The  e.m.f.  equation  is 

E  =  4.44/n*10-«  volts         Art.  301.  (353) 

Volts  per  tm-n  =  e  =  Voutput  in.  volt-amperes^  ^^^^ 

where  fc  is  a  constant  for  which  the  following  approximate  values 
may  be  used: 

For  shell-type  power  transformers,  k  =  25, 
For  core-type  power  transformers,  k  =  50, 
For  core-type  distributing  transformers,  fc  =  80. 
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Flux  densities.  The  flux  densities  to  be  used  depend  on  the 
quality  of  the  iron,  the  frequency,  and  the  service  in  which  the 
transformer  is  to  be  placed. 

With  good  alloyed  iron  densities  from  65,000  to  90,000  are 
used.  The  lower  values  should  be  used  for  BO-cycle  distributing 
transformers  to  keep  down  the  iron  losses.  When  using  silicon 
steel  with  its  low  iron  losses  higher  densities  may  be  employed 
but  care  must  be  taken  that  the  magnetizing  current  does  not 
become  too  large  since  the  permeability  of  silicon  steel  is  compara- 
tively low. 

Ratio  of  losses.  In  distributing  transformers  the  core  loss  is 
from  30  to  50  per  cent,  of  the  copper  loss  while  in  power  trans- 
formers the  two  are  approximately  equal. 

Knowing  the  voltage  and  the  volts  per  turn  the  number  of 
turns  may  be  found  and  substituting  in  equation  (353)  the  flux 
^is  determined.  Dividing  $  by  the  assumed  flux  density  gives 
the  section  of  the  magnetic  circuit.  Fig.  388  shows  the  magnetic 
circuits  of  shell-  and  core-type  transformers  and  their  relative 
dimensions. 


^^y 


Shell  Type 


^<  ■6a> 


essteS 

Core  Type 

Fig.  388. 


FiQ.  389. — Magnetic  characteristics  of 
transformer  sheets. 


Before  deciding  on  the  size  of  the  opening  in  the  iron  the  sec- 
tions and  arrangement  of  the  winding  must  be  determined. 
Design  of  the  windings. 
(o)  Volts  per  coil  should  not  exceed  5,000. 
(6)  Volts  per  layer  should  not  exceed  350. 

(c)  Current  density  should  lie  between  625  and  1,250  amp.  per 
square  inch  or  2,000  to  1,000  circ.  mils  per  ampere.  In  large 
water-cooled  transformers  higher  densities  may  be  used  up  to 
2,000  amp.  per  square  inch. 

(d)  The  strip  used  in  the  windings  should  not  be  wider  than 
0.5  in.  for  60  cycles  nor  0.75  in.  for  25  cycles  to  prevent  excessive 
eddy  currents  in  the  copper. 


TRANSFORMERS  407 

(e)  Coils  should  not  be  made  more  than  1  in.  in  thickness  and 
must  have  a  surface  in  contact  with  the  oil  of  at  least  2  to  3  sq. 
in.  per  watt  copper  loss,  the  lower  value  being  for  water-cooled 
transformers. 

Copper  losses  should  be  calculated  at  75^C.  and  if  they  are 
found  to  be  too  large  either  the  current  density  must  be  decreased 
or.  the  radiating  surface  increased  by  further  subdivision  of  the 
winding.  Decrease  of  current  density  will  improve  the  eflSciency 
while  an  increase  in  the  number  of  coil  groups  will  decrease  the 
reactance  and  therefore  improve  the  regulation  but  will  not  affect 
the  efficiency. 

(/)  The  spacings  between  coils  and  between  coils  and  iron  de- 
pend on  the  voltage  and  approximate  values  may  be  obtained 
from  Fig.  393.  The  fuUerboard  insulation  between  the  high- 
voltage  (H.  V.)  and  low-voltage  (L.  V.)  coils  may  be  assumed  to 
take  up  from  one-third  to  one-half  the  available  space.  Spacing 
blocks  are  used  to  strengthen  the  coils  and  to  keep  the  paths  for 
oil  circulation  open.  Low-voltage  coils  are  always  placed  next 
the  iron  and  the  windings  are  arranged  in  groups  of  high-  and 
low-voltage  coils  to  reduce  the  reactance. 

Having  determined  the  space  required  for  the  windings  and  the 
opening  in  the  iron  the  size  of  plates  may  be  found  and  the  total 
volume  and  weight  of  iron  calculated. 

Fig.  389  shows  characteristic  curves  for  good  alloyed  iron  at 
25  and  60  cycles  plotted  with  flux  density  against  watts  iron  loss 
per  poimd  and  volt-amperes  per  pound.  Knowing  the  flux  dens- 
ity the  watts  iron  loss  per  pound  may  be  obtained  and  this  value 
multiplied  by  the  total  weight  of  iron  gives  the  total  iron  loss  or 
core  loss  in  the  transformer.  If  the  iron  loss  is  too.  large  it  may 
be  decreased  by  using  a  lower  flux  density  or  by  making  the  core 
of  silicon  steel  with  lower  losses.  If  the  total  flux  in  the  trans- 
former is  decreased  the  number  of  turns  must  be  increased  and 
this  will  result  in  increased  copper  losses. 

The  iron  must  have  a  radiating  surface  in  contact  with  the  oil 
of  at  least  1  sq.  in.  per  watt  lost  in  the  core. 

Self-cooled  transformers  are  placed  in  corrugated  tanks  and 
are  immersed  in  oil.  From  5  to  8  sq.  in.  of  tank  surface  are 
required  for  each  watt  lost  depending  on  the  depth  of  the 
corrugations. 

In  water-cooled   transformers  with  cooling  coils  l^i  in.  in 


408  ELECTRICAL  ENGINEERING 

diameter  a  coil  surface  of  1  sq.  in.  per  watt  lost  is  required  and 
about  ^  gal.  of  water  per  minute  per  kilowatt  lost, 

337.  Reactance. — The  reactance  of  the  winding  of  a  trans- 
former can  be  determined  very  accurately  since  the  leakage  paths 
are  of  simple  form. 

Fig,  390  showB  a  section  through  the  coils  of  a  s)iell-type  trans: 
former  and  an  enlarged  section  of  one  group  of  coils,  w  =  width 
of  the  iron  opening,  ai  and  a^  are  the  widths  of  htgh-voltage  and 
low-voltage  coils  respectively,  and  di  and  dt  are  the  thicknesses 
of  these  coils.  The  distance  between  the  coils  a.  When  Oi 
and  dj  are  only  slightly  smaller  than  w  the  leakage  flux  may  be 
assumed  to  cross  the  opening  from  one  side  to  the  other  but  in 
high-voUage  transformers  where  ai  is  much  less  than  to,  a  more 
approximate  expression  for  the  length  of  the  leakage  path  in  air 
may  be  found  by  inspection. 


Hlib  Voltaca  OoU 


Assuming  that  the  two  windings  are  divided  into  the  same 
number  of  coils  =  g,  let  U  be  the  number  of  turns  in  one  primarj- 
coil  carrying  current  h  and  U  be  the  number  of  turns  in  one 
secondary  coil  carrying  current  /a,  then  d/i  =  d/j.  The  leakage 
flux  about  any  coil  may  be  separated  into  two  parts:  (a)  that 
crossing  the  coil,  and  (.b)  that  passing  through  between  the  high- 
and  low-voltage  coils.  One-half  of  the  flux  between  the  coils  is 
assumed  to  surround  each  of  them. 

At  a  distance  y  from  the  inside  of  coil  A  the  m,m,f.  acting  is 
d  /i  ^  and  this  produces  a  flux,  in  the  path  of  section  hdy  and 
length  w,  of  a  value 

■**'  -  ~^' 
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Where  h  is  the  length  of  the  mean  turn  of  the  coil;  this  flux 
surrounds  only  -y-  turns  and  is  equivalent  to  a  flux  d<l>  surround- 
ing  ti  turns,  where 

^*  =  ^*  -d\  =  —ivd;~ 

and  the  flux  equivalent  to  the  total  flux  crossing  the  coil  is 

Jy-0  'i^'di^    Jo  w       3 

The  flux  in  the  path  between  the  coils  is 

0.  = 

w 

and  the  part  of  this  surrounding  coil  A  is 

*'  =  2  ==~ir~  2 

The  total  leakage  flux  surrounding  coil  A  is 

*^  -**  +  **  -  "u>      la  +  2) 

and  the  self-inductance  of  the  coil  is 

£a  =  -V^  = ^  (o^  +  c^)  absolute  units,  if  all  dimensions 

ii  ti?       \3        2/ 

are  in  centimeters. 

Using  inch  units,  the  inductance  of  each  coil  is 

iirtiHi  [di 


£a  = 


w 

or 

4fn-tiHi  [di 


{-^  +  0)2.54  absolute  units, 


L.  =  ^  (I  +  I)  2.54  X  10-»  henry. 


=  3.2  X  10-« 


_.  ti%  (di 


(3'  +  i)  henry. 


w 
If  the  g  coils  are  connected  in  series  the  inductance  of  the  winding 

1.-3.2x10-.^  (t+ 1), 

and  the  reactance  is 

Xx  =  2^fU  =  2t!  X  3.2  X  10-«-^'-  (J+^ff 

=  20.2  X  10-«  /  h^g  ^l  (I  +  0 

=  20.2  X  10- Vy  \  (f  +  ^)  ohms,  (356) 
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where  ni  =  tig  =  total  primary  turns.    The  reactance  is  in- 
versely proportional  to  the  number  of  coil  groups. 
The  reactance  of  the  secondary  winding  is 

X2  =  20.2  X  10-»/^'  '^  (I'  +  I)  ohms.  (356) 

The  reactance  of  a  core-type  transformer  may  be  worked  out  in  a 
similar  way. 


V^ 


^ 


H  > 

t 


Fio.  391. 


Fio.  392. 


FlQ.  393. 
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Fio.  394. 


Fio.  396. 


Fio.  396. 


Fig.  897. 


338.  Design  of  a  Shell-typCi  Water-€ooled  Transformer, 
Single-phase,  60  Cycles,  1,000  kva.,  22,000  to  2,200  Volts  for 
Power  Transmission. — 


Volts  oer  turn  =  Voutput  in  volt-ampereB  ^  Vl,000,00b  ^  ^ 
^  k  26  ' 


Number  of  primary  turns 


22,000 
40 


660,  assume  640.     Make  the  pri- 


mary winding  of  six  coils  four  of  92  turns  and  two  outer  coils  of  86  tumSi 
this  leaves  space  for  extra  insulation  on  the  end  turns  to  take  care  of  strains 
due  to  switching  or  lightning. 

Circular  mils  per  ampere  «  1,000. 

Current  density  «  1,270  amp.  per  square  inch. 

!>-•  *       1,000,000       ._. 

Primary  ciirrent  =     22Q0Q~  ^  amp. 

Section  of  conductor  =  46.4  X  1,000  »  46,400  circ.  mils  «  0.0368  sq.  in. 

Size  of  strip  «  0.6  X  0.08  bare  or  0.616  X  0.096  d.cc. 

Actual  current  density  »  1,170  amp.  per  square  inch. 

Actual  circular  mils  per  ampere  =  1,086. 

Insulation  between  layers  »  2  ply  0.007  fullerboard. 

Thickness  of  coil  «=  di  «  0.616  in. 

Width  of  coil  «  ai  =  0.096  X  92  +  2  X  0.007  X  91  -  10.014  -  10.6  in. 
to  allow  for  warping  (Fig.  398). 

The  end  coils  have  6  ply  0.007  fullerboard  between  turns  1  to  11  and  3  ply 
between  turns  11  to  31  making  the  coil  width  10.6  as  before. 
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Number  of  secondary  turns 


540 
10 


=  64. 


Number  of  secondary  coils  =  6. 
Turns  per  coil  =  18,  connect  coils  in  series  multiple. 
Secondary  current  =  454  amp. 
Current  per  coil  =  227  amp. 
Amperes  per  square  inch  =  1,270  as  in  primary. 
Section  of  conductor  =  0.2  sq.  in.  «=  0.4  in.  X  0.5  in. 
Use  four  strips  0.4  X  0.125  in  parallel  separated  by  1  ply  0.007  fuller- 
board  and  taped  with  half-lapped  tape. 

Insulation  between  layers  »  2  ply  0.007  fullerboard. 


■     .  .  O.g  z  0.06  *" 


^-CSl*-*- 


82  Torn* 


Bish  Yoltage 
OoU  BeotloiL 


0.4  X  0.129 

Tap«  0.0125 
—0.007 
Fuller  Board 

«  Ply  0.007 
'Palter  Boarj 


Low  Voltase 
OoII  Bocttoa 

Fio.  398. 


Thickness  of  low  voltage  coil  =  dt  =  0.425  in. 

Width  of  low  voltage  coil  =  Oj  =  18(4  X  0.125  +  3  X  0.007  +  0.025)  + 
17  X  2  X  0.007  =  10.066. 
Take  the  width  »  10.5  in.  to  allow  for  warping  (Fig.  398). 
Spacing 

H.V.  to  L.V.   =  H  in.  block  +  2  (H)  in.  fullerboard  +  H  in.  block  - 
1.0  in. 

H.V.  to  H.V.  =  H  in.  block +H  in.  fullerboard +M  in.  block  =  %  in. 

L.V.  to  L.V.    =  Ji  in.  block. 

L.V.  to  iron     =  J^  in.  block -hj^^  in.  fullerboard +H  in.  block  =  ^  in. 

H.V.  to  iron    =  1  in.  (Fig.  393). 

H.V.  to  iron  at  top  and  bottom  of  cores  =  Z>  =  4  in.  (Fig.  393). 
ArrangemerU  of  coils  ) 

Opening  in  iron  =  12.5  X  20  [  Fig.  394. 

Size  of  plates  5  X  25  and  5  X  17.5     J 
Flux  density  —  80,000  lines  per  square  inch,  assumed. 

w  -.^     *  ^i  22,000X10*  iKos^iAar 

Flux  required  -#  -  4.44/^^0-^  '^  4.44X60X540  '  ^^'^  ^  ^^  ^'''^• 

Section  of  iron  =  ^ff^-'^l^^  sq.  in.  =  (5+5)X/iX0.9   (Fig.  391). 


412  ELECTRICAL  ENGINEERING 


191 
Height  of  tongue  =  /i  =  IQ  x  0  9  ~  21.2  in. 

(2  75)*        1 
30  X  22.5 -20  X  12.5  -  ^^-V^  X4 1 


Weight  of  iron  =  2 


2 
X21.2X0.9X0.28=  5,538  lb. 

where,  0.28  is  the  weight  of  1  cu.  in.  of  iron  in  pounds. 

Watts  lost  per  pound  =  0.70  (Fig.  389). 

Total  iron  loss  =  0.70  X  5,538  =  3,877  watts. 

3  877 
Core-loss  current  =  /c  =  i^t\Ki\  ~  0.176  amp. 

Volt-amperes  per  pound  =  11.5  (Fig.  389). 

Volt-amperes  at  no  load  =  11.5  X  5,538  =  63,680. 

T-«    ...  ^       63,680       -.       rt  o/% 

Excitmg  current  =  oo(\nr\  =  -'o  =  2.89  amp. 

'         2  89 
Per  cent,  exciting  current  =TFi  X 100 = 6.36  per  cent,  of  full-load  current. 

Magnetizing  current  =  Im  =  Vl^  -/J  =  '\/(2^9)«  -  (0. 176)*  =  2.88  amp. 

3  877 
No-load  power  factor  cos  Oo  =fio  po^  1^  P^r  cent.  =  6  per  cent. 

Primary  exciting  admittance  =  F©  =  V^J  -{-  6j  ~  "W  ~  22  000  ^  ^'^^  ^ 
10-*. 
Conductance  =  (7o  =  "^  =  0*2  qqq  ~  ^'^  X  10~*. 

Susceptance  =  &o  =  ;^  =  22000  "^  ^'^  '^  ^^*' 

Radiating  surface  of  the  iron  =  8,900  sq.  in.  (Fig.  396). 

8  900 
Square  inches  per  watt  iron  loss  =  0^077  ~  2.3. 

Length  of  the  mean  turn  of  high-voltage  winding  =  2K  +  2L  +  irai 
=  117.4  in.  =  9.8  ft.  (Figs.  391  and  395). 

Resistance  of  the  H.V.  winding  at  75°C.  =  fi  =  p  »      ^^^     =  13.2 

9.8  X  540         ,  .^    . 

1  nog  \y  AC  A  ~  1'*^  onms, 
1,085  X  45.4 

Primary  copper  loss  =  hh-i  =  (45.4)»  X  1.42  =  2,940  watts. 

Length  of  the  mean  turn  of  L.V.  winding  =  9.8  ft. 

Resistance  of  the  L.V.  winding  =  *■«  ~  102  ~  0.0142  ohms. 

Secondary  copper  loss  =  /2*rj  =  7i*ri  =  2,940  watts. 

Total  copper  loss  =  5,880  watts. 

Surface  of  each  coil  =  mean  turn  X  width  X  2  =  117.4  X  10.5  X  2 

=  2,470  sq.  in. 
Area  covered  by  spacing  blocks  =  360  sq.  in.  (Fig.  397).  ! 

Radiating  surface  per  coil  =  2,470  -  360  =2,110  sq.  in. 
Radiating  surface  of  H.V.  winding  =  2,110  X  6  =  12,660  sq.  in. 

Square  inches  per  watt  lost  =  "o  040    ~  ^•^' 

Square  inches  per  watt  lost  on  L.V.  winding  =  4.3. 

Total  watts  lost  =  3,877  +  5,880  =  9,757. 

Cooling  coil  surface  required  =  9,757  X  1.0  =  9,757  sq.  in. 
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Diameter  of  pipe  =  1.25  in. 

9  757 
Length  of  pipe  -  i,25X  3.14X12  =  ^^  ^*- 

Diameter  of  case  =  5  ft. 

Length  of  one  turn  of  cooling  coil  »=  3.14  X  5  =  15.7  ft. 

Number  of  turns  of  cooling  coil  =  y^  =  13  turns. 

Efficiency  at  full-load  unity  power  factor  =  i  non  oon  4-  Q  7'>7 

X  100  per  cent.  =  99  per  cent. 

(540)*  X  117  4      1 
Primary  reactance  =  Zi  =  20.2  X  10-«  X  60  X  ^ ^^l '"  ^ 6 


{^+1)^  3.7  ohmB. 


Primary  reactance  drop  =  IiXi  =  45.4  X  3.7  =  168  volts 

=  22000  ><  ^^  "  ^'^^  P®^  ^^^^' 

Q  1  1  "7  A 

Secondary  reactance  =  xj  =  20.2  X  lO"*  X  60  X  (18)»  X  g  X  -jy^ 


(rr^  +  ^)  =  0.035  ohms. 


Secondary  reactance  drop  =  ItXt  —  454  X  0.035  =  15.9  volts 

Y^  X  100  =  0.72  per  cent. 

Total  reactance  drop  =  1.48  per  cent. 

64.5 
Primary  resistance  drop  =  Itri  =  45.4  X  1.42  =  64.5  volts  =  22QOO 

X  100  =  0.294  per  cent. 

6.45 
Secondary  resistance  drop  =  hrt  =  454  X  0.0142  =  6.45  volts  =  22000 

X  100  =  0.294  per  cent. 
Total  resistance  drop  =  0.588  per  cent. 

Regulation  at  unity  power  factor  =  0.588  H ^^^  =  0.6  per  cent. 

Regulation  at  80  per  cent,  power  factor  =  0.588  X  0.8  +  1.48  X  0.6 

^  (148  X  0.8  3^0.588  X0.6)«^  ^  3^  ^^  ^^^ 
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339.  Types  of  Converters. — Converters  are  rotating  machines 
which  change  electrical  energy  from  one  form  to  another.  They 
are  of  several  types: 

1.  A  synchronous  converter  or  rotary  converter  converts  from 
an  alternating  to  a  direct  current  or  vice  versa. 

2.  A  frequency  converter  converts  the  power  of  an  alternating- 
current  system  from  one  frequency  to  another  with  or  without  a 
change  in  the  number  of  phases  or  in  the  voltage. 

3.  A  rotary  phase  converter  converts  from  an  alternating-cur- 
rent system  of  one  or  more  phases  to  an  alternating-current  sys- 
tem of  a  different  number  of  phases  but  of  the  same  frequency. 

The  most  usual  change  is  from 
single  phase  to  polyphase  (see 
Art.  414).  Changes  from  one 
polyphase  S3rstem  to  another  are 
usually  carried  out  by  means  of 
static  transformers  (Art.  318). 

Any  of  these  conversions  can 
be  made  with  motor-generator 
sets. 

340.  Synchronous  Converter. 
— ^The  synchronous  converter  or 
rotary  converter  is  a  combina- 
tion of  a  synchronous  motor  and  a  direct-current  generator.  It 
receives  alternating  current  and  converts  it  into  direct  current. 
The  fields  are  excited  by  a  shunt  winding  connected  between 
the  direct-current  brushes  or  from  a  separate  exciter.  In  some 
cases  a  series  winding  is  added  for  compounding. 

The  armature  winding  is  an  ordinary  directrcurrent  winding 
and  may  be  either  series  or  multiple.  It  is  connected  to  a  com- 
mutator and  taps  are  taken  out  from  it  at  equidistant  points  and 
connected  to  slip  rings.  The  alternating  current  is  delivered  to 
the  slip  rings  either  single-phase,  two-phase,  three-phase  or  six- 

414 


Fig.  399. — Ring-wound  rotary 
converter. 
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jdiase  and  drives  the  annature  as  a  synclironous  motor.  The 
same  armature  conductors  generate  and  carry  the  direct  current. 

Fig.  399  shows  a  ring-wound  bipolar  armature  tapped  for 
single-,  two-,  or  three-phase  currents ;  single-phase  1  to  2  or  3  to  4 ; 
two-phase  1  to  2  and  3  to  4;  three-phase  1  to  5,  5  to  6  and  6  to  1. 

Fig.  400  shows  a  six-circuit  multiple  winding  for  a  six-pole, 
three-phase  rotary  converter  and  Fig.  401  shows  a  two-circuit  or 
series  winding  for  an  eight-pole,  three-phase  converter. 


Flo.  400. — Multiple-drum  winding  for  a  three-phaae  rot&iy  ouuverter. 

In  a  series-wound  armature  the  total  number  of  coils  must  be 
divisible  by  the  number  of  phases  and  in  a  multiple-wound  arma- 
ture the  number  of  coils  per  pair  of  poles  must  be  divisible  by  the 
number  of  phases. 

Six-phase  converters  are  operated  from  three-phase  circuits. 
Practically  all  converters  above  200  or  300  kw.  output  are  now 
built  with  six  collector  rings  and  six  phases.  Three  methods  of 
connecting  the  supply  transformers  are  shown  in  Fig,  370. 

841.  RatioB  of  E.M.Fs.  and  Currents.— With  the  brushes 
fixed  on  the  no-load  neutral  line,  the  direct  and  alternating  e.m.fs. 
generated  in  the  converter  bear  a  definite  relation  to  each  other 
and  one  cannot  be  varied  without  varying  the  other.     At  unity 
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power  factor  the  alternating  and  direct  currents  in  the  armature 
also  bear  a  definite  relation  to  each  other  if  the  current  required 
to  supply  the  converter  losses  is  neglected. 

Since  the  alternating  and  direct  currents  flow  in  the  same  arma- 
ture conductors  and  in  opposite  directions,  the  e.m.f .  consumed  in 
the  armature  is  small  and  the  power  loss  is  small.  In  the  follow- 
ing analysis  these  quantities  will  be  neglected  and  the  alternating 
current  will  be  assumed  to  be  in  phase  with  the  impressed  e.m.f. 


Fig.  401, — Two-circuit,  retrogrvsaivQ  windinE  for  a  thrcc-phaae  rotary  converter. 

This  condition  can  be  obtained  in  practice  by  properly  adjusting 
the  exciting  current. 

Take  first  the  case  of  the  single-phase  converter,  Fig.  402. 

Let  E  =  direct  voltage  of  the  converter. 
/  =  direct-current  output. 
El  =  effective  value  of  the  alternating  supply  voltage, 

whether  single  phase  or  polyphase, 
/i  =  alternating  current  in  the  supply  lines. 
I'  =  alternating  current  in  the  armature  winding. 

The  voltage  between  the  leads  h  and  h  or  between  the  slip 
rings  Ri  and  Ri  is  alternating  and  reaches  its  maximum  value 
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when  li  and  h  are  under  the  brushes  and  it  is  then  equal  to  the 
direct  voltage  of  the  machine.  Therefore,  in  a  single-phase  con- 
verter the  direct  voltage  is  equal  to  the  maximum  value  of  the 
alternating  voltage  and  thus 

E  =  V2Et  (357) 

or 

E.  =  ■^'  (358) 

Neglecting  losses  and  phase  displacements  the  output  of  the  con- 
verter is  equal'to  the  volt-amperes  input  or 

EI  =  £^1/1 

and  the  alternating  current  in  the  line  is 


/i  = 


EI  _  EI 
El         E 


=  V21. 


(359) 


V2 


The  alternating  current  in  the  winding  is 

r  =  ^s 

P 


where  p  is  the  number  of  circuits  in  multiple  through  the  winding. 
In  the  bipolar  machine  in  Fig.  402,  p  =  2  and,  therefore,  • 

^  (360) 


2  2 


V2 


Fio.  402. — Single-phase  converter.      Fig.  403. — ^Two-phase  or  quarter-phase 

converter. 

342.  Two-phase  or  Quarter-phase  Converter. — When  four 
collector  rings  Ri,  Rz,  Rs  and  Raj  Fig.  403,  are  connected  to  four 
equidistant  points  Zi,  I2,  h  and  ^4,  the  machine  is  a  two-phase  or 
quarter-phase  converter.  The  two  voltage*  Ri  to  R2  and  R3  to 
Ra  are  equal  and  are  in  quadrature,  forming  a  two-phase  system; 

27 
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the  four  voltages  Ri  to  Rn,  Rz  to  Ri,  Ri  to  Rt  and  Ri  to  Rt  are 
all  equal  and  form  a  four-phase  or  quarter-phase  syBtem. 

The  voltage  between  lines  or  the  voltage  per  phase  of  the  two- 
phase  supply  is  „         E 

The  voltage  between  adjacent  rings  or  the  quarter-phase  vol- 
tage is  p'   _  j^    _  ^ 
'  ~  Vf  ~  2' 
Assuming  the  volt-amperes  input  two-phai 
direct-current  output,  that  is, 

2EJi  =  EI, 
the  alternating  current  per  line  is 

EI   ^  _B/   ^  J_ 

'-  2E\  E         y/i 

^V2 

The  alternating  current  in  the  winding  is  the  resultant  of  two 
currents  —  =  -^ — 7^  in  quadrature  and  its  value  is  therefore 


/i 


(361) 


(362) 
e  to  be  equal  to  the 


(363) 


■2V2" 


■  V2-V  = 
2V2 


343.  Three^hase  Converter. — With  three  collector  rings  Ai, 
Ri  and  if],  Fig.  404,  connected  to  three  equidistant  points  l\,  U 
and  U  the  machine  is  a  three-phase  converter. 


Fia.  404.— Three-phase  cc 


The  e.m.f.  between  each  of  the  rings  and  the  neutral  point  or 
the  "star"  e.m.f.  is  equal  to  half  of  the  single-phase  volti^.  It 
is  shown  aa  Esia  Fig.  405. 
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The  e.m.f.  between  rings  or  "delta"  e.m.f.  is 

El  =  y/SEs  =  ^^^  =  0M2E. 

The  power  input  is 

y/3Eih  =  3jBs/i  =  SEJ' 

and  is  equal  to  the  output  EI. 
Thus  the  line  current  is 


7i  = 


EI 


EI 


2y/2 


V3Ei       ^/5  VZE 


and  the  alternating  current  in  the  winding  is 

^'        2^  =  0.5457. 


r  = 


Pio.  406. — n-phase  converter. 


Fia.  407. 


(366) 


/  =  0.9437,       (367) 


(368) 


344.  n-phase  Converter. — For  an  n-phase  converter,  Kg.  406 
the  winding  must  be  tapped  at  n  equidistant  points.  The  e.m.f. 
between  each  of  the  rings  and  the  neutral  point  or  the  "star" 
e.m.f.  i3  as  before 

The  e.m.f.  between  rings  or  the  e.m.f.  between  lines  is  the  vector 
difference  between  two  e.m.fs.  Ea  displaced  at  _   radians  (Fig. 


n 


407).    Thus 


E  sin 

El  =  2Es  sin  -  =  —^ 

n         y/2 


n 


(369) 


The  power  input  is 

fiEsIi  =  nEUr 
and  is  equal  to  the  output  EL 
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Therefore  the  alternating  current  in  the  line  is 

EI  EI     ^  2V2 

n 


/i  = 


nE, 


n 


E 
2\/2 


/, 


(370) 


and  the  alternating  current  in  the  winding  is 

EI  EI  V2I 


r  = 


nEi 


E  sin 


IT 

n  sin  - 
n 


(371) 


n- 


V2 


The  values  obtained  above  for  the  e.m.fs.  and  currents  in  single- 
phase,  two-phase  and  three-phase  converters  can  also  be  ob- 
tained by  substituting  the  proper  values  of  n  in  equations  369, 
370  and  371;  single-phase  n  =  2,  two-phase  or  four-phase  n  =  4, 
and  three-phase  n  =  3.    The  results  are  tabulated  in  Fig.  408. 


Type 

Single- 
phaae 
n  -  2 

Three- 
phase 
n  -  3 

Two-phase 

or  f  ouiv 

phase 

n  i-  4 

Six-phase 
n  -  6 

T»-phase 

E.m.f.  between   collector 
rings  or  line  e.m.f.  Ei. . . 

Current  per  line  /i 

Current  in  the  winding  1' 

E 

/ 
V2 

VSE 
2V2 

2\/2/ 
3 

2V2I 
3v/3 

E 
2 

/ 

I 
2 

E 

2V2 

3 

V2I 
3 

^8in- 
V2 

2V2I 
n 

y/2l 

w 

nsin  - 

n 

Fio.  408. 

These  ratios  of  currents  only  hold  on  the  assumption  that  the 
power  factor  is  unity  and  that  the  efficiency  is  100  per  cent. 
The  power  factor  can  be  maintained  approximately  unity  by 
adjusting  the  excitation,  but  the  power  losses  cannot  be  elimi- 
nated and  the  values  of  alternating  current  in  the.  table  must  be 
increased  by  the  small  component  required  to  supply  the  losses  in 
the  machine.  When  the  power  factor  is  not  unity  the  reactive 
or  wattless  components  of  current  must  be  added  to  the  power 
components. 

The  ratios  of  e.m.fs.  are*  the  ratios  of  the  generated  e.m.fs. 
and  can  only  approximately  represent  the  ratios  of  terminal 
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e.m.fs.  since  components  of  e.m.f.  are  consumed  in  the  resistance 
and  reactance  of  the  armature.  The  ratios  also  depend  on  the 
assumption  that  the  alternating  e.m.f.  wave  is  a  sine  wave.  If 
the  wave  is  peaked,  the  ratio  of  the  effective  value  to  the  maxi- 
mum value  is  less  than  —y^  and  the  values  of  the  alternating 
e.m.fs.  must  be  reduced.  If  the  wave  is  flat  topped  the  ratio  of 
effective  to  maximum  value  is  greater  than  — 7^  and  the  values  of 


V2 


the  e.m.fs.  must  be  increased. 


FiQ.  409. 


(?)  Alternatlnc  Cnrrent 

A 


(T)  Alteraatlag  CarrtBt 


Fio.  410. — Current  in  coO  c,  Fig. 
409,  at  unity  power-factor. 


Fio.  411. — Current  in  coil  a,  Fig. 
409,  at  unity  power-factor. 


346.  Wave  Forms  of  Currents  in  the  Armature  Coils. — The 

current  in  any  armature  coil  is  the  difference  between  the  alter- 
nating-current input  and  the  direct-current  output. 

In  Fig.  409,  h  and  h  are  the  two  leads  of  one  of  the  ri-phases  of 
a  converter,  a  is  the  coil  next  to  one  lead  and  c  is  the  coil  in  the 
center  of  the  phase.  The  alternating  e.m.f.  and  the  power  com- 
ponent of  the  alternating  current  in  the  phase  h  to  h  are  maximum 
when  this  section  of  the  winding  is  midway  between  the  brushes 
and  they  are  both  zero  when  the  cenjter  coil  c  is  under  the  brush. 

Fig.  410  shows  the  resultant  of  the  alternating  and  direct 
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currehfe  in  coil  c  during  one  revolution.  The  alternating  current 
is  opposed  to  the  direct  current  and  is  zero  when  the  direct  current 
reverses  as  the  coil  passes  under  the  brush.  The  current  in  the 
center  coil  is,  therefore,  less  than  the  current  in  any  other  coil 
in  the  phase  when  the  power  factor  is  unity. 

Fig.  411  shows  the  current  in  coil  a  next  to  one  of  the  leads. 
The  alternating  and  direct  currents  are  not  directly  opposing  and 
the  resultant  current  is  greater  than  in  the  center  coil  c. 

The  coils  next  to  the  leads,  therefore,  carry  larger  currents  than 
the  coils  in  the  center  of  the  phases  and  they  rise  to  a  higher 
temperature. 

The  worst  condition  of  local  heating  occurs  in  the  coil  next  the 
lead  of  a  single-phase  converter,  Fig.  412.  The  alternating  cur- 
rent has  its  maximiun  value  when  the  direct  current  reverses. 


Alternating  Cnrrent 

® 


dXDirect  Ouren^ 


FxQ.  412. — Current  in  the  coil  next  to 
the  lead  in  a  single-phase  converter. 


Fig.  413.— Current  in  coil  c.  Fi«.  409, 
at  70  per  cent,  power  factor. 


When  the  power  factor  is  not  unity  the  minimum  resultant 
current  will  not  occur  in  the  center  coil  of  a  phase  but  in  a  coil 
displaced  from  it  by  the  angle  of  lag  or  lead  of  the  current.  Fig. 
413  shows  the  current  in  coU  c  when  the  power  factor  is  70  per 
cent,  and  a  component  of  lagging  current  equal  to  the  power 
current  flows  in  the  armature. 

346.  Heating  Due  to  Armature  Copper  Loss. — Take  the  case 

of  a  two-pole,  n-phase  armature.  Fig.  409,  and  use  the  same 

notation  as  before.     In  the  center  coil  c  of  the  phase,  the  direct 

7 
current  is  k  and  the  effective  value  of  the  alternating  current  is 


/'  = 


V2I 


nsm 


n 
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The  instantaneous  value  of  the  alternating  current  is 


i  =  V2rQme  = 


2/ 


sin  6y 


(372) 


nsm 


n 


a.iid  the  instantaneous  value  of  the  resultant  current  is 

to  = 


2/      .     ,       / 
sin  ^  —  o' 

T  ^ 


(373) 


nsm  - 

n 


In  an  armature  coil  d  displaced  by  angle  ff  from  the  center  of 
the  phase  the  alternating  curredt  is 

i  =  V2r  sin  (6  -  /3)  (374) 

a.nd  the  instantaneous  value  of  the  resultant  current  is 

10  = sin  (^  -  j8)  -  H 

n  sm  — 
n 


7 
2 


4  sin  (e  -  /3) 


-  1 


n  sm 


n 


)■ 


(375) 


The  effective  value  of  the  resultant  current  is 


0 


-M^'-'iM 


[4  sin  (e  -  g)       ^« 


n  sm 


^  de 


n 


(376) 


16  sin2(^  -  /3)       8  sin  (d  -  /3) 


2\/ irjo         n'  sin« 


IT 

n 


+  1 


n  sin 


n 


>de 


2v/irJo 


8{  1  -  cos  2{e  -  /3)1       8  sin  {B  -  j8) 


n*  sin*  - 
n 


n  sin  - 
n 


+  1 


d^ 


8 


n*  sin*  - 


n 


d-7 


sin  2{e  -  ff)\ 


^8cos(g-g)^^ 


nsm  - 
n 


0 


/, 

" 

Sir 

16  cos 

t/3 

1 

1 

—  — 

+ 

TT 

— 

•        n 

TT 

« 

'n 

T 

n* 

sm' 

n 

n  sin 

n 

^     I 

"* 

8 


16  cos  0 


n*  sm*  -      n  T  sm 
n  n 


+  1. 


(377) 
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Since  « is  the  current  in  the  coil  when  the  machine  is  operating  as 

a  direct-current  generator,  the  ratio  of  the  power  lost  in  the  coil 
when  operating  as  a  converter  to  that  lost  when  operating  as  a 
direct-current  generator  with  the  same  output  is 


h,= 


h 

2 


8 


16  cos  j8 


n2  sin2  - 
n 


+  1 


(378) 


n  r  sin 


n 


and  this  is  the  ratio  of  the  coil  heating  under  the  two  conditions. 
This  ratio  is  a  maximum  for  the  coil  next  to  the  alternating 


leads  Zi  or  U,  where  /S  =  — ,  and  it  is 


flmAx.    — 


8 


16  cos  — 
n 


n*  sm^  —      nir  sin  — 
n  n 


+  1. 


(379) 


It  is  a  minimum  for  the  center  coil  of  the  phase,  where  /3  =  0, 
and  is 

Ao  = ^ ^^—  +  1.  (380) 

n^  sin*  —       riTT  sin  — 


n 


n 


The  ratio  of  the  total  power  lost  in  the  armature  of  the  con- 
verter to  that  lost  when  the  machine  is  operating  as  a  direct- 
current  generator  with  the  same  output  is  found  by  integrating 

the  ratio  h^  over  one-half  phase  from  j8  =  —  to  /3  =  0  and  taking 

the  average.     It  is 


H 


=  -  (h  dS  =  -  f  ^1 ^~~7 

^Jo     ^  ^  Jo  \n^  sing- 


le cos  /3 


+  1  W. 


mr  sin 


n 


n 

TT 


8/3 


16  sin  /3 


n^  sin^ 


n 


+  ^ 


nx  sm 


n 


n 


__8  _    _16^i 

n^  sin-  - 
n 


(381) 


and  this  is  the  relative  armature  heating  under  the  two  conditions. 
To  get  the  same  loss  in  the  armature  of  a  converter  and  the 
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same  heating  as  in  the  direct-current  generiator,  the  armature 
current  and  the  output  may  be  increased  in  the  ratio  ~7^' 


The  values  of  H  and 


1 


are  tabulated  in  Fig.  414. 


Vh 

for  the  various  polyphase  converters 


Type 


Direct- 
current 
generator 


Single- 
phase 
2 


n 


Three- 
phase 
n  »  3 


Two-phase 
or  four- 
phase 
n  ■»  4 


Six-phase 
n  -  6 


Relative  armature  heat- 
ing /f 

Rating  by  armature  heat- 

''''^'v^ 


1.00 


1.00 


1.37 


0.85 


0.55 


1.34 


0.37 


1.64 


0.26 


1.96 


FiQ.  414. 


For  a  single-phase  converter,  n  =  2,  the  value  of  ~7^  is  0.85, 

and,  therefore,  the  output  of  a  machine  as  a  single-phase  converter 

is  only  85  per  cent,  of  its  output  as  a  direct-current  generator  for 

the  same  temperature  rise. 

1 


For  a  three-phase  converter 


Vh 


=  1.34  and  therefore  the  out- 


put is  34  per  cent,  greater  than  as  a  direct-current  generator. 
For  a  six-phase  converter  the  output  is  increased  96  per  cent. 

These  values  only  hold  if  the  alternating  current  is  in  phase 
with  the  impressed  e.m.f.  When  leading  or  lagging  currents  flow 
in  the  armature  the  heating  is  very  largely  increased  and  the  rating 
must  be  decreased. 

The  reduction  in  rating  due  to  reactive  lagging  or  leading  cur- 
rents may  be  found  as  follows: 

If  the  alternating  current  lags  behind  the  voltage  by  an  angle 
4>,  then,  since  the  ratio  of  the  power  components  of  the  alternating 
and  direct  currents  must  be  the  same  as  before,  the  alternating 
current  input  is  increased  by  the  amount  of  the  reactive  lagging 
current  and  its  effective  value  is 


r  =  - 


\/2/ 


n  sin  -  cos  0 
n 


(382) 
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and  the  instantaneous  value  of  the  resultant  current  in  the  coil 
d  is 

ifi  = ^ sin  (^  -  |3  -  «)  -  ^;  (383) 

n  sin  -  cos  <t> 

n 

its  effective  value  is 


n*  sin*  -  cos*  6  nir  sin  -  . 

n  n 


the  ratio  of  the  power  lost  in  the  coil  of  a  converter  to  that  of  a 
direct-current  generator  is 

h 
I 


Afl  = 


8  16  cos  (/3 +  «)  ^  J  ^33g^ 


2 
and  the  relative  armature  heating  is 


n*  sin*  -  cos*  <t>        nr  sin  -  cos  4> 
n  n 


'^V—  »  n*  sin*  -  cos*  <t> 

n  n 

To  find  the  power  factor  at  which  the  rating  of  the  converter 
is  reduced  to  that  of  the  direct-current  generator,  equate  H  to 
unity  and  solve  for  cos  0. 

Thus, 

^  -  ^  +  1  =  1  and  cos  *  =  —^ ::•  (387) 


n*  sin*  -  cos*  <l>  y/2n  sin  - 

n  n 

When  n  =  3,  cos  <^  =  0.85  and  when  n  =  6,  cos  0  =  0.745; 
therefore  the  rating  of  a  machine  as  a  three-phase  converter  will 
be  the  same  as  when  operated  as  a  direct-current  generator  when 
the  power  factor  is  85  per*cent.  and  the  rating  of  a  machine  as  a 
six-phase  converter  will  be  the  same  as  when  operated  as  a  direct- 
current  generator  when  the  power  factor  is  about  75  per  cent. 

Synchronous  converters  should  be  operated  at  approximately 
unity  power  factor  at  full  load  and  overload. 

347.  Armature  Reaction. — The  armature  reaction  of  a  rotary 
converter  is  the  resultant  of  the  armature  reactions  of  the  machine 
as  a  direct-current  generator  and  as  a  synchronous  motor.  The 
direct-current  brushes  are  usually  placed  on  the  no-load  neutral 
points  and   therefore   the   direct-current   exerts   a  m.m.f.    in 
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quadrature  behind  the  field  m.m.f.  (Fig.  415).  The  power  com- 
ponent of  the  armature  current  in  a  synchronous  motor  exerts 
a  m.m.f.  in  quadrature  ahead  of  the  field  m.m.f.  and  it  is  there- 
fore opposed  to  the  m.m.f.  of  the  direct  current. 

If  Z  is  the  number  of  conductors  on  the  armature  of  a  bipolar 

generator  and  ^  is  the  direct  current  in  each  conductor,  the  arma- 

Z  I 

twre  m.m.f.  is  the  resultant  of  ^  m.m.fs.  of  magnitude  ^   uni- 

formly  distributed  over  the  circumference  of  the  armature  and 


Obord 


Fig.  415. — M.m.fs.  in  a  direct-current  generator. 


Fxo.  417. 


it  is  therefore  less  than  that  of  a  concentrated  winding  in  the 

2 

ratio  -  (Fig.  416).     The  m.m.f.  of  the  direct  current  in  the  arma- 


ture of  a  Converter  is  thus 


Ma  =  ^' 


Z    I    2     'ZI 


(388) 


2    2    n        2t 

in  quadrature  behind  the  field  m.m.f. 

If  the  machine  is  connected  as  an  n-phase  converter,  the  num- 

Z 

ber  of  turns  per  phase  is  ly   and  the  effective  value  of  the  altemat- 


2n 


ing  current  in  each  is 


r  =  - 


V2I 


IT 

n  sm  - 
n 
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and  the  m.m.f.  per  phase  in  effective  ampere-turns  is 

zr       '  zi 


w!  = 


2n 


\/2  w^sin- 
n 


(389) 


These  ampere-turns  are  distributed  over  -th  of  the  circumfer- 


n 


ence  of  the  armature  and  their  resultant  is,  Fig.  417, 


m  = 


ZV    chord      ZV    ^''^^n 


2n 


arc 


2^~2;;^'(^8-'*17)' 


n 


ZI 


V^n^sin- 
n 


2r  sm  - 
n 

2Trr 

n 


ZI 


y/2Tm 
The  maximum  value  of  the  m.m.f.  per  phase  is 

m,  =  V2..  =  ^  ampere-turns. 


(390) 


(391) 


To  find  the  resultant  m.m.f.  of  the  alternating  current  in  the 

armature  it  is  necessary  to  combine  n  m.m.f s.  of  maximum 

ZI  2t 

value  m»  =  —  displaced  in  direction  by  angle  —  and  displaced 

in  phase  by  -th  of  a  period  or  by  angle  — 

In  Fig.  418  phase  1  is  shown  in  the 
position  of  maximum  m.m.f.  if  the 
power  factor  is  unity.  The  direction  of 
the  m.m.f.  is  OB  and  it  is  in  quadrature 
ahead  of  the  field  m.m.f.  If  time  and 
angular  displacement  are  measured  from 
OB,  then  at  time  t  and  angle  6  the  m.m.f. 
of  phase  1  is  m„  cos  B  in  direction  OBj 
and  its  component  in  direction  OB  is  w^  cos*  B. 

At  time  t  the  m.m.f.  of  phase  2  is  rrim  cos  io-\ j  making  an 

angle  id  -{ j  with  OB  and  its  component  in  direction  OB  is 


Fio.  418. — Synchronous 
motor. 


mm  COS 


2 
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The  resultant  m.m.f.  of  the  n  phases  in  the  direction  OB  at 
any  time  t  is 

Ma  =  m«  [cos^e+co8^{e+^)  +  +  +  cos2(6?  +  ^llLnllz^  | 

=  mm  X  n  X  average  (cos)^  =  Wm  ^ 

since  the  average  cos^  is  =  3^. 

The  resultant  m.m.f.  of  the  n  phases  in  the  direction  at  right 
angles  to  OB  or  in  line  with  the  field  m.m.f.  is  zero. 

Therefore  the  resultant  m.m.f.  of  the  alternating  current  in 
the  converter  armature  has  a  constant  value 

IT    •         n      ZI    n      ZI  /onox 

^-  =  "*"2  =  ^-2  =  ar  (3^2) 

and  is  in  quadrature  ahead  of  the  field  m.m.f .  It  is  thus  equal  to 
the  m.m.f.  of  the  direct  current  and  is  opposed  to  it  and  the  re- 
sultant armature  reaction  of  the  direct  current  and  of  the  cor- 
responding power  component  of  the  alternating  current  is  zero. 

The  armature  reaction  due  to  the  power  current  required  to 
supply  the  losses  remains  but  it  is  very  small  and  produces  only 
a  slight  distortion  of  the  flux  in  the  air  gap. 

The  effective  armature  reaction  of  a  six-phase  converter  is 
from  7  to  20  per  cent,  of  that  of  the  corresponding  direct-current 
generator. 

When  the  power  factor  is  not  unity  the  wattless  currents  in 
the  armature  exert  m.m.f s.,  as  in  the  synchronous  motor,  which 
act  in  line  with  the  field  m.m.f.  and  are  either  magnetizing  or 
demagnetizing  but  are  not  distorting. 

Thus  in  the  rotary  converter  there  is  very  little  field  distortion 
or  very  little  shifting  of  the  neutral  points  under  load.  As  a 
result  the  limit  of  overload  set  by  conmiutation  is  much  higher 
than  in  the  direct-current  generator.  This  is  very  important  in 
the  case  of  converters  supplying  railway  loads  where  the  load 
factor  is  usually  below  50  per  cent.  The  overload  capacities  for 
short  periods  must  be  high.  In  some  cases  when  using  interpoles 
momentary  overloads  of  200  per  cent,  are  permitted. 

348.  Control  of  the  Direct-current  Voltage. — ^Since  the  ratio  of 
alternating-  to  direct-current  voltage  is  fixed,  for  a  given  flux 
distribution,  the  direct  voltage  cannot  be  controlled  as  simply 
as  in  the  direct-current  generator.  There  are  three  practicable 
methods  of  control: 
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{a)  Variation  of  the  alternating  voltage. 

(6)  Variation  of  the  direct-current  voltage  by  means  of  a 
direct-current  booster. 

(c)  Variation  of  the  flux  distribution  as  in  the  split-pole 
converter. 

349.  Methods  of  Varying  the  Alternating  Voltage. — The  im- 
pressed alternating  voltage  may  be  varied:  (1)  by  variable  ratio 
supply  transformers;  (2)  by  induction  regulators  in  the  supply 
lines;  (3)  by  introducing  reactances  in  the  supply  lines  and  draw- 
ing lagging  or  leading  currents"  through  them  by  varying  the 
field  excitation  of  the  converter ;  and  (4)  by  a  synchronous  booster. 

The  first  method  has  the  ^disadvantage  of  a  step-by-step 
regulation  and  the  contacts  are  liable  to  be  burned  as  the  circuit 
is  opened  when  changing  from  one  tap  to  another;  the  second 
method  requires  expensive  apparatus  but  gives  very  good  regula- 
tion and  may  be  made  automatic;  the  third  is  inexpensive  and 
is  made  automatic  by  placing  a  series  winding  on  the  converter 
poles.  The  fourth  method  requires  the  use  of  an  additional 
synchronous  machine.  It  is  very  satisfactory  and  is  being  em- 
ployed very  extensively  especially  in  large  installations. 

360.  Compounding  by  Reactance. — When  the  field  current  of 
a  synchronous  converter  is  varied,  reactive  lagging  or  leading 
currents  flow  in  the  armature  and  magnetize  or  demagnetize  the 
field  and  bring  it  back  to  its  former  strength  and  the  direct- 
current  voltage  remains  as  before.  To  vary  the  direct-current 
voltage  the  impressed  alternating  voltage  must  be  varied.  This 
may  be  accomplished  by  introducing  reactance  coils  in  the  supply 
lines  and  placing  a  series-field  winding  on  the  converter  poles. 
The  e.m.f.  of  inductance  lags  90  degrees  behind  the  current; 
thus,  when  the  converter  is  under-excited  a  component  of  current 
lagging  90  degrees  behind  thQ  impressed  e.m.f.  flows  through 
the  reactance  coils,  and  the  e.m.f.  of  inductance  due  to  it  lags 
180  degrees  behind  the  impressed  e.m.f.  and  therefore  opposes 
and  lowers  it.  When  the  converter  is  over-excited  and  a  com- 
ponent of  current  90  degrees  ahead  of  the  e.m.f.  flows  through 
the  reactance,  the  e.m.f.  of  inductance  due  to  it  is  in  phase  with 
the  impressed  e.m.f.  and  raises  it. 

Therefore,  when  reactance  coils  are  connected  in  the  supply 
lines  an  increase  of  the  field  excitation  raises  the  impressed  e.m.f . 
and  so  raises  the  direct-current  voltage,  and  a  decrease  of  the  ex- 
citation lowers  the  impressed  e.m.f.  and  also  the  direct-current 
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voltage.  The  result  is  the  same  as  in  the  direct-current  generator 
but  it  is  produced  in  a  somewhat  different  way. 

The  series  winding  causes  the  direct-current  voltage  to  risQ 
automatically  with  load.  The  excitation  is  so  adjusted  that  at 
light  load  the  converter  is  under-excited  and  the  power  factor  is 
low  and  lagging  while  at  full  load  it  operates  at  a  power  factor  of 
about  98  per  cent,  leading.  This  results  in  only  a  slight  increase 
in  the  heating. 

In  some  cases  the  required  reactance  may  be  provided  in  the 
step-down  transformers  but  in  25-cycle  systems  it  is  difficult  to 
provide  sufficient  reactance  in  this  way. 


▲Itemotiaf 

■     ■ 

Carrent 
Supply 


1   Direct 
Camnt 


CoDwrter 
Field  Rheostat 


Booster 
Field  Rheostat 


Fio.  419. — Synchronous  booster  converter. 


351.  Synchronous  Booster  Converter. — The  synchronous  boos- 
ter converter  is  a  combination  of  an  ordinary  converter  and  an 
alternating-current  generator  on  the  same  shaft  with  the  same 
number  of  poles  and  having  its  armature  winding  connected  in 
series  with  the  converter  armature.  The  excitation  of  the  booster 
is  so  arranged  that  it  can  be  reversed,  and  therefore  the  booster 
voltage  reversed,  giving  a  uniform  voltage  variation  of  double 
the  booster  voltage.  The  booster  may  be  shunt-excited  and  have 
its  voltage  controlled*  by  an  automatic  regulator  or  it  may  be 
series-wound.  Fig.  419  shows  the  diagram  of  connections  for  a 
shunt-excited  booster. 

362.  Direct-current  Booster  Converter. — The  direct-current 
voltage  can  be  varied  by  inserting  a  booster  in  the  direct-current 
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(a)   Maou    do  Voltace 


(C)  AtUiimain  do  Vultace 


circuit.  It  may  be  direct-connected  to  the  converter  or  driven 
by  a  separate  motor.  In  either  case  additional  floor  space  is 
required  and  the  commutator  of  the  booster  must  have  the  same 
current  capacity  as  that  of  the  converter. 

353.  SpUt-pole  Converter. — In  the  split-pole  converter  the 
variation  of  direct-current  voltage  is  secured,  not  by  a  variation 
of  the  impressed  alternating  voltage  but  by  changing  the  shape 

of  the  magnetic  field  so  that  the  total  flux 
and  the  direct-current  voltage  are  changed 
while  the  alternating  voltage  remains  \m- 
changed.  This  is  possible  because  in  three- 
phase  windings  third  harmonics  and  their 
multiples  do  not  appear  in  the  terminal 
voltage. 

If  the  pole  is  made  in  three  parts  the  exci- 
tation of  the  various  parts  may  be  changed 
so  as  to  introduce  a  third  harmonic  in  the 
flux  wave.  With  the  three  sections  equally 
excited  the  flux  wave  is  flat  as  shown  at  (a) 
in  Fig.  420  and  the  direct-current  voltage 
has  its  mean  value.  If  the  excitation  of  1 
and  3  is  increased  while  that  of  2  is  de- 
creased a  third  harmonic  is  produced  in  the 
flux  wave  and  in  the  generated  voltage  but 
will  not  appear  in  the  terminal  voltage  of  the 
three-phase  converter  with  its  taps  at  120  degrees.  The  total 
flux  and  therefore  the  direct-current  voltage  is  increased  in  pro- 
portion to  the  area  under  one-half  wave  of  the  third  harmonic 
flux  (Fig.  420  (6)).  If  the  excitation  of  1  and  3  is  decreased  and 
that  of  2  is  increased  the  flux  and  the*  direct-current  voltage  are 
decreased  as  shown  at  (c).  A  variation  of  the  direct-current 
voltage  of  20  per  cent,  in  either  direction  may  be  obtained. 

The  space  required  for  the  three-part  pole  is  large  and  the  con- 
verter must  be  made  of  large  diameter  to  give  room  for  it. 
Similar  results  can  be  obtained  by  using  a  two-part  pole  but  the 
flux  wave  is  not  symmetrical  and  it  is  more  difficult  to  maintain 
a  suitable  commutating  field,  but  the  machine  has  a  smaller 
diameter  and  is  less  expensive. 

364.  Frequencies  and  Voltages. — ^Converters  are  built  for  25 
and  60  cycles  and  for  voltages  250  and  600  volts.  Some  25- 
cycle  converters  have  been  built  for  1,200  and  1,500  volts,  but 


1 

1 

r 
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where  such  high  direct-current  voltages  are  required  it  is  more 
usual  to  connect  two  converters  in  series  or  to  use  motor-genera- 
tor sets. 

The  design  of  converters  is  similar  to  that  of  direct-current 
generators  and  no  special  difficulties  are  met  in  25-cycle  conver- 
ters up  to  600, volts  but  in  60-cycle  converters  for  600  volts  and 
in  25-cycle  converters  for  1,200  volts,  since  the  number  of  poles 
is  fixed  by  the  frequency  and  the  speed,  it  is  difficult  to  leave 
space  enough  between  direct-current  brushes  for  a  sufficient 
number  of  commutator  bars.  The  bars  must  be  made  narrow 
and  the  number  of  volts  per  bar  is  high  and  the  danger  of  flash- 
over  is  great.  However,  by  increasing  the  commutator  periph- 
eral speed  to  5,500  ft.  per  minute  the  distance  between  neutral 
points  is  satisfactory  and  the  number  of  volts  per  bar  is  reduced 
to  a  safe  value.  Sixty-cycle  600-volt  converters  are  now  giving 
perfect  satisfaction  in  outputs  up  to  2,000  kw.  but  commutating 
poles  are  required  on  all  above  500  kw. 

355.  Ou^uts  and  Efficiencies. — Six-hundred-volt,  25-cycle 
converters  are  built  in  sizes  up  to  4,000  kw.  and  range  in  efficiency 
from  95  to  96  per  cent. ;  600-volt  60-cycle  converters  are  built  up 
to  2,000  kw.  and  with  efficiencies  from  91  to  94  per  cent.  Con- 
verters for  250  volts  are  built  up  to  1,000  kw.  with  efficiencies  of  93 
to  95.5  per  cent,  for  25  cycles  and  90.6  to  94  per  cent,  for  60  cycles. 

366.  Overload  Capacity. — ^Commutating-pole  converters  will 
stand  momentary  overloads  of  100  per  cent,  and  in  special  cases 
of  200  per  cent.  The  armature  reaction  is  much  smaller  than  in 
direct-current  generators  and  therefore  the  interpolea  do  not  re- 
quire so  much  excitation  and  can  be  designed  to  take^are  of  very 
heavy  overloads  without  becoming  saturated. 

367.  Dampers. — Synchronous  converters  should  always  be 
provided  with  damper  windings^ to  prevent  hunting.  A  com- 
plete squirrel-cage  winding  is  used  with  non-interpole  converters 
but  when  interpoles  are  required  separate  grids  are  placed  in  the 
main  pole  faces.  A  short-circuited  winding  surrounding  the  in- 
terpole  would  delay  the  growth  of  flux  in  it  and  so  interfere  with 
commutation. 

368.  Starting. — Synchronous  converters  may  be  started:  (1) 
from  the  alternating-current  end,  (2)  from  the  direct-current  end, 
and  (3)  by  an  auxiliary  induction  motor. 

369.  Alternating-current  Self-starting. — If  low  alternating 
voltage  is  applied  to  the  slip  rings  the  converter  will  start  as  an 
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induction  motor.  The  damper  windings  in  the  pole  faces  act 
as  the  secondary  and  the  rotating  armature  as  the  primary. 
When  it  is  nearly  up  to  synchronous  speed,  it  falls  into  step  as 
explained  in  Art.  277.  The  field  circuit  is  then  closed  and  full 
voltage  impressed.  For  small  converters  one  low-voltage  tap 
only  is  required  but  for  the  larger  ratings  two  starting  taps  are 
brought  out  from  the  supply  transformers. 

While  coming  up  to  speed  alternating  voltages  are  induced  in 
the  field  winding.  Their  magnitude  depends  on  the  ratio  of  field 
turns  to  armature  turns  and  on  the  slip  of  the  rotor  behind  the 
revolving  field,  and  they  disappear  when  synchronous  speed  is 
reached.  To  prevent  dangerous  induced  voltages  in  the  field 
winding  it  is  usually  broken  up  into  a  number  of  sections  during 
starting  by  means  of  a  field  break  up  switch,  or  it  may  be  short- 
circuited. 

The  converter  may  be  brought  up  to  speed  very  quickly  in  this 
way  since  it  does  not  require  to  be  synchronized,  but  there  is  no 
way  of  predetermining  the  polarity  of  the  direct-current  brushes. 
If  the  polarity  is  wrong  the  converter  may  be  forced  to  slip  a  pole 
by  reversing  the  field  switch  while  the  armature  is  still  connected 
to  the  low-voltage  taps.  The  switch  must  then  be  returned  to  its 
original  position. 

When  starting  from  the  alternating-current  end  a  lai^e  current 
at  low  power-factor  is  drawn  from  the  lines  and  it  may  be  objec- 
tionable. 

360.  iDirect-current  Self-starting. — ^Converters  may  be  started 
as  shunt  motors  from  the  direct-current  end  if  suitable  .power 
is  available  in  the  station  but  a  longer  time  is  required  to  put 
them  in  operation  than  with  alternating-current  starting  and 
they  must  be  synchronized.    The  starting  current  is  low. 

361.  Starting  by  an  Auxiliary  Motor. — If  an  induction  motor 
with  a  smaller  number  of  poles  than  the  converter,  and  conse- 
quently a  higher  synchronous  speed,  is  mounted  on  the  same 
shaft  it  may  be  used  as  a  starting  motor.  This  method  requires 
synchronizing  and  thus  takes  considerable  time  but  the  starting 
current  is  small  and  there  is  no  trouble  with  the  polarity.  The 
extra  starting  motor  increases  the  cost  of  the  equipment. 

362.  Brush  Lifting  Device. — When  starting  a  converter  as  an 
induction  motor  the  revolving  armature  flux  induces  voltages  in 
the  coils  short-circuited  by  the  direct-current  brushes  and  spark- 
ing results  but  it  is  not  usually  serious.    In  commutating-pole 
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converters  the  sparking  tends  to  be  very  much  worse  since  the 
reluctance  of  the  path  through  the  short-circuited  coil  is  reduced 
by  the  presence  of  the  interpole  iron  and  therefore  the  flux  and  the  ^ 
induced  voltage  are  increased.  To  prevent  serious  sparking  a 
brush-lifting  device  is  employed  which  raises  all  the  brushes 
except  two  narrow  ones  which  are  required  to  indicate  the 
polarity. 

363.  Bucking  or  Flashing. — Bucking  or  flashing  may  be  the  re- 
sult of  poor  commutating'conditions  causing  bad  sparking  under 
the  brushes,  or  of  high  voltage  between  adjacent  bars;  or  of  low 
surface  resistance  between  adjacent  brushes.  These  causes  are 
usually  all  present  to  a  greater  or  lesser  degree  when  flashing 
takes  place. 

Commutating  ■  conditions  in  converters  are  normally  better 
than  in  direct-current  generators  since  the  resultant  armature 
reaction  is  small ;  but  very  heavy  overloads  may  distort  the  field 
and  cause  sparking;  or  sparking  may  result  from  mechanical  de- 
fects as  wrong  brush  setting,  poor  contact,  high  mica,  etc. 

Comparatively  high  voltage  between  bars  is  the  usual  condition 
in  rotary  converters  since  the  space  between  neutral  points  is 
limited  especially  for  the  higher  frequencies  and  voltages. 

Any  increase  of  impressed  voltage  due  to  disturbances  on  the 
lines  will  increase  the  volts  per  bar  or  a  sudden  increase  of  cur- 
rent, due  to  a  short-circuit,  may  distort  the  field  aAd  increase  the 
voltage  between  certain  bars.  This  tends  to  cause  local  sparking 
between  these  bars.  A  spark  starting  under  the  brush  due  to 
any  cause  may  then  be  carried  round  to  the  next  brush  especially 
if  the  commutator  is  dirty.  Such  a  flash-over,  if  severe,  will 
short-circuit  the  converter  and  cause  it  to  buck,  fall  out  of 
synchronism  and  stop. 

364.  Parallel  Operation. — When  two  or  more  converters  are 
connected  to  the  same  direct-current  bus-bars  they  should  be  sup- 
pUed  from  separate  banks  of  transformers  to  prevent  large  cur- 
rents circulating'between  them  due  to  differences  of  counter  e.m.f . 
or  to  variations  in  the  resistance  of  the  direct-current  brush  con- 
tacts. The  separate  transformer  banks  permit  slight  corrections 
to  be  made  in  the  voltages  of  the  converters. 

366.  Inverted  Converter. — Where  a  small  albernating-current 
load  is  to  be  supplied  from  a  direct-current  system,  a  rotary  con- 
verter may  be  used  as  an  inverted  converter  to  transform  direct 
current  to  alternating  current. 
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The  ratios  of  the  voltages  are  the  same  as  under  normal  oper- 
ating conditions  but  the  ratios  of  the  currents  vary  since  it  is  not 
possible  to  eliminate  or  control  the  wattless  components  of  the 
alternating  current.  These  components  depend  on  the  character 
of  the  load  and  are  not  affected  by  varying  the  exciting  current. 

When  changing  from  alternating  current  to  direct  current  the 
speed  of  the  converter  is  fixed  by  the  frequency  of  the  system  and 
remains  constant.  When  changing  from  direct  current  to  alter- 
nating current  the  speed  is  not  fixed  but  depends  on  the  excita- 
tion and  varies  as  the  field  strength  varies.  When  the  load  is 
inductive  the  wattless  lagging  current  demagnetizes  the  field  and 
so  raises  the  speed  of  the  converter  and  the  frequency  of  the  alter- 
nating current.  This  may  increase  the  lagging  current  and  so 
raise  the  speed  more  until  it  gets  beyond  safe  limits.  The  in- 
verted converter  has  thus  the  two  disadvantages:  (1)  that  it 
tends  to  run  at  dangerous  speeds,  and  (2)  that  it  supplies  a  cur- 
rent of  varying  frequency.  It  must,  therefore,  be  provided  with 
some  means  of  cutting  off  the  load  when  the  speed  rises  above  a 
certain  value  or  with  some  means  of  limiting  the  speed. 
*  If  the  converter  is  excited  by  a  direct-current  generator 
mounted  on  the  same  shaft  any  increase  in  speed  raises  the  exciter 
voltage  at  a  higher  rate  and,  therefore,  the  field  of  the  converter 
is  strengthened  and  the  speed  is  limited. 

Rotary  converters  to  be  used  as  inverted  converters  should  be 
shunt-wound  to  secure  as  constant  a  speed  and  frequency  as 
possible. 

If  two  converters  are  operating  in  parallel  and  the  alternating- 
current  circuit  breakers  of  one  open,  this  converter  will  run  in- 
verted as  a  direct-current  shunt  motor  and  if  it  is  imder-excited 
the  speed  will  rise.  If  it  is  in  a  position  to  supply  alternating 
current  to  a  reactive  circuit  the  rise  in  speed  may  be  serious. 
This  condition  may  be  prevented  if  the  direct-  and  alternating- 
current  circuit-breakers  are  interlocked  or  if  the  direct-current 
breakers  are  provided  with  a  trip  operated  by  a  reverse-current 
relay. 

366.  Double-current  Generator. — If  mechanical  power  is  sup- 
plied to  drive  a  rotary  converter  it  can  be  used  as  a  double-current 
generator  to  supply  direct  current  from  the  commutator  and 
alternating  current  from  the  slip  rings. 

The  two  currents  in  this  case  flow  in  the  same  direction  in  the 
armature  conductors  and  the  losses  are  increased  and  the  anna- 


CONVERTERS  437 

ture  reaction  is  the  sum  of  the  reactions  due  to  the  two  currents. 
The  voltage  regulation  is,  therefore,  poorer  than  in  the  converter. 

367.  Three-wire  Generator. — The  three-wire  direct-current 
generator  is  similar  in  construction  to  a  single-phase  or  quarter- 
phase  rotary  converter.  It  is  used  to  supply  a  three-wire  system 
with  from  220  to  280  volta  between  outer  wires  and  from  110  to 
140  volts  between  each  of  the  outer  wires  and  the  neutral  wire. 

In  order  to  obtain  a  point  at  a  potential  midway  between  the 
potentials  of  the  direct-current  brushes  special  transformers  called 
compensators  are  used.  They  have  a  single  winding  tapped  at 
the  center  and  are  connected  by  means  of  slip  rings  across  points 
on  the  armature  winding  180  electrical  degrees  apart  (Fig.  421). 
The  neutral  wire  of  the  system  is  connected  to  the  central  point 
of  the  compensator  and  its  potential  is  maintained  almost  mid- 
way between  Ihe  potentials  of  the  outer  wires.  When  more  than 
one  compensator  is  used  the  center  points  of  all  the  compensators 
are  joined  together  before  being  connected  to  the  neutral  wire 
(Fig.  422). 


Fio.  421. — Threo-wire  geoeralof  with      Flo.  422. — Three-wire  Eenerator  with 
a  siDgle  compGnBDUir.  two  compenBators. 

In  some  cases  the  compensators  are  connected  directly  to  the 
armature  windings  and  rotate  with  it  and  their  neutral  points  are 
connected  and  brought  out  to  a  single'  slip  ring. 

The  voltage  between  the  termihals  of  the  compensators  is 
alternating  and  when  the  loads  on  the  two  sides  of  the  three-wire 
system  are  equal  and  no  current  flows  in  the  neutral  wire  the  only 
current  in  the  compensator  is  the  very  small  exciting  current. 

When  the  loads  are  unequal  the  unbalanced  current  Ik  flows  in 
the  neutral  wire  as  shown  in  Fig.  421.  On  reaching  the  com- 
pensator it  divides  into  two  parts  which  flow  through  the  winding 
and  up  to  the  positive  brush  by  the  path  of  least  resistance. 
Since  the  current  in  the  neutral  wire  is  a  directniurrent  the  react- 
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ance  of  the  compensator  does  not  oppose  it.  and  the  only  voltage 
drop  is  that  due  to  resistance. 

The  actual  amount  of  current  carried  by  the  various  sections 
of  the  armature  winding  is  very  dif&cult  to  calculate  and  it  varies 
from  instant  to  instant  due  to  the  change  in  the  relative  positions 
of  the  direct-current  brushes  and  the  compensator  connections. 
The  average  current  carried  by  each  half  of  the  compensator 

...        .    ly 
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The  unbalancing  of  the  currents  in  the  sections  of  the  armature 
winding  produces  an  unbalancing  of  the  armature  reactions  and 
results  in  a  slight  unbalancing  of  the  voltages  between  the  neutral 
point  and  the  brushes.  With  two  or  more  compensators,  Fig. 
422,  this  unbalancing  is  reduced  due  to  the  mpre  even  distribu- 
tion of  the  current. 
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FiQ.  423. — Parallel  or^ration  of  three-wire  generators. 


Machines  can  be  designed  to  give  a  regulation  of  2  per  cent, 
or  less  with  an  unbalanced  load  of  25  per  cent. 

With  this  system  the  voltages  on  the  two  sides  cannot  be  regu- 
lated independently  and  the  flexibility  of  the  three-wire  system 
supplied  by  tjsvo  generators  in  series  is  lost,  but  there  is  a  corre- 
sponding gain  in  space  and  cost  of  machines. 

The  capacity  required  in  the  compensators  is  small.    With  25 
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per  cent,  unbalancing  of  the  loads  the  required  compensator 
capacity  is  less  than  10  per  cent,  of  the  generator  capacity. 

368.  Parallel  Operation  of  Three-wire  Generators. — Fig.  423 
shows  the  diagram  of  connections  for  parallel  operation  of  two 
oompound-wound  three-wire  generators,  which  are  provided  with 
interpoles. 

The  series  windings  must  be  divided  into  two  groups,  one  on 
either  side  of  the  system,  and  two  equalizer  connections  are  re- 
quired. Half  of  each  interpole  winding  must  be  connected  on 
one  side  of  the  system  and  half  on  the  other.  In  the  case  of  the 
eeries-field  windings  it  is  sufficient)  to  supply  the  south  poles  from 
one  side  and  the  north  poles  from  the  other. 

To  connect  No.  2  in  parallel  with  No.  1  bring  it  up  to  speed  and 
close  switches  Si,  Si,  thus  exciting  its  series  windings,  adjust  the 
voltage  by  means  of  the  shunt-field  rheostat  R,  close  S2,  Si  and 
finally  close  the  neutral  switch  St. 

Circuit-breakers  B,  B  with  overload  and  reverse-current  trip 
coils  should  be  connected  on  each  side  to  protect  the  machines. 

369.  Frequency  Converters. — Frequency  converters  are  used 
where  power  is  transmitted  at  25  cycles  and  is  required  by  the 
consumer  at  60  cycles  or  where  two  systems  of  diflferent  fre- 
quencies are  to  be  linked  together  in  a  high-voltage  network. 
The  most  usual  form  of  frequency  converter  is  a  synchronous 
motor-generator  set,  a  25-cycle  motor  direct-connected  to  a  60- 
cycle  alternator.  The  numbers  of  poles  on  the  two  machines 
must  be  in  the  ratio  of  25  to  60.  When  a  10-pole  motor  is  used  the 
alternator  must  have  24  poles  and  the  speed  is  fixed  at  300  r.p.m. 

When  frequency  converters  are  to  be  operated  in  parallel  they 
must  be  synchronized  on  both  the  25-cycle  and  60-cycle  ends. 
If  the  motor  is  synchronized  first  there  is  only  one  chance  in  five 
that  the  alternator  is  in  synchronism,  while  if  the  alternator  is 
synchronized  first  there  is  only  one  chance  in  twelve  that  the 
motor  is  in  synchronism. 

If  the  motor  is  synchronized  and  it  is  found  that  the  generator 
is  out  of  synchronism  the  circuit  must  be  opened  and  the  motor 
allowed  to  slip  back  a  pair  of  poles  at  a  time  until  the  correct 
position  is  reached. 

When  linking  up  two  systems  by  a  frequency  converter,  the 
converter  must  be  connected  to  one  of  them  and  then  the  second 
system  brought  up  to  the  position  of  synchronism. 

The  induction  frequency  converter  is  discussed  in  Art.  415. 
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370.  Mercury  Vapor  Rectifier. — A  rectifier  acts  as  an  electric 
valve  allowing  current  to  flow  through  it  in  only  one  direction 
and  it  may  therefore  be  used  to  rectify  an  alternating  current, 
that  is,  to  change  it  to  a  uni-directional  current. 

The  mercury  vapor  rectifier,  which  is  used  very  largely  to  con- 
vert alternating  current  to  direct  current  for  charging  storage 
batteries,  suppljdng  arc  lamps  and  many  other  purposes,  is  shown 
in  Fig.  424(a).  It  consists  of  an  exhausted  bulb  B  which  has  two 
projections  on  its  sides  containing  the  positive  terminals  or  anodes 
A  and  A'  which  are  made  of  graphite,  and  two  projections  on  the 
bottom  containing  mercury;  C  is  the  negative  terminal  or  cathode 
and  /S  is  a  third  anode  used  only  for  starting.  The  lai^  upper 
space  in  the  bulb  is  the  cooling  chamber  in  which  the  mercury 
vapor,  which  has  been  heated  by  the  passage  of  electricity,  is 
condensed  and  from  which  it  falls  down  into  the  cathode  again. 

The  two  anodes  are  connected  to  the  terminals  of  the  trans- 
former TT'  and  the  load  circuit  is  connected  between  the  center 
point  of  the  transformer  and  the  cathode  C  in  series  with  the 
sustaining  coil  F. 

The  operation  of  the  rectifier  depends  on  the  fact  that  current 
can  pass  through  the  tube  in  one  direction  only,  from  either  of 
the  anodes  to  the  cathode,  and  it  can  only  pass  in  this  direction 
after  an  arc  has  been  formed  at  the  cathode  in  such  a  direction 
as  to  make  the  mercury  negative.  In  the  opposite  direction  the 
tube  is  a  very  good  insulator  and  a  difference  of  potential  of 
thousands  of  volts  would  be  required  to  produce  a  current.  The 
starting  arc  is  produced  by  impressing  a  voltage  between  the  two 
mercury  terminals  C  and  S  through  the  starting  resistance  rs 
and  tipping  the  tube  until  the  mercury  forms  a  bridge  and  closes 
the  circuit.  Current  then  passes  and  when  the  circuit  is  opened 
by  raising  the  tube  to  the  vertical  position  an  arc  is  formed  and 
the  cathode  is  said  to  be  excited.  If  at  this  instant  either  of  the 
anodes  is  at  a  higher  potential  than  the  cathode,  current  will 
fiow  from  it  and  will  continue  to  flow  so  long  as  the  difference  of 
potential  is  greater  than  the  counter  e.m.f .  of  the  rectifier.  When 
the  terminal  T  of  the  supply  transformer  is  positive,  current 
flows  from  it  to  A  through  the  tube  to  C,  through  the  sustaining 
coil  F  and  load  circuit  to  the  terminal  0.  When  the  voltage 
reverses  and  T  becomes  negative,  T^  becomes  positive  and  cur- 
rent flows  from  it  to  A'  through  the  tube  to  C  and  through  the 
coil  F  to  the  terminal  0. 
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If  therewercnodropof  voltage  in  the  rectifier  the  current  wave 
would  be  the  same  shape  as  the  voltage  wave  and  in  the  load  cir- 
cuit it  would  vary  from  zero  to  a  positive  maximum.  There  is, 
however,  a  drop  of  voltage  of  from  14  volts  to  25  volts  in  the  com- 
mercial rectifier,  which  remains  approximately  constant  inde- 
pendent of  the  load,  and  if  the  sustaining  coil  were  left  out  of 
the  circuit  the  current  through  the  bulb  would  drop  to  zero  as 
BOon  as  the  potential  of  T  had  fallen  below  the  counter  e.m.f,  of 
the  rectifier  and  load  circuit  and  would  remain  at  zero  until  the 
potential  of  T'  rose  to  a  value  greater  than  this  counter  e.m.f. 
In  the  meantime  the  cathode  would  have  lost  its  excitation  and 


Pia.  424.— Siniile-phftH 


(6) 
mercury  vapor  rectifier. 


the  tube  would  have  to  be  tipped  again  before  any  current  could 
flow.  To  prevent  the  current  in  the  tube  from  falling  to  zero 
and  so  to  insure  continuous  operation  the  reactance  coil  F  is 
introduced.  Its  action  is  as  follows:  While  current  is  flowing 
from  T  energy  Lb  stored  in  the  magnetic  field  of  the  coil  and  when 
the  potential  of  T  becomes  too  low  to  force  the  current  against 
the  counter  e.m.f.  of  the  converter  the  coil  discharges  its  stored 
energy  and  maintains  the  current  until  the  potential  of  T'  rises 
and  current  flows  from  it  to  the  load.  The  effect  of  the  sustain- 
ing coil  is  therefore  to  spread  out  the  two  halves  of  the  current 
wave  so  that  they  overlap  and  produce  in  the  load  circuit  a  direct 
current  with  only  a  slight  pulsation  (Fig.  424(fc)) 

37L  Currents  and  Voltages. — The  voltage  is  controlled  by  a 
regulating  reactance  connected  in  the  alternating-current  supply 
circuit  and  in  the  ordinary  rectifiers  the  direct  voltage  ranges 
from  20  to  52  per  cent,  of  the  alternating  voltage  while  the  alter- 
nating current  ranges  from  40  to  66  per  cent,  of  the  direct  current. 

Rectifiers  are  designed  for  direct  currents  of  10,  20,  30  or  40 
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amp.  and  oan  be  built  to  operate  on  any  required  voltage  and 
any  frequency. 

372.  Losses  and  Efficiency. — Since  the  counter  e.m.f.  of  the 
rectifier  is  approximately  constant  independent  of  the  load,  the 
power  losses  vary  directly  as  the  current  instead  of  as  the  square 
of  the  current.  Neglecting  the  losses  in  the  sustaining  coil  and 
regulator  the  efficiency  of  the  rectifier  is  constant  at  all  loads  and 
is  higher  the  higher  the  voltage.  Values  up  to  80  per  cent,  are 
reached  with  rectifiers  supplied  from  a  220-volt  alternating-cur- 
rent circuit  and  deUvering  110  volts  direct  current. 

The  power  factor  of  the  rectifier  is  hig;h  and  under  ordinary- 
conditions  may  be  assumed  to  be  about  90  per  cent. 

373.  Three-phase  Rectifier. — The  three-phase  rectifier,  Fig. 
425,  does  not  require  any  sustaining  coil  since  the  voltage  waves 
of  the  three  phases  overlap  and  there  is  therefore  no  tendency  for 
the  load  current  to  fall  to  zero  and  allow  the  cathode  to  lose  its 
excitation.  It  must,  however,  be  started  in  the  same  way  as  the 
single-phase  rectifier. 
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Fig.  426. — Hot-cathode  half-wavo  rectifier. 


Fio.  427. — Hot-cathode  full- 
wave  rectifier. 


374.  Hot-cathode  Argon-filled  Rectifier. — ^Another  type  of 
rectifier  suitable  for  low-voltage  large-ciurent  circuits  has  been 
developed  recently,  which  depends  on  the  principle  that  current 
can  fiow  from  a  cold  to  a  hot  electrode  but  not  in  the  reverse 
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direction  (^Fig.  426).  The  rectifier  consists  of  a  glass  bulb  filled 
with  argon  gas  with  a  graphite  anode  mounted  on  a  heavy 
tungsten  lead  and  two  tungsten  cathodes.  One  cathode  A  is 
used  for  starl^ing  and  the  other  B  for  operating.  Cathode  A  is 
similar  to  the  filament  of  a  tungsten  lamp  and  is  excited  from  a 
40-watt  transformer  which  raises  it  to  a  very  high  temperature 
and  heats  the  operating  cathode  B.  If  the  bulb  is  connected  in 
series  with  a  battery  or  other  load  across  an  alternating-current 
supply  only  one-half  of  each  alternating  wave  can  pass.  If 
required,  two  half-wave  rectifiers  may  be  combined  in  one,  Fig. 
427,  and  both  halves  of  the  alternating  wave  passed  through  to 
the  battery.  Fig.  426(6)  and  Fig.  427(6)  show  the  methods  of 
connecting  the  half-wave  and  full-wave  rectifier  in  the  circuit. 
The  current  may  be  regulated  by  a  resistance  in  series  as  shown 
or  by  means  of  an  auto-transformer  in  the  supply  circuit. 

In  rectifiers  for  very  small  currents  it  is  necessary  to  keep  the 
exciting  cathode  in  operation  at  all  times  but  with  larger  currents 
it  is  only  required  for  starting.  When  the  exciting  cathode  is 
used  continuously  the  loss  in  it  and  in  the  supply  transformer  is 
offset  by  a  low  energy  loss  in  the  arc  between  the  electrodes.  The 
arc  drop  in  this  case  is  from  4  to  8  volts  while  without  the  exciting 
electrode  it  is  10  to  14  volts. 

The  rectifier  will  start  on  voltages  as  low  as  20  volts,  and  it 
is  used  principally  for  charging  small  storage  batteries. 


CHAPTER  XII 

ft 

INDUCTION  MOTOR 

376.  Induction  Motor. — Fig.  428  shows  an  induction  motor 
of  the  squirrel-cage  type.  It  consists  of  two  main  parts,  the 
primary  or  stator  and  the  secondary  or  rotor.  The  stater  is 
exactly  similar  to  the  armature  of  a  synchronous  motor.  The 
rotor  which  takes  the  place  of  the  rotating  jSeld  member  of  the 
synchronous  motor  is  not  excited  by  direct  current  but  has  cur- 
rents induced  in  it  by  transformer  action  from  the  stator;  thus 


Fig.  428. — Induction  motor. 


the  transfer  of  power  from  the  stator  to  the  rotor  is  similar  to 
the  transfer  of  power  from  the  primary  to  the  secondary  in  a 
transformer.  The  rotor  is,  however,  free  to  move  and  there  is  an 
air  gap  in  the  magnetic  circuit  and  therefore  the  magnetizing 
current  is  large,  the  leakage  reactances  are  large  and  the  power 
factor  is  low. 

376.  The  Stator. — The  primary  or  stator  consists  of  a  winding 
carried  in  slots  on  the  inner  face  of  a  laminated  iron  core.     The 
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nrinding  is  similar  to  an  alternator  or  synchronous  motor  winding 
and  the  coils  are  connected  in  groups  according  to  the  number  of 
phases  and  poles,  one  group  per  phase  per  pair  of  poles. 

The  stator  is  supplied  with  polyphase  alternating  currents  and 
a  revolving  m.m.f,  ia  produced  similar  to  the  m.m.f.  of  armature 
reaction  in  an  alternator,  which  produces  a  magnetic  field  re- 
volving at  a  constant  speed  called  the  synchronous  speed  of  the 
motor. 

In  Fig.  429,  (a)  represents  the  stator  winding  of  a  two-pole, 
two-phase  induction  motor,  [b)  the  currents  supplied  to  the  two 


Flo.  429.— Revolving 


two-pole,  two-phase  induotioi 


phases  and  (c)  the  fluxes  produced  by  the  resultant  stator  m.m.f. 
at  the  points  (1),  (2),  (3)  and  t4)  of  the  cycle. 

The  windings  start  at  Si  and  Sj  and  finish  at/i  and  ft  respec- 
tively, A  positive  current  is  one  which  enters  at  si  or  a*  and  a 
negative  current  is  one  which  enters  at/i  or/j. 

Referring  to  Fig.  429(c)  it  is  seen  that  the  north  pole  makes  one 
complete  revolution  in  the  anti-clockwise  direction  while  the 
current  in  phase  1  passes  through  one  cycle. 

Fig.  430(a)  represents  the  stator  of  a  two-pole  -three-phase 
induction  motor,  430(b)  the  currents  supplied  and  430(c)  the 
fluxes  corresponding  to  the  points  (1),  (2),  (3)  and  (4)  on  the 
cycle.  The  north  pole  as  before  makes  one  revolution  during 
one  cycle. 
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Fig.  431(a)  represents  the  stator  of  a  four-iiole,  two-phase 
inductioD  motor,  (&)  the  curreate  supplied  and  (c)  the  fluxes 
produced. 


Fio.  431. — Revolving  m.m.f.  and  flux  id  a  four-pole,  two-phase  induction  motor. 


Fig.  432(a),  (&)  and  (c)  represent  a  similar  set  of  coBditions 
for  a  four-pole,  three-phase  stator. 

Id  Fig.  431(c)  and  Fig.  432(c)  it  is  seen  that,  while  the  current 
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goes  through  one  cycle,  the  revolving  field  turns  through  the  angle 
occupied  by  one  pair  of  poles. 

If  the  stator  winding  has  p-poles,  the  revolving  field  turns 

360  2 

through  — Trt  degrees,  that  is,  through  -  of  one  revolution  during 

one  cycle  of  the  current. 

If  the  frequency  of  the  supply  is/  cycles  per  second  the  revolv- 
ing field  makes  —  r.p.s.  or r.p.m.    The  synchronous  speed  of 

an  induction  motor  is,  therefore, 


V       120/ 

N  =  -     -  r.p.m. 

P 


(393) 


Fig.  432. — Revolving  ni.ixi.f.   and  flux  in  a  four-pole,   three-phase  induction 

motor. 


377.  Revolving  Magnetomotive  Force  and  Flux  of  the  Stator. 
— In  Fig.  433,  OX  is  the  direction  of  the  m.m.f.  of  phase  1  of  the 
two-phase  motor  in  Fig.  429  and  its  value  at  any  instant  is 

nil  =  ni/»  sin  (d  +  90)  =  nJm  cos  0, 

where  rti  is  the  number  of  turns  per  phase  and  ii  =  /«  sin  (6  + 
90)  is  the  current  in  phase  1. 

At  the  same  instant  the  m.m.f.  of  phase  2  is 


where 


m2  =  njtn  sin  6,  in  direction  OYy 

ii  =  Im  sin  d  is  the  current  in  phase  2. 
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The  i-esultant  m.m.f.  of  the  two  phases  is 

m  =  y/nii^  +  m^  =  ni/m  Vcos^  d  +  sin^  d  =  nj.^ 

and  makes  an  angle  d  with  the  OX  axis. 

The  resultant  m.m.f.  is,  therefore,  constant  in  value,  being 
equal  to  the  maximum  m.m.f.  of  one  phase,  and  it  revolves  at 
synchronous  speed  in  the  anti-clockwise  direction. 


m«nilM  Coi  B 


m«—|-n^Iai  Ooa  9 


Fio.  433. 


Fio.  434. 


This  constant  m.mj.  acting  on  a  path  of  constant  reluctance 
produces  a  field  of  constant  strength  revolving  with  the  m.m.f. 
and,  therefore,  revolving  at  synchronous  speed  relative  to  the 
winding  of  the  stator.  The  flux  linking  with  each  phase  of  the 
stator  is  an  alternating  flux  which  reaches  its  maximum  when 
the  current  in  the  phase  is  maximum  and  is  therefore  in  phase 
with  it. 

Figs.  430(a),  (6)  and  (c)  represent  respectively  the  winding  of  a 
three-phase,  two-pole  stator,  the  currents  supplied  and  the 
m.m.fs.  produced.  Fig.  434  shows  the  m.m.fs.  of  the  three 
phases  as  vectors. 

The  currents  are: 


lyn  COS  0,  in  phase  1, 

Im  cos  [B  —  120),  in  phase  2, 

Im  COS  {6  —  240),  in  phase  3. 


INDUCTION  MOTOR  449 

The  m.m.f.  of  phase  1  is  ni/«,  cos  Q  in  direction  OA, 
The  m.m.f.  of  phase  2  is  rii/m  cos  {B  —  120)  in  direction  OB, 
The  m.m.f.  of  phase  3  is  nj^^  cos  (^  —  240)  in  direction  OC. 
The  resultant  m.m.f.  in  the  horizontal  direction  is 

mx  =  ni/«  cos  6  +  nj^  cos  (^  —  120)  cos  120  +  njm  cos  {B  -  240) 
cos  240 

—  njA  cos  ^  —  i^(cos  ^  cos  120  +  sin  B  sin  120) 

—  s  (cos  B  cos  240  +  sin  B  sin  240) 
3  3 


The  resultant  m.m.f.  in  the  vertical  direction  is 
mr  =  ni/«  {cos  (^  -  120)  sin  120  +  cos  (^  -  240)  sin  240} 

=  ni/» 


^    (cos  ^  cos  120  +  sin  B  sin  120)  -  -^  (cos  ^  cos  240 


2  " '  ^*"^™ — /        2 

+  sm^sin240) 

=  ni/m  -2~  V3  sin  ^  =  2  ^i^«  ^in  ^. 

The  resultant  m.m.f.  of  the  three  phases  is 

m  =  y/mx^  +  my^  =  ^nj^  Vcos*  ^  +  sin«  ^  =  %nj.m 

and  makes  an  angle  B  with  the  OX  axis. 

The  resultant  m.m.f.  is,  therefore,  constant  in  value  being 
equal  to  ^  times  the  maximum  m.m.f.  of  one  phase  and  it  re- 
volves at  synchronous  speed. 

This  constant  m.m.f.  produces  a  field  of  constant  strength 
revolving  at  synchronous  speed.  The  revolving  field  links  suc- 
cessively with  the  windings  and  generates  e.m.fs.  in  them.  The 
flux  linking  with  any  phase  is  maximum  when  the  current  in  that 
phase  is  maximum  and,  therefore,  the  flux  and  current  are  in 
phase. 

If  a  four-pole  stator,  Fig.  431,  had  been  chosen  instead  of  the 
two-pole  stator,  the  m.m.fs.  of  the  two-phase  windings  would 
have  been  combined  at  45  degrees  instead  of  90  degrees  and  the 
resultant  m.m.f.  and  flux  would  not  remain  constant  but  would 
pulsate  four  times  during  each  revolution.  The  flux  threading 
any  phase  would,  however,  still  vary  according  to  a  sine  law  and 
would  be  in  phase  with  the  current  in  that  phase. 
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To  reveree  the  direction  of  rotation  of  a  two-phase  induction, 
motor,  it  is  necessary  to  reverse  one  phase  only. 

To  reverse  a  three-phase  motor  any  two  leads  may  be  inter- 
changed. ' 

378.  The  Rotor. — The  secondary  or  rotor  is  made  in  two 
forms:  {a)  the  wound  rotor,  and  (6)  the  squirrel-cage  rotor.  The 
wound  rotor  consists  of  a  laminated  iron  core  with  slots  carrying 
the  winding,  which  must  have  the  same  number  of  poles  as  the 
stator  winding  but  may  have  a  different  number  of  phases.  It  is 
usually  wound  for  three  phases  and  the  ends  of  the  windings  are 
brought  out  to  slip  rings  so  that  resistances  may  be  inserted  in  the 
windings  for  starting  and  the  terminals  short  circuited  under 
running  conditions. 


Fio.  435. — Squirrelniage  rotor. 

The  squirrel-cage  rotor  winding  consists  of  a  number  of  heavy 
copper  bars  short-circuited  at  the  two  ends  by  two  heavy  brass 
rings.  Fig.  435.  The  construction  is  very  n^ged  and  there  is 
nothing  to  get  out  of  order. 

When  the  rotor  with  its  closed  windings  is  placed  in  the  revolv- 
ing magnetic  field  produced  by  the  stator  currents,  the  flux  cut8 
across  the  conductors  on  the  rotor  and  generates  e.m.fs.  in  them. 
Currents  flow  in  the  rotor  equal  to  the  e.m.fs.  divided  by  the  rotor 
impedances.  These  currents  reacting  on  the  magnetic  field 
produce  torque  and  the  rotor  revolves  in  the  direction  of  the  field. 
At  no  load  the  rotor  runs  almost  as  fast  as  the  field  and  very  small 
e.m.fs.  and  currents  are  induced  in  its  conductors.  When  the 
motor  is  loaded  the  rotor  lags  behind  the  field  in  speed  and  lai^ 
currents  are  induced  to  give  the  required  torque. 

379.  Slip. — The  difference  between  the  synchronouB  speed  or 
speed  of  the  stator  field  and  the  speed  of  the  rotor  is  called  the 
slip  and  is  expressed  as  a  per  cent,  of  synchronous  speed. 
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A  six-pole,  60-cycIe  motor  has  a  synchronous  speed 

.,       120  X  60       -  «^^ 

N  = X =  1,200  r.p.m. 

If  the  speed  of  the  rotor  at  full  load  is  1,176  r.p.m.,  the  slip  is 

The  slip  at  full  load  varies  from  2  to  5  per  cent,  in  motors  designed 
for  constant  speed. 

The  rotor  speed  may  be  expressed  as 

S  =  (l-  8)N  r.p.m.  (394) 

380.  Magnetomotive  Force  of  the  Rotor. — The  frequency  of  the 
e.m.fs.  and  currents  induced  in  the  rotor  windings  at  a  slip  s  is  sf 
ii  f  is  the  frequency  of  the  e.m.fs.  impressed  on  the  stator. 

The  polyphase  currents  in  the  rotor  windings  produce  a  re- 
sultant m.m.f .  revolving  relative  to  the  rotor  at  a  speed = 

sN  r.p.m.  But  the  rotor  itself  is  revolving  at  a  speed  S  = 
(1  —  «)  N  r.p.m.  and  therefore  the  rotor  m.m.f.  is  revolving 
at  a  speed  sN  +  {1  •-  s)  N  =  N,  that  is,  at  the  same  speed  as 
the  stator  m.m.f.  The  two  m.m.fs.  are  therefore  stationary  rela- 
tive to  each  other  and  they  are  nearly  opposite  in  phase  as  in  the 
transformer. 

381.  Electromotive  Force  and  Flux  Diagram  for  the  Induction 
Moto!r. 

Let     fi  =  stator  resistance  per  phase. 

Li  =  stator  self-inductance  per  phase. 
Xi  =  2^/Li  =  stator  reactance  per  phase. 
Zi  =  -\/ri*  +  Xi^  =  stator  impedance  per  phase. 
r%  =  rotor  resistance  per  phase. 
Li  ==  rotor  self-inductance  per  phase. 
.Xt  =  27r/L2  =  rotor  reactance  per  phase  at  standstill. 
8x%  =  2jrsfLi  =  rotor  reactance  per  phase  at  slip  s. 
Z'%  =  V^riHKx^  =  rotor  impedance  per  phase  at  standstill. 
Zi  =  ^/r2^  +  8^X2^  =  rotor  impedance  per  phase  at  slip  s. 
In  Rg.  436 

El  =  the  e.m.f.  impressed  on  one  phase  of  the  stator. 
/i  =  the  current  in  one  phase  of  the  stator.    Ji  =  Im  +  /'• 
Im  =  the  magnetizing  current  in  one  phase  of  the  stator. 
r  =  the  load  current  in  one  phase  of  the  stator. 
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«!    = 

$1  = 


$1.  = 


the  current  in  one  phase  of  the  rotor:  1 2  =  — /',  where 

the  turns  per  phase  per  pair  of  poles  on  the  stator, 
the  turns  per  phase  per  pair  of  poles  on  the  rotor, 
the  flux  per  pole  Unking  one  phase  of  the  stator  which 
would  be  produced  by  the  current  7i  acting  alone. 

the  part  of  ^1  which  crosses  the  gap  and  links  with  one 
phase  of  the  rotor.    $1^  =  vi^i,  where  vi  is  a  constant. 


Fig.  436. — Ciirrents,  fluxes  and  e.m.fs.  in  an  induction  motor. 

$iL  =  the  part  of  ^1  which  does  not  cross  the  gap,  but  is  the 
leakage  flux  of  self -inductance  of  the  stator. 
#2  =  the  flux  per  pole  Unking  one  phase  of  the  rotor,  which 
would  be  produced  by  the  current  Jj  acting  alone. 

^20  =  the  part  of  $2  which  crosses  the  gap  and  links  with  one 
phase  of  the  stator.    ^20  =  ^2*2,  where  1^2  is  a  constants 
*2L  =  the  part  of  ^2  which  does  not  cross  the  gap,  but  is  the 
leakage  flux  of  self -inductance  of  the  rotor. 
^g  =  the  actual  flux  per  pole  crossing  the  gap  and  Unking 
with  one  phase  of  both  stator  and  rotor;  it  is  the  result- 
ant of  ^ig  and  ^2a. 
#,  =  actual  flux  per  pole  Unking  one  phase  of  the  stator  it;  is 
the  resultant  of  ^g  and  #il. 
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$r  =  the  actual  flux  per  pole  linking  one  phase  of  the  rotor; 
it  is  the  resultant  of  ^g  and  ^jl. 
-Ely  =  the  back  e.m.f.  generated  in  one  phase  of  the  stator  by 

the  flux  ^g. 
E\L  =  the  e.m.f.  of  self-inductance  generated  in  one  phase  of 

the  stator  by  the  leaka^ge  flux  ^il-  .  Eus  =  I iXi. 
Et  =  the  back  e.m.f.  generated  in  one  phase  of  the  stator  by 

the  flux  ^,.     E,  is  the  resultant  of  Eig  and  J&il. 
El  =  the  e.m.f.  impressed  on  one  phase  of  the  stator.     It 
must  be  exactly  equal  and  opposite  to  E^  if  the  stator  Re- 
sistance drop  /  if  1  is  neglected.     This  drop  is  of  the  order 
of  2  per  cent,  at  full  load. 

Since  Ei  is  constant,  E,  and  $«  must  be  constajit. 
E2g  =  the  e.m.f.  generated  in  one  phase  of  the  rotor  by  the 

fin 

flux  <^g.    Eig  =  8—Eig  =  sE^,  where  E^  is  the  e.m.f. 

which  would  be  generated  in  one  phase  of  the  rotor  by 
the  flux  ^g  at  standstill. 


Fia.  437. 

EiL  =  the  e.m.f.  of  self-inductance  generated  in  one  phase  of 

the  rotor  by  the  leakage  flux  ^^l-     E2L  —  si 2X2. 
Er  =  the  e.m.f.  generated  in  one  phase  of  the  rotor  by  the 
flux  ^r.    Er  is  the  difference  between  E^g  and  E^l  and  is 
equal  to  I^rz.    It  is  in  phase  with  the  rotor  current  I2 
and  lags  90  degrees  behind  the  flux  ^r- 

As  the  induction  motor  is  loaded  the  end  d  of  the  vector  $1  fol- 
lows a  circle  passing  through  /  and  having  its  center  on  of  pro- 
duced (Fig.  437). 
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382.  Proof  that  the  Locus  is  a  Circle. — From  d  draw  dk  at 
right  angles  to  fd  to  cut  of  produced  in  k.  Then  the  semicircle 
fdk  is  the  locus  of  d. 

In  the  triangles  aob  and  fdk 

L  oab  =  Z  fdk,  being  right  angles, 
<  oba  =  Z  dfk, 


therefore 


and 


f_k^fd^       fd       ^      fd 
ob      ab      oc  —  c6      oh  —  db 


„       obXfd      vi'of  Xvtoh        .      viVi  . . 

fk  =    £ — ^v  =  — ~ £-  =  of'  z =  a  constant 

oh  —  CO        oh  —  ViViOh  1  —  vi^j 

since  of  is  constant. 

Therefore  the  locus  of  d  is  a  circle  described  on  the  diameter /fc. 

383.  Magnetomotive  Force  Diagram. — Since  the  magnetic 
circuit  of  the  machine  is  not  saturated  by  the  fluxes  ^«  and  ^r,  the 
flux  diagram,  Fig.  437,  may  be  replaced  by  the  m.m.f .  diagram, 
Fig.  438. 

nJi  =  total  m.m.f.  of  the  stator  per  phase. 
nj'  =  m.m.f.  of  the  load  component  of  stator  current. 
tiiJjr  =  m.m.f.  of  the  magnetizing  current. 
nJi  =  m.m.f.  of  the  rotor  per  phase;  it  is  equal  and  opposite 
to  nj\ 


Fxo.  438. — M.m.f.  diagram.  Fio.  439. — Stator  current  diagram. 

384.  Stator   Current  Diagram. — ^The  m.m.f.   diagram.   Fig. 
438,  may  be  replaced  by  the  stator  current  diagram,  Fig.  439. 

/i  =  total  current, in  one  phase  of  stator.    /i  =  /jf  +  /'. 
Im  =  magnetizing  current  in  one  phase  of  stator. 
/'  =  load  component  of  current  in  one  phase  of  stator. 

Til 
h  =  current  in  one  phase  of  rotor.    I2  =  —/'. 
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fd^I=^  — 1 2  =  load  component  of  stator  current  per  phase 

and  represents  the  rotor  current  per  phase. 

To  obtain  an  expression  for  the  diameter  of  the  circle,  consider 
the  special  case  where  the  motor  is  at  standstill  and  the  rotor  and 
stator  resistances  are  both  zero. 

A 


^^ 1^ 

0    /  It 

Eta 


jLNr, 





Eu 


E« 

Fio.  440. — Induction  motor  at  standstill. 

Referring  to  Fig.  440 

El    ^    Et    =    E\g    +    /iXl, 

and 

therefore, 

E,  =  /,xi  +  (^ '  rx2 

if  the  magnetizing  current  Im  is  neglected  in  comparison  with  the 
load  component  of  stator  current  /'. 

This  value  of  /'  is  represented  by  fk  and  is  the  diameter  of  the 
circle.     Its  value  is 

The  diameter  of  the  circle,  therefore,  varies  directly  as  the 
impressed  e.m.f.  and  inversely  as  the  sum  of  the  reactances  and 
therefore  as  the  frequency  of  the  supply. 

Thus  as  the  motor  is  loaded  the  end  d  of  the  vector  representing 
the  stator  current  follows  a  semicircle  of  diameter 

El 
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386.  Rotor  Electromotive  Force  and  Current — The  e.m.f. 
generated  in  one  phase  of  the  rotor  at  slip  ^  by  the  flux  ^g  is 

Eig  =  8K<^gj  where  Jf  is  a  constant, 

=  sEz,  where  E^  =  K<^g  id  the  e.m.f .  which  would 
be  generated  in  the  rotor  at  standstill  by  the  flux  ^g.  Et  does 
not  remain  constant  as  the  motor  is  loaded,  since  the  flux  ^g  does 
not  remain  constant  but  decreases  about  30  per  cent,  from  no  load 
to  standstill  when  the  rotor  is  locked  and  slip  is  unity.  Up  to 
full  load  ^g  and  E2  may  be  considered  to  remain  constant. 
The  impedance  of  the  rotor  at  slip  «  is 

Z2  =  Vri^  +  s^Xi^  (369) 

The  rotor  current  is 

sEi  sEi 


U  = 


^2      VriHp"s^ 
The  rotor  power  factor  is 

r2 


(397) 


cos  B%  = 


(398) 


Fio.  441. 


386.  Rotor  Input — The  power  transferred  from  the  stator  to 
the  rotor  per  phase  is  the  product  of  the  back  voltage  E'^  gener- 
ated in  the  stator  by  the  flux  ^g,  the  load  component  of  the 
stator  current  I'  and  the  cosine  of  the  angle  between  them;  it  is 

Pr  =  ET  cos  ^2  (see  Fig.  441)  (399) 


but 


and 


E'  =  E,g  =  "^  E2; 
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therefore, 

Pr  =  ET  cos  $2  =  —  E%~  I2  cos  ^2  =  Eil2  cos  O2.     (400) 

Thus  the  power  mput  to  the  rotor  per  phase  is  the  product  of  the 
e.m.f.  which  would  be  generated  in  the  rotor  by  the  flux  ^g  at 
standstill  and  the  power  component  of  the  rotor  current. 
The  total  power  input  to  the  n  phases  of  the  rotor  is 

Pr  =  fiEJt  cos  ^2  (401) 

387.  Rotor  Copper  Loss  and  Slip. — The  power  consumed  by 
the  rotor  copper  loss  per  phase  is 

72V2  =  S-B272  cos  $2,  (402) 

and  for  the  n  phases  it  is 

Lr  -  nJ2V2  =  nsE2l2  cos  $2*  (403) 

OT        xt_       X-    rotor  copper  loss      Lr      8nE2li0O8  62  /Ar,A\ 

Shp  =  the  ratio 7 — ^—l —  =  »"  =  -eTt Z"  =  ^-  (^W) 

^  rotor  mput  Pr      n^2i  2  cos  62 

388.  Rotor  Output — The  roW  output  per  phase  is 

p  ==  Pr  —  1 2^1  =  E2I2  cos  ^2  —  8E2I2  cos  ^2 
=  (1  -  s)  E2I2  cos  $2  (406) 

and  the  total  rotor  output  is 

p  =  np  =  n(l  -  8)  E2J2  cos  ^2  watts  (406) 

n(l  -  s)  E2I2  cos  $2 ,  ^  /  .^^x 

= yjg n.p.  (407) 

From  equations  (401)  and  (406)  the  rotor  output  is 

P=(l-s)Pr^^Pr 

and  it  is  equal  to  the  rotor  input  multiplied  by  the  rotor  speed  in 
per  cent,  of  synchronous  speed. 

389.  Torque. — ^If  T  is  the  torque  in  Ib.-ft.  the  output  may  be 

expressed  as 

_  27rST  , 

~  33,000    P* 
Thus  the  torque  is 

_,  _  n  (1  —  g)  Ejlt  cos  Ot  ^  33,000  _  -  ^k  "^«^«  cos  Ot 
■^ 746  ^  "2;^  ~  -S 


1-8 

=  7.05  §  =  7.05  i?t?LBPH*  lb.-ft.  (408) 

N  sync,  speed 
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The  torque  of  an  induction  motor  is  usually  expressed  not  in 
pounds-feet  but  in  synchronous  watts,  that  is,  in  terms  of  the 
power  which  would  be  developed  at  synchronous  speed. 

The  torque  in  synchronous  watts  is 


eync.  watts 


=  FX 


N 


s  ^■ 


Pr^ 


(409) 


and  it  is  equal  to  the  power  input  to  the  rotor. 

390.  Rotor  Efficiency. — Ne^ecting  all  losses  except  the  rotor 
copper  loss  the  rotor  efficiency  is 


n(l  —  s)  EJ^  cos  ^2 


i/r  =  w  100  per  cent.  =  — ^^ =ri ;i 100  per  cent. 

Pr  nEJt  cos  ^2 


=  (!  —  «)  100  per  cent.  =  ^  100  per  cent. 


(410) 


that  is,  the  rotor  efficiency  is  equal  to  the  rotor  speed  in  per  cent, 
of  synchronous  speed  and,  therefore,  the  efficiency  of  an  induction 
motor  is  always  less  than  the  speed  in  per  cent,  of  synchronous 
speed. 

391.  Modification  of  Diagram. — ^When  an  induction  motor  is 
running  without  load,  a  current  /o  flows  in  each  phase  of  the 
stator  which  has  two  components.  Fig.  442,  Im  the  magnetizing 
current  90  degrees  behind  the  impressed  e.m.f.  £i,  and  Ip  the 
power  component  in  phase  with  Ei. 


0 


n. 


_      0  a 

¥iQ.  442.       Fio.  443. — Circle  diagram  of  an  induction  motor. 


The  product  nE\Ip  (where  n  is  the  number  of  phases)  is  the 
power  required  to  supply  the  no-load  losses.  These  are  the  iron 
loss  and  a  small  copper  loss  in  the  stator  and  the  friction  and 
windage  losses  of  the  rotor.  The  iron  loss  in  the  rotor  may  be 
neglected  since  the  rotor  frequency  is  low. 
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The  current  required  to  supply  the  stator  losses  has  no  cor- 
responding component  in  the  rotor,  but  the  power  to  overcome 
the  friction  and  windage  losses  must  be  transferred  from  the 
stator  to  the  rotor  and  therefore  requires  a  current  in 
the  rotor. 

As  the  motor  is  loaded  and  slows  down  the  stator  iron  loss  re- 
mains nearly  con^ant,  the  friction  and  windage  losses  decrease 
and  the  rotor  iron  loss  increases.  At  standstill  the  friction  and 
windage  losses  are  absent  but  the  rotor  iron  loss  is  large  since  the 
rotor  frequency  is  the  same  as  the  stator  frequency.  The  iron 
friction  and  windage  losses  are  therefore  considered  to  remain 
constant  and  the  small  component  of  rotor  current  required  to 
supply  the  friction  and  windage  losses  is  neglected. 

The  diagram,  Fig.  439,  must  therefore  be  changed  to  Fig.  443 
by  the  addition  of  Ip  the  power  component  of  the  stator  current 
per  phase  at  no  load. 

The  diameter  of  the  circle  is  raised  through  the  distance  of  = 
Ip  and  of  now  represents  not  the  magnetizing  current  Im  but  the 
no-load  current  7o  =  y/Iu^  +  Ip^- 

If  08  represents  the  stator  current  per  phase  at  standstill  and 
8w  is  its  power  component,  then,  since  there  is  no  output,  the 
power  input  is  consumed  by  the  losses.  Therefore,  input  = 
losses  =  nEiSW]  constant  losses  ==  nEJp  =  nEiVW  and  copper 
losses  =  nEiSV  =  n(7'Vi  +.  /2V2). 

The  stator  copper  loss  is  taken  as  n/'Vi  because  the  stator  cop- 
per loss  at  no  load  is  included  in  the  constant  losses.  It  is  there- 
fore assumed  that  ZiVi  =  ZoVi  -h  7'Vi  -|-  which  is  approximately 
correct  up  to  full  load. 

Divide  ^  at  <  so  that  st  :tv  =  72V2  : 1'^i,  then,  stator-load 
copper  loss  =  nEitv  and  rotor  copper  loss  =  nEisL 

Join  ft  and  from  d  any  point  on  the  circle  to  the  left  of  s  draw 
drwpqr  perpendicular  to  the  diameter  fk.  It  is  to  be  shown 
that  mp  is  the  stator  current  required  to  supply  the  rotor  copper 
loss  for  a  rotor  current  represented  by  fd  and  that  pg  is  the  cur- 
rent to  supply  the  corresponding  stator  load  copper  loss. 

The  rotor  copper  loss  is 

n/aVs  =  nl^ryr^  =  KF^  =  Kfd    =  Kifq   -h  '^d) 

=  KX  fqifq  +  qk)  =  K  X  fq  X  D  =^  fq  X  a  constant, 
since  K  and  D  are  both  constants. 
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Therefore  the  rotor  copper  loss  is  proportional  to  fq;  but 

mp  __  8t        mp   _^    st 

Iq  ~  fv'  °'  W*  ~  JW' 

and  since  st  represents  the  rotor  copper  loss  for  a  current  fs,  mp 
represents  the  rotor  copper  loss  for  a  current  /d. 

Similarly  pq  represents  the  stator  copper  loss  for  stator  cur- 
rent fd. 

392*  Interpretatioii  of  Diagram. — At  any  value  of  stator  cur- 
rent od  =  Ii,  Fig.  443. 

nEi  dr  =  stator  input  in  watts, 

nEi  qr  =  constant  losses, 

fiEi  pq  =  stator  copper  loss, 
fiEi  mp  =  rotor  copper  loss, 
fiEi  dm  =  rotor  output  in  watts  =  mechanical  load, 

— ^  =  power  factor, 

dm       ^  . 
-J-  =  efficiency, 

mp  __  rotor  copper  loss  __    ,. 

dp  ~       rotor  input       ""      *^' 

dm  _  rotor  output  _       actual  speed       —  ^  —  i  _ 

dp        rotor  input        synchronous  speed       N 

The  torque  corresponding  to  output  nEi  dm  is 

^      nEidm  ^      33,000     ,,      *  i  rx       i- 

T  =      ^.^     X  ^    .  r  lb.  at  1  ft.  radius. 

746  27r  (r.p.m.) 

At  synchronous  sf>eed  this  torque  would  represent  an  output 

N  dv 

nEidm  X  o"  =  nEidm  X  V-  =  nEi  dp  watts  =  rotor  input. 
o  am 

The  torque  in  synchronous  watts  is  equal  to  the  watts  input  to 
the  rotor  =  nEi  dp. 

At  standstill  the  torque  in  synchronous  watts  is  nEiSt  and 
represents  the  starting  torque  of  the  motor. 

The  maximum  value  of  torque  in  synchronous  watts  is  nBi  X 
maximum  value  of  dp. 

The  maximum  output  in  watts  is  nEi  X  maximum  value  of  dm. 
For  average  25-cycle  motors,  starting  torque  is  one  and  one-half 
to  two  and  one-half  times  full-load  torque;  starting  current  is  six 
to  eight  times  full-load  current;  and  maximum  running  torque  is 
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two  and  one-half  to  three  and  one-half  tiines  full-load  torque. 
For  60-cycle  motors,  starting  torque  is  one  to  one  and  one-half 
times  full-load  torque;  starting  current  is  five  to  six  times  full-load 
current;  and  maximum  running  torque  iatwo  to  two  and  one-half 
times  full-load  torque. 

393.  Construction  of  Diagram  from  Test  for  a  Three-phase 
Motor. — 1.  Run  the  motor  light  at  rated  voltage  and  rated  fre- 
quency. Read  impressed  voltage,  current  and  watts  input 
-Bi,  /o  and  TT©. 

lo  —  of  on  the  diagram, 
i^  ^  t  =  qf  =  ««,  on  the  diagram. 

2.  Lock  the  rotor  and  impress  reduced  voltage  and  raise  it  until 
twice  full-load  current  flows  in  the  stator.  Read  impressed  vol- 
tage, current,  watts  input  and  torque,  El,  /l,  Wl  and  Tl.  To 
get  the  value  of  locked  cxu'rent  at  rated  voltage,  raise  the  values 
of  II  in  the  ratio  Ei  :  Ez^  To  get  the  values  of  locked  watts  and 
locked  torque  at  rated  voltage,  raise  the  values  of  Wl  and  Tl  in 
the  ratio  -Bi*  :  E^K  To  get  accurate  results  for  the  circle  diagram 
it  is  better  to  reduce  the  values  of  watts  and  torque  to  terms 
of  power  current  per  phase.  This  is  done  by  dividing  the  values 
of  Wl  and  Tl  by  VSEl. 

Plot  on  a  base  of  impressed  voltage, 

Wr  ^- 

(1)   /.,     (2)  -^,     (3) 


V^El        V^El 

These  three  loci  should  be  straight  Unes  passing  through  the 

origin  and  can  be  produced  until  they  cut  the  ordinate  at  the 

rated  voltage  of  the  motor. 

The  following  results  are  obtained. 

Value  of  II  at  rated  voltage  =  os  on  the  diagram. 

W 
Value  of  —y--^  at  rated  voltage  =  «ti7  on  the  diagram. 

3.  Measure  the  resistance  of  the  stator  per  phase  =  ri.  Then 
the  stator  copper  loss  locked  at  rated  voltage  is  3  oa*  n  watts 

and      r-      =  vt  on  the  diagram. 
V  3-01 

The  rotor  copper  loss,  locked  at  rated  voltage,  is  -y/SEi  X  st 

and  is  known  since  st  =  sw  —  wv  —  vt. 
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The  rotor  copper  loss  also  represents  the  starting  torque  in- 
synchronous  watts  and  therefore  if  Ti  is  the  value  of  Tl  at  rated 
voltage 

fi  X  2y  X  (sync,  speed  r.p.m.)  ,      , ,         ,  \/3^i  X  st 
33,000  ^  ^       ^"*         746 

The  circle  diagram  can  be  drawn  in  from  the  values  obtained 
above. 

The  motor  has  been  assumed  to  be  F-connected  and  the  vol- 
tage El  is  the  line  voltage. 

394.  Test  of  an  Induction  Motor. — The  following  readings 
were  obtained  from  tests  on  a  30-hp.,  440-volt,  60-cycle,  three- 
phase  star-connected  induction  motor,  having  eight  poles  and  a 
synchronous  speed  of  900  r.p.m. 

Resistance  of  stator  between  terminals  at  normal  operating 
temperature  =  0.50  ohms. 

Resistance  of  stator  per  phase  =  ri  =  0.25  ohms. 


Running  Saturation  ok 

NO-LOAD 

Test 

ImpreMed 
e.in.f.  '  E 

Exciting  current  • 
/a 

- 

Watts  input  -  ITo 

550 

23.0 

2,920 

480 

15.8 

1,760 

440 

14. Q 

1,475 

405 

12.5 

1,350 

380 

10.9 

1,250 

290 

7.8 

890 

i^OCKRI) 

Test 

Impressed 
e.m.f.  —  El 

SUtor 
current  «-  II 

Watts  input* 
-  Wl 

Starting 

torque  —  Tl 

lb.-ft. 

,Wl 
VI  El 

Tl 
Vzbl 

307.5 

121.0 

32,100 

145 

60.3 

0.271 

276.5 

108.5 

25,400 

120 

53.2 

0.261 

257.5 

100.0 

21,000 

99 

47.3 

0.244 

233.5 

88.0 

16,500 

84 

40.9 

0.207 

201.5 

74.0 

11,650 

60 

33.2 

0.170 

164.0 

59.0 

7,350 

35 

25.9 

0.124 

440.0 

170.0 

61,000 

297.5 

81.0 

0.390 
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These  values  are  plotted  in  Fig.  444  agaioBt  impressed  e.mi. 
and  the  values  at  440  volts  are  obtained  by  producing  the  curves. 

The  loci  of  It,  "/^p'  *nd    ^-,  are  straight  lines  passing  through 

the  origiii. 

With  line  voltage  E  =  440,  the  impressed  voltage  per  phase  = 

V3       V3 


JIEi 


At  No  Load. 
Stator  current  or  exciting  current  =  In  =  14,0  amp,  =  o/ 

(Fig,  445). 
Watts  input  =  1^0=  1,475  =  iron  loss  +  friction  and  wind- 
age losses  and  these  are  assumed  to  be  constant. 
Wo  1,475 


-  0.137 


=  13.7  per  cent. 
In-phase  current  =  Ip  =  Iq  cos  $o  =  1.93  amp.  =  fa  ~ 


Magnetizing  current  =  /a  =  V^o*  —  Ip*  =    yl4*  —  1.92   = 
13. S  amp.  =  oa. 
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Rotor  Locked. 
Stator  current  ==  II  =  170  amp.  =  oa. 
Watts  input  =  Wl  =  61,600  =  constant  losses  +  stator  cop- 
per loss  +  rotor  copper  loss. 

Wl  61,600 


Power  factor  =  cos  Or  = 


=0.476 


VSEIl      VS  X  440  X  170 
=  47.6  per  cent. 
In-phase  component  of  stator  current  =  II  cos  0l  =  81  amp. 


=  sw. 
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FiQ.  445. 


Quadrature  component  of  stator  current  =  II  sin  Bl  =  149 

amp.  =  oto. 
Stator  copper  loss  =  3/Vi  =  3  X  170*  X  0.25  =  21,700 

21,700 


watts,  represented  by  the  current  b)  = 


amp. 


\/3X440 


=  28.4 


Rotor  copper  loss  =  61,600  -  1,475  -  21,700  =  38,425,  rep- 
resented by  the  current  at  =  — 1=^ — 77-  =  50.5  amp. 

\/3  X  440 

The  points  0,  /,  a,  «,  i,  v  and  w  are  therefore  fixed  and  the  circle 
may  be  drawn  in,  as  shown  in  Fig.  445. 

The  starting  torque  at  440  volts  =  0.39  X  VS  X  440  =  297.5 
Ib.-ft.  and  the  corresponding  output  at  synchronous  speed  = 

^tNT      2  X  3.14  X  900  X  297.5      ^,  ,  u  «.i  s/ 

SpOO  = Wm ^  ^^  synchronous  hp.  =  51  X 

746  =  38,046  synchronous  watts  =  rotor  input  =  rotor  copper 
loss  and  should  agree  with  the  value  38,425  above.  This  serves 
as  a  check  on  the  circle. 
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For  full-load  output  of  30  hp.  the  vertical  intercept  between 

the  circle  and  the  line  fs  must  be  the  required  in-phase  current 

30  X  746  ^^ 

=»     /-      ^z  =  29.3  amp.  =  dm.    /The  full-load  point  d  is  thus 

fixed  and  the  corresponding  stator  Current  ==  7i  =  od  =  40  amp., 

dr         L 
power  factor  =  cos  ^i  =  -3  =  0.8625  =  86.25   per   cent.,  effi- 
ciency 17  =  ^100  per  cent.  =  84.3  per  cent.,  speed  =  S  =  -r-  X 
sync,  speed  =  0.9275  X  900  =  835  r.p.m.,  and  the  slip  =  «  = 
^  =  0.0725  =  7.25  per  cent. 

At  one-half  load,  I\  =  23  amp.,  cos  6\  =  75  per  cent.,  tj  =  84.0 
per  cent.,  S  =  870  r.p.m.,  s  =  3.3  per  cent. ;  at  one  and  one-half 
load,  1 1  =  65  amp.,  cos  ^1  =  85.5  per  cent.,  17=  77.5  per  cent., 
S  =«  779  r.p.m.,  s  =  13.4  per  cent. 

Maximum  torque  or  pull-out  torque  is  represented  by  the  maxi- 
mum intercept  between  the  circle  and  the  linefl  =  73.6  amp.  = 
73.6  X  VS  X  440  =^5B,XgK)  sync,  watts  =  440.0  Ib.-ft.  The 
slip  for  maximum  torque  is  36.4  per  cent. 

Maximum,  output  or  stalling  load  is  represented  by  the  maxi- 
mum intercept  between  the  circle  and  the  line/s  =>  57.6  amp.  = 
57.6  X  \/3  X  440  =  44,000  watts  =  58.9  hp.  and  the  corre- 
sponding slip  is  24.4  per  cent. 

396.  Analysis  by  Rectangular  CoSrdinates. — Using  the  method 
of  rectangular  coordinates  called  the  symbolic  method  the  per- 
formance characteristics  of  an  induction  motor  can  be  determined 
if  the  constants,  of  the  motor  are  known. 

Let 

Y  =  g  —  jb  ^  stator  exciting  admittance  per  phase  at  rated 

voltage. 
^1  -  ri  +  jxi  =  stator  impedance  per  phase. 
?i  —  rt+  J8X2  =  rotor  impedance  per  phase  at  slip  a. 

Assume  that  the  ratio  of  turns  is  ni  :  ns  =  1  : 1  and  take  as  real 
axis  of  coordinates  the  e.m.f .  generated  in  the  stator  by  the  flux 
of  mutual  inductance.  The  quantities  used  refer  to  one  phase 
of  the  stator  and  the  corresponding  phase  of  the  rotor. 

E'  =  e.m.f .  generated  in  the  stator. 
Ei  =  E'  =  e.m.f.  generated  in  the  rotor  at  standstill. 
sEt  =  e.m.f.  generated  in  the  rotor  at  slip  s. 

These  three  e.m.fs.  lie  along  the  real  axis. 

30 
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The  following  equations  show  the  relations  between  the  various 
e.m.fs.  and  currents  at  slip  s. 
Rotor  current: 

where 

Stator  load  current: 

r  =  h^E'{ax-jat).  (413) 

Stator  exciting  current: 

/o  =  ET  -E'{g-  jb.)  (414) 

Total  stator  current: 

/i  =  r +/o  =  -B'{  (ai  +  (;)->  (a2  +  6) }  =  £'(6i  -  jfe.)  (415) 

where  6i  =  ai  +  gf  and  62  =  fla  +  &  (416) 

E.m.f.  impressed  on  the  stator: 

^i  =  E'  +  h?i  ^E'  +  E'  (61  -  jb^)(u  +  jxi) 

=  J?'{(1  +  biri  +  62X1)  +  i  (61X,  -  62ri)  =  5'  (ci  +  jc,) 

(417) 

where  Ci  =  1  +  bi^i  +  62X1  and  d  =  61X1  —  62^  (418) 

The  constant  absolute  value  of  the  impressed  e.m.f.  is 

El  =  E'  Vci*  +  C2^  (419) 

Thus  the  e.m.f.  generated  in  the  stator  is 

E'  =     ,—1 .  '  (420) 

Substituting  this  value  for  E^  in  the  equations  above  the  abso- 
lute values  of  the  various  quantities  as  slip  s  can  be  obtained. 
Rotor  current: 

J2  =  r  =  E'  a/oTT^*  =  Ei  ^^^^aD-  «»'  (421) 

VCl*  +  C2* 

Exciting  current: 

7o  =  WVg'~+b'^  =  El  >^/I-tJ' .  •  (422) 

Vci"  +  C2» 


Stator  current: 

Ii  =  £:'  Vfci^ +"6?  =  El  ^F±2 

VCi*  +  02^ 


(423) 
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The  torque  in  synchronous  watts,  was  found  in  Art.  389  to  be 
equal  to  the  xo\or  input  in  watts,  which  is 

Pr^nEJ[%  cos  02==nKxE'ai^nE'*ai=nEi^    .^    .  (424) 

where  n  is  the  number  of  phases. 
The  torque  in  pounds-feet  is  from  Art.  389. 

T  =  7.05  §"  =  ^-•-%"^*  -  rV--  (425) 

N  N        ci^  +  C2* 

The  rotor  output  is 

P  =  (1  -  «)  Pr=  nEi^  ^4V--T-  (426) 

The  stator  power  factor  is  cos  ^i,  where  6i  is  the  angle  of  lag 
of  the  current  /i  behind  the  impressed  e.m.f.  Ei.    ^i  =  ft'  +  d", 

^  -  cos"*     J  -  =  the  angle  by  which  -Bi  leads  -B'  and 

a''  =  COS-*     / ^         =  the    angle  of   lag  of    Ji   behind  E'; 

therefore 

cos  ^1  =  cos  (d'  +  ^'0  =  cos  6'  cos  ^"  -  sin  ^'  sin  d'' 

^  ^_ci&i  -  <^2fc^_^.    (427) 

The  power  input  to  the  stator  is 


Px=n£i/x  cos  fli  =  n£»  X  E,  ^-±M  X  ''^'  "  '^ 


=n^i*%ivr-  (428) 

Using  these  equations  the  various  quantities  can  be  calculated 
in  terms  of  the  sUp  and  the  characteristic  curves  of  the  motor 
plotted. 

To  obtain  expressions  for  the  maximum  torque  and  output 
equations  (425)  and  (426)  may  be  differentiated  with  respect  to 
8  but  the  work  is  very  complicated.  Much  simpler  expressions, 
which  are  quite  accurate  enough,  may  be  obtained  by  neglecting 
the  exciting  current  and  deriving  new  equations  for  torque  and 
output  on  this  basis,  as  follows: 

Stator  load  current: 

T/       r  ^E'  ET/  /         «^2  •         *^^2         \        TPf  /  '     \ 
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Stator  impressed  e.m.f. : 

+j  (xi  +  xt)  I 


and 


/'  = 


^1 


=^ 


■ SSj^j 

(n+ j)  +j  (zi  +  Xt)         [  (ri+j)  +  (xi+x,) 


'■+? 


-J 


Xi  +  Xi 


{ri+^y+{xt+xty 


and 


/'  = 


El 


Power  input  to  the  stdtor  is 


ri  + 


Pi  =  nEi  X  El 


[2 
8 


(n+.'^y  +  ix^  +  xiy 


nEi^{ri  +  ^) 


(ri  +  '^y+  (xi  +  Xi)' 


Power  input  to  the  rotor  is 
Pr  =  Pi  —  stator  copper  loss  =  Pi  —  nl'^i  = 

nEi^ 


8 


{ri  +  ^jY+ixi  +  x^ 

and  this  is  equal  to  the  torque  in  synchronous  watts. 
Torque  in  pounds-feet  is 

P       7  05  "^''T 

T  =  7.05W  =  ^"^  * 


^         ^     (r.  +  ^^?)  *  +  (X.  +  .0^ 


(429) 


(430) 


(431) 


(432) 


(433) 


(434) 
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Rotor  output  is 

nEi*  -  (1  -  «) 
P  =  (1  -  8)Pr  =; — ^ (435) 


\ri  +  ^)    +  (jci  +  xt) 


To  obtain  an  expression  for  the  maximum  torque,  differentiate 
(434)  with  respect  to  «: 

dT      7.05    „  -     d  /  1 

d7  =  ir"^'  '■'Hs 


«(  (ri  +  7)  *  +  (a;i  +  *«)*} 
7.05 


=  0 

for 
max. 


-((-■  + 7')  •  +  ('.  +  »-)-|+'K-  +  ?)(-g)-} 

s*((ri  +  ^*)*  +  (a;i  +  xO*)* 
Therefore 

(■•■  +  7)"  +  ('.  +  -'>*-T*('-'  +  7)-» 

and  from  this  the  slip  at  maximum  torque  is 

«max.  torque  =  ^/      ^     ,     .         ,         .'*  (^36) 

Substituting  this  value  of  s  in  (434)  the  maximum  torque  is 
found 

7.05  nEiWri^  +  (xi  +  xj)^ 


^  nuAx.    "" 


AT    (n  +  Vri*  +  (xi  +  !,)»)*  +  (xi  +  xO* 
7.05  nJ?i« 


(437) 


N    2[ri  +  Vri«  +  (xi  +  x,)'] 
Stator  current  for  maximum  torque  is  found  by  substituting  the 
value  of  slip  in  436  in  equation  (431) : 

El 


max.  torque   — 


(438) 


'V(ri  +  Vri«  +  (xi  +  x,)»)*  +  (xi  +  Xt)* 
and  it  is  independent  of  the  rotor  resistance  r^. 
Starting  torque  may  be  found  by  substituting  s  =  1  in  (434) : 
m  _  7.05  nEihj _  7.05    ,.  ,  ,      ,.,„. 

The  starting  current  is  found  by  substituting  8  =  1  in  (431): 

El 


starting  "" 


V(ri  +  r»)*  +  (xi  +  Xj)* 


(440) 
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The  rotor  resistance  corresponding  to  maximum  starting  torque 
is  found  by  substituting  s  ="  1  in  (436).    It  is: 

^2  (for  max.  starting  torque)   =   V^l*+  (^^1  +  Xt)^.  (441) 

The  slip  corresponding  to  maximum  output  may  be  found  by 
differentiating  P  with  respect  to  s  and  equating  to  zero;  the  oper- 
ation is  rather  long  and  the  result  only  will  be  given  here: 

Smaz.  output  ~  ;         /--     .         ,  -  -. — .  — r^'  (442j 

Substituting  this  value  of  s  in  equation  (435)  the  maximum 
output  or  stalling  load  is  found: 

-Pmax.  =  -rz J  ->•     (443) 

2{(ri  +  rj)  +  V(ri  +  r2)*+(xi  +  X2)«} 

These  equations  are  quite  accurate  except  when  the  exciting 
current  is  very  large.  When  calculating  the  stator  power  factor 
and  the  stator  current  up  to  full  load  the  exciting  current  cannot 
be  neglected. 

From  equations  (437)  and  (443)  it  is  seen  that  both  the  maxi- 
mum torque  and  the  maximum  output  are  proportional  to  the 
square  of  the  impressed  e.m.f.  and  therefore  any  decrease  in  the 
line  e.m.f.  will  seriously  affect  the  motor  characteristics. 

396.  Characteristics  of  an  Induction  Motor  by  the  Symbolic 

Method. — Before  appljdng  this  method  the  constants  g,  6,  fi,  rj, 

Xi  and  X2  must  be  determined.    Taking  as  an  example  the  motor 

of  Art.  394,  the  constants  may  be  found  as  follows: 

440 
Impressed  e.m.f.  per  phase  =  Si  =  —y    =  254  volts. 

Stator  resistance  per  phase  =  ri  =  0.25  ohms. 
Stator  current  per  phase  at  no  load  =  Jo  =  14  amp. 
Watts  input  at  no  load  =  Wo  =  1,476. 

Wo  1,475 


Power  factor  at  no  load  =  cos  ^o  = 


VSEIo      \/3  X  440  X  14 
=  0.137  =  13.7  per  cent. 

/o       14 
Stator  exciting  admittance  per  phase  =  F  =  ^  =  oil  ~  ^*^ 

X  io-». 

Stator  exciting  conductance  per  phase  =  g  ^  Y  cos  ^o  ==  7.6 
X  10-3. 

Stator  exciting  susceptance  per  phase  =  6  =  \/F*  —  g*  = 
54.0  X  10~». 
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Stator  current  per  phase  locked  =  /j:,  =  170  amp. 
Watts  input  locked  =  TFl  =  61,600. 

Power  factor  locked  =  cos  dt  =  — j-^ —  =  -  .^ = 

VSEh      VS  X  440  X  170 

0.476  =  47.6  per  cent. 

Equivalent  impedance  per  phase  locked  =  Zz,  =  V  =  T^n  = 

1.49  ohms. 

Equivalent  resistance  p)er  phase  locked  =  Rl  =  Zl  cos  Ol  = 
0.71  ohms. 

Equivalent  reactance  per  phase  locked  =  JSTl  =  VZl*  —  Rl^  =r 
1.31  ohms. 

Rotor  resistance  per  phase  referred  to  the  stator  =  rt  =  Rl  — 
n  =  0.71  -  0.25  =  0.46  ohms. 

Assuming  that  the  rotor  reactance  per  phase  referred  to  the 
stator  is  equal  to  the  stator  reactance  per  phase: 

a?i  =  Xj  =  -ft-  =  -~o~  ~  0.655  ohms. 

The  characteristic  curves  may  be  obtained  by  substituting  any 
values  of  slip  in  the  equations  in  Art.  395  using  the  constants 
found  above. 

It  will  be  sufficient  to  check  the  results  of  this  method  at  one 

or  two  values  of  slip  against  the  results  obtained  from  the  circle 

diagram. 

When 

8  =  0.05: 

6i  =  ai  +  g  =  0.1026,  6j  =  aj  +  6  =  0.0626, 

Ci  =  1  +  feifi  +  bfpci  =  1.066,       C2  =  bixi  -  b^ri  =  0.0514. 

/5  2    _L.    5^2 

Stator  current  =  /i  =  Eix  ~  ,— ^  ==  28.6  amp. 

The  check  values  from  the  circle  diagram  will  be  taken  at  this 
value  of  stator  current. 

Power  factor  =  cos  ^i  =  — ^A^-^-^^^ =  0.825  = 

V(Cl*  +  C22)(6l^  +  62^) 

82.5  per  cent,  (circle  gives  81.8  per  cent.) 

Output  =  P  =  nEi^^^r^  =  15,300  watts  =  20.5  hp. 

Ci    "T"  Ca 

(the  circle  diagram  gives  15,225  watts  »  20.4  hp.). 
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Efficiency  =  ,  =  ^^  =  —f=^ 0.842  =  84.2  per 

Input        V3£7iCos«i 

cent,  (circle  gives  85  per  cent.) 

m  m        7.05  nEl'  ffll  ..<»«, ,.      ., 

Torque  =  T  =  —jj — ^         ,  =  126.5  Ib.-ft. 

(circle  gives  125.5). 

Slip  at  28.6  amp.  from  the  circle  is  4.55  per  cent. 

When  8  =  p.lO: 

ai  =  0.212,  as  =  0.0302,  6i  =  0.22,  62  =  0.085,  Ci  =  1.11, 
Ci  =  0.123.  /i  =  53.4  amp.,  cos  di  =  88.4  per  cent.,  P  = 
29,250  watts,  17  =  81.3  per  cent.,  T  =  255  Ib.-ft. 

The  values  obtained  from  the  circle  diagram  for  a  stator  cur- 
rent Ji  =  53.4  are  cos  ^1  =  88.1  per  cent.,  P  =  29,000  watts, 
rj  =  80.9  per  cent.,  T  =  252  Ib.-ft.,  8  =0.10. 

At  standstill  when  «  =  1 : 

ai  =  0.716,  az  =  1.02,  61  =  0.724,  62  =  1.075,  Ci  =  1.885, 
C2  =  -  0.2185,  /i  =  168  amp.  and  T  =  300  Ib.-ft. ;  the  cor- 
responding values  from  the  circle  diagram  are  7i  =  170  and 
T  =  297.5  Ib.-ft. 

Slip  for  maximum  torque,  equation  (431),  is 

«max.  torque  =  — /         -— —  =  0.345  =  34.5  per  ceut. 

Vri^  +  (xi  +  X2y 

Maximum  torque,  equation  (437),  is 

T„ax.  =  ^  -i ^S|L=-__  =  480  lb.-ft. 

From  the  circle  diagram,  Tmax.  =  440  lb.-ft.  and  the  corre- 
sponding slip  =  36.4  per  cent. 

Slip  for  maximum  output,  equation  (442),  is 

s  max.  output  = ' /t . — v-  .    ,       . r^  =  23.6  per  cent. 

ri  +  V  (ri  +  r2)2  +  (xi  +  x^y 

Maximum  output,  equation  (443),  is 

Pmax.  =  r?: ^ .  -— ^= ==^  =  44,000  watts 

2[(ri  +  r,)  +  V(ri  +  r2)^  +  (xi  +  x^y] 

=  58.9  hp. 

From  the  circle  diagram,  P  max.  =  44,000  watts  =  58.9  hp.  and 
the  corresponding  slip  is  24.4  per  cent. 

From  the  calculations  above  it  is  seen  that  the  two  methods 
check  very  satisfactorily. 
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397.  Methods  of  Starting. — Except  in  the  case  of  small  ma- 
chines, induction  motors  should  not  be  started  by  connecting 
them  directly  to  the  mains,  since  the  large  starting  current  at 
low  power  factor  disturbs  the  voltage  regulation  of  the  system. 

Two  methods  of  reducing  the  starting  current  are  in  use.  (1) 
The  voltage  impressed  on  the  stator  is  reduced  by  using  an  in- 
duction starter  which  is  simply  an  auto-transformer  with  one  or 
more  taps  (Fig.  374).  (2)  Resistance  is  inserted  in  series  with 
the  rotor  windings. 

1.  When  the  impressed  voltage  is  reduced,  the  starting  current 
is  reduced  in  proportion  to  it,  but  the  starting  torque  is  reduced 
as  the  square  of  the  voltage. 
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FlQ.  446. — Starting  on  reduced 
voltage. 


Fio.  447. — Starting  torque  with  various  rotor 

resistances. 


In  Fig.  446  E\,%\i\  represents  the  starting  torque  of  the  motor 

at  full  voltage  and  osi  represents  the  starting  current,  neglecting 

Ex 
the  exciting  current,  and  -^  •  82^2  represents  the  starting  torque  at 

half  voltage  and  0%%  represents  the  starting  current. 

/JO.  • 

Since  ob%  =  -5-  the  starting  current  is  reduced  to  one-half  its 

value  at  full  voltage,  but  the  starting  torque  is  reduced  to  one- 
quarter.     The  power  factor  is  not  changed. 

Thus  starting  with  reduced  voltage  gives  very  small  starting 
torque  and  low  power  factor. 

A  squirrel-cage  rotor  may  be  used. 

2.  When  resistance  is  inserted  in  the  rotor  windings  the  start- 
ing current  is  reduced  and  is  brought  more  nearly  in  phase  and 
the  starting  torque  is  increased. 

In  Fig.  447  So/o  represents  the  starting  torque  when  the  rotor 
circuits  are  closed  without  any  starting  resistance. 

«i^i  is  the  starting  torque  when  resistance  R\  is  inserted. 
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8^2  is  the  starting  torque  when  resistance  i22>22i  is  inserted. 
Sztz  is  the  maximum  possibly  starting  torque  and  is  obtained 
by  inserting  a  resistance  Ri>R2;  it  is  the  same  as  the  maximum 
running  torque  of  the  motor.  Rz  +  r^  =^  Vri*  +  (xi  +  x^)*, 
equation  (441).  osq,  osiy  082  and  oss  are  the  corresponding  stator 
currents  and  cos  ^o,  cos  ^i,  etc.,  are  the  power  factors  at  start. 

The  curves  in  Fig.  448  are  the  "speed-torque"  characteristics 
for  the  motor  operating  with  the  various  resistances  in  the  rotor. 
The  maximum  torque  is  the  same  in  all  cases  but  it  is  reached  at 

different  speeds.    One  current 
curve  holds  in  all  cases. 

If  a  resistance  224  >  i2s  is 

inserted  in  the  rotor  windings 

the  starting  current  is  further 

reduced  and  the  power  factor 

is  improved  but  the  starting 

torque  is  decreased.    224  may 

be  made  of  such  value  that 

the    starting    torque    ^4^4   is 

equal  to  full-load  torque  and 

the    starting    current   ost  is 

equal    to    full-load    current. 

Curve  (4)  is  the  speed-torque 

characteristic  for  this  case. 

Thus  by  inserting  resistance 

in  the  rotor  any  starting  torque  up  to  the  maximum  running 

torque  or  "pull-out"  torque  may  be  obtained.     The  starting 

current  is  reduced  and  the  power  factor  is  improved. 

In  startiiig  a  heavy  load  resistance  Ri  is  used  and  the  motor 
gives  its  maximum  torque  at  start.  The  resistance  is  then  cut 
out  gradually  as  the  speed  increases  and  the  motor  operates  with 
short-circuited  rotor  with  characteristics  as  shown  in  curve  (0). 

If  the  load  to  be  started  is  not  very  great  and  a  large  starting 
current  at  low  power  factor  is  objectionable,  resistance  224  is  used 
and  the  motor  starts  with  full-load  torque  and  draws  full-load 
current. 

This  second  method  of  starting  requires  a  wound  rotor  with 
slip  rings  and  large  starting  resistances  which  is  much  more 
expensive  than  a  squirrel-cage  rotor. 

For  the  same  Une  current,  resistance  starting  gives  about  four 
times  the  torque  given  at  reduced  voltage. 
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Fig.  448. — Speed-torque  character- 
istics of  an  induction  motor  with  various 
rotor  resistances. 
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898.  Applications. — The  coDstant-speed  or  Bquirrel-cage  in- 
duction motor  t&kes  the  place  of  the  direct-current  shunt  motor 
and  has  very  similar  characteristics.  It  is  of  much  more  Bimple 
and  rugged  construction  than  the  shunt  motor  and  the  wear 
and  danger  due  to  sparking  are  entirely  eliminated. 

It  should  be  used  where  fairly  constant  power  is  required  for 
long  periods,  where  good  speed  regulation  is  required,  where 
starting  is  infrequent  and  only  average  startii^  torque  is  neces- 
sary, where  the  motor  is  exposed  to  dust  or  to  inflammable 
materials  or  is  not  easily  inspected.  It  is  suitable  for  driving  line 
shafting,  for  high-  and  low-speed  centrifugal  pumps,  blowers,  fans, 
etc.  It  must  be  started  on  reduced  voltage  except  for  the  small- 
est sizes. 

The  variable-epeed  induction  motor  has  a  wound  rotor  with  its 
terminals  connected  to  slip  rings  so  that  resistance  may  be  intro- 
duced to  vary  the  speed  or  to  give  a  lat^e  starting  torque. 
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Fig.  449.— ChoTBcteriBtic  curves  at  a  thrae-pfaase,  60-cyde,  220-volt,  20  horse- 
power induc^n  motor. 

It  should  be  used  where  frequent  starts  under  load  are  neces- 
sary, or  where  the  motor  is  large  enough  to  have  a  bad  effect  on 
the  regidation  of  the  system  due  to  the  large  starting  current  at 
low  power  factor,  as  for  cranes,  elevators,  hoists,  etc. 

The  squirrel-cage  motor  with  a  comparatively  high-resistance 
rotor  can  be  used  where  fairly  large  starting  torque  is  required 
and  where  a  wound-rotor  motor  is  not  advisable,  as  in  cement 
mills,  etc. 

Fig.  449  shows  the  characteristic  curves  of  a  three-phase,  60 
cycle,  220-volt,  20-hp.  induction  motor  with  a  squirrel-cage  rotor. 
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399.  Speed  Control  of  Induction  Motors. — The  induction 
motor  is  inherently  a  constantnspeed  motor  like  the  direct-current 
shunt  motor  but  its  speed  may  be  varied  in  four  principal  wajrs: 
(1)  By  variation  of  the  impressed  voltage,  (2)  by  inserting  resist- 
ance in  the  rotor  windings,  (3)  by  changing  the  niunber  of  poles 
and  (4)  by  cascade  control  or  concatenation. 

400.  Voltage  Control. — Since  the  torque  for  a  given  slip  is 
proportional  to  the  square  of  the  impressed  voltage,  the  speed 
may  be  varied  through  a  small  range  by  variation  of  the  voltage. 
This  may  be  accomplished  (a)  by  introducing  resistance  in  series 
with  the  stator  windings  or  (6)  by  using  a  variable  ratio  trans- 
former or  compensator. 

Control  by  series  resistance  is  very  simple  but  is  inefficient 
while  control  by  a  compensator  is  more  expensive  but  gives 
higher  efficiency.  Both  methods  to  be  eflfective  require  a  motor 
having  a  high-resistance  rotor  with  its  resulting  large  slip.  A 
squirrel-cage  rotor  may  be  used. 

401.  Rotor  Resistance  ControL — The  speed  of  an  induction 
motor  may  be  varied  by  using  a  wound  rotor  with  slip  rings  and 
connecting  external  resistances  into  the  circuit.  With  suitable 
resistances  any  required  speed-torque  curve  may  be  obtained 
(Art.  397).  This  method  of  control  corresponds  to  the  use 
of  resistance  in  series  with  the  armature  of  a  direct-current 
shunt  motor.  It  is  very  inefficient  and  the  speed  changes 
with  load. 

402.  Pole-changing. — ^By  the  use  of  special  windings  the  num- 
ber of  poles  on  an  induction  motor  may  be  changed  and  therefore 
also  its  synchronous  speed.  Two  or  at  most  three  synchronous 
speeds  may  be  obtained  by  this  means.  Take  for  example  an 
eight-pole  motor  with  a  double-layer  winding  of  two-thirds  coil 
pitch;  its  synchronous  speed  may  be  doubled  by  reconnecting 
for  four  poles  with  a  coil  pitch  of  one  and  one-third.  A  squirrel- 
cage  rotor  is  generally  used  but  if  intermediate  speeds  are  re- 
quired a  wound  rotor  must  be  used  and  its  poles  changed  at  the 
same  time  as  those  on  the  stator.  Resistance  may  then  be 
inserted  in  the  rotor  circuits.     Such  a  motor  is  very  expensive. 

403.  Cascade  Control  or  Concatenation. — When  operating  in 
cascade  two  similar  induction  motors  with  wound  rotors  are 
rigidly  connected  to  the  same  shaft.  The  stator  of  the  first 
motor  is  connected  to  the  line ;  the  stator  of  the  second  motor  is 
connected  to  the  rotor  winding  of  the  first  motor  and  receives 
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power  from  it;  the  rotor  of  the  second  motor  is  closed  through 
starting  resistances  (Fig.  450). 

The  frequency  of  the  e.m.fs.  generated  in  the  rotor  of  an  in- 
duction motor  is  sf,  where  /  is  the  frequency  of  the  supply  and  a 
is  the  sUp.  Thus  the  frequency  impressed  on  the  stator  of  the 
second  motor  is  the  frequency  of  slip  of  the  first  motor.  The 
speed  of  the  two  motors  is  always  the  same  and  thus  at  no  load 
(1  —  «)/  =  sf  and  8  =  0.5. 


Fia.  450. — Cascade  control  of  induction  motors. 

Therefore,  two  similar  motors  connected  in  cascade  tend  to 
approach  a  speed  of  half  synchronous  speed  at  no  load  and  fall 
below  this  speed  under  load.  Speeds  below  half  synchronous 
sp)eed  are  obtained  by  inserting  resistance  in  the  rotor  windings 
of  the  second  motor.  For  speeds  above  half  synchronous  speed 
the  stator  of  the  second  motor  must  be  connected  to  the  line  and 
the  rotor  of  the  first  motor  closed  through  resistances. 

This  method  of  control  is  used  for  some  three-phase  traction 
S3rstems  and  is  very  similar  to  the  series  parallel  control  of  direct- 
current  series  motors.  The  induction  motor  does  not,  however, 
tend  to  increase  its  speed  indefinitely.  If  it  operates  above  syn- 
chronous speed,  it  becomes  a  generator  and  feeds  back  power  to 
the  Une  acting  as  a  brake. 

If  the  two  motors  have  different  numbers  of  poles,  the  no-load 

spieed  when  connected  in  cascade  will  not  be  half  synchronous 

sp>eed  but  the  speed  of  the  set  will  be  that  of  a  motor  having  as 

many  poles  as  the  two  motors  combined.     For  example,  if  on  a 

60-cycle  system  a  12-pole  motor  is  connected  in  cascade  with  a 

4-pole  motor  connected  to  nm  in  the  same  direction  the  speed 

120  X  60 
will  be  that  of  a  motor  with  12  +  4  =  16  poles,  that  is, =^ 

=  450  r.p.m.  When  the  two  motors  tend  to  run  in  the  same 
direction  they  are  in  direct  concatenation.  If  the  4-pole  motor 
is  connected  to  run  in  the  opposite  direction  from  the  12-pole 
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motor,  the  resulting  speed  will  be  that  corresponding  to  12  —  4  = 
8  poles.     This  is  called  differential  concatenation. 

With  this  combination  of  motors,  four  speeds  may  be  obtained, 

450  r.p.m.  with  direct  concatenation,  r^ —  =  600  r.p.m. 

120  X  60 
using  only  the  12-pole  motor,      ^q^a     ~  ^00  r.p.m.  with  dif- 
ferential concatenation  and  finally  j =  1,800  r.p-m., 

using  only  the  4-pole  motor.     Intermediate  speeds  can  be  ob- 
tained inserting  resistances  in  the  rotors. 

When  connected  in  cascade  the  impedance  of  the  second  motor 
is  added  to  the  rotor  of  the  first  and  its  exciting  current  is  supplied 
through  the  first  motor  resulting  in  very  low  power  factor.  With 
two  similar  motors  in  cascade  each  will  operate  at  about  half 
voltage  and  since  the  output  varies  as  the  square  of  the  voltage 
the  combined  output  of  the  set  will  be  about  half  that  of  each 
motor  separately.  The  losses  will  be  those  of  two  motors  and 
therefore  the  efficiency  will  be  very  low.  The  maximum  or 
breakdown  output  will  be  reduced  in  the  same  proportion. 

404.  Exciting  Current. — The  exciting  current  or  no-load  cur- 
rent of  an  induction  motor  is  larger  than  that  of  a  transformer 
and  is  of  the  order  of  25  per  cent,  of  full-load  current.  The 
power  component  supplies  the  iron  losses  of  the  stator  and  the 
friction  and  windage  losses  of  the  rotor.  The  quadrature  com- 
ponent or  magnetizing  current  is  large  because  the  magnetic  cir- 
cuit contains  an  air  gap  and  the  iron  on  both  sides  is  cut  away 
to  form  the  slots  for  the  rotor  and  stator  windings.  The  large 
magnetizing  current  lowers  the  power  factor  of  the  motor  par- 
ticularly at  light  loads  and  is  therefore  objectionable.  To  reduce 
it  the  air  gap  is  made  as  short  as  possible,  being  determined 
largely  by  the  necessity  for  mechanical  clearance.  The  slots  may 
be  partly  closed  to  increase  the  effective  gap  area;  the  rotor  slots 
are  often  completely  closed.  Closing  the  slots,  however,  adds  to 
the  reactance  of  the  motor. 

Low-speed  motors  have  larger  magnetizing  currents  than  high-  ^ 
speed  motors  and  therefore  their  power  factors  tend  to  be  lower.  \ 

Unless  the  teeth  of  the  stator  and  rotor  are  properly  designed 
the  reluctance  of  the  magnetic  circuit  of  the  motor  will  vary  and 
the  flux  will  vary.  If  the  stator  and  rotor  have  the  same  number 
of  teeth,  then  in  position  (b).  Fig.  451,  the  reluctance  will  be  a 


INDUCTION  MOTOR 


479 


maximum  and  the  flux  a  minimum  while  in  (c)  the  flux  will  be 
maximum.  The  rotor  will  tend  to  lock  in  the  position  of  maxi- 
miun  flux  (a)  and  the  torque  will  be  reduced.  Such  pulsations  of 
flux  may  be  prevented  by  designing  the  rotor  and  stator  with 
different  numbers  of  teeth  and  making  the  width  of  the  rotor 
teeth  a  multiple  of  the  stator  slot  pitch. 
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406.  Leakage  Reactances. — ^The  diameter  of  the  circle,  in  the 
diagram  for  the  induction  motor,  is  inversely  proportional  to  the 
sum  of  the  reactances,  and  it  is  therefore  necessary  for  the  de- 
signer to  determine  these  quantities  very  accurately  and  they 
should  ordinarily  be  kept  as  low  as  possible. 

The  leakage  fields  are:  (1)  that  about  the  end  connections,  (2) 
the  slot  leakage,  (3)  the  zig-zag  or  tooth-tip  leakage  and  (4)  the 
belt  leakage. 
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The  end-connection  flux  may  be  reduced  by  using  fractional- 
pitch  windings  but  this  results  in  increased  magnetizing  current. 

The  slot  leakage  flux,  Fig.  451,  is  directly  proportional  to  the 
slot  depth  and  is  inversely  proportional  to  the  slot  width.  Deep 
narrow  slots,  therefore,  give  large  slot  leakage.  When  the  slots 
are  partly  closed,  to  decrease  the  magnetizing  current,  the  slot 
leakage  is  very  much  increased.  The  use  of  magnetic  wedges  in 
the  slots  gives  the  same  result. 

The  zig-zag  leakage  flux,  Fig.  451(6),  corresponds  to  the  tooth- 
tip  leakage  flux  in  alternators  and  is  usually  quite  large  since  the 
gap  is  short.  It  also  depends  on  the  relative  position  of  the  rotor 
and  stator  teeth.  In  position  (b).  Fig.  451,  the  leakage  flux  is 
maximum  and  in  (c)  it  is  minimum.  Such  a  large  pulsation  of 
the  flux  would  have  very  serious  results.  The  rotor  would  tend 
to  lock  in  the  position  of  maximum  flux  especially  when  being 
started  at  reduced  voltage  with  large  current.  The  rapid  pulsa- 
tion of  the  flux  might  also  produce  an  objectionable  noise. 

If  the  numbers  of  teeth  on  the  stator  and  rotor  have  no  conmion 
divisor,  only  one  tooth  will  be  in  the  position  of  maximum  flux  at 
any  time  and  the  tendency  to  lock  will  be  negligible.  If  less  than 
20  per  cent,  of  the  teeth  are  in  the  position  of  maximiun  flux  at 
any  time  the  tendency  to  lock  wUl  not  be  serious.  This  condition 
can  easily  be  fulfilled  in  a  squirrel-cage  rotor  but  with  wound 
rotors  the  number  of  slots  on  the  rotor  and  stator  must  be  divis- 
ible by  the  number  of  poles  and  phases  and  conditions  are  not 
so  good.  However,  wound-rotor  machines  are  usually  started 
with  resistance  in  the  rotor  circuits  and  the  starting  current  and 
the  zig-zag  leakage  are  therefore  small. 

The  belt-leakage  flux  is  due  to  the  fact  that  the  stator  phases 
are  not  fixed  in  position  relative  to  the  rotor  phases  as  in  the  trans- 
former and  increased  leakage  results  when  they  are  not  directly 
opposite. 

When  the  sum  of  the  reactances  of  a  motor  is  small,  the  diame- 
ter of  the  circle  is  large  and  the  pull-out  torque  is  large  but  the 
starting  current  is  also  high. 

406.  Stator  and  Rotor  Resistances. — The  stator  resistance  ri 
causes  a  loss  of  power  and  should  be  kept  as  small  as  possible. 
The  rotor  resistance  rj  likewise  causes  a  loss  of  power  but  it  may 
be  necessary  to  make  it  comparatively  large  in  order  to  get  suit- 
able characteristics. 

The  slip  is  proportional  to  the  rotor  copper  loss  and  therefore 
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for  low  dip  the  rotor  resistance  must  be  low.  However,  by 
increasing  the  rotor  resistance  the  starting  torque  is  increased  and 
the  starting  current  is  reduced  and  where  large  starting  torque 
is  required  a  comparatively  high  rotor  resistance  is  necessary. 

With  wound  rotors  external  resistance  may  be  introduced  at 
start  and  then  cut  out,  bilt  with  the  squirrel-cage  rotor  the  resist- 
ance cannot  be  varied. 

If  the  starting  torque  of  a  squirrel-cage  rotor  is  found  to  be  too 
small,  it  may  be  increased  by  slotting  the  rotor  end  rings  and 
so  increasing  the  resistance. 

If  the  bars  of  a  squirrel-cage  rotor  are  made  very  deep,  good 
starting  torque  can  be  obtained  without  reducing  the  efficiency. 
At  start  the  frequency  of  the  rotor  current  is  high  and  the  slot 
leakage  flux  is  large,  the  lower  parts  of  the  bars  have  a  high 
reactance  and  carry  very  Kttle  current.  Due  to  the  unequal 
current  distribution  the  effective  rotor  resistance  is  increased  and 
the  Pr  loss  is  increased  directly  increasing  the  starting  torque. 
Near  synchronous  speed  the  rotor  current  and  frequency  both 
become  low  and  the  current  is  uniformly  distributed  and  the 
eflfective  rotor  resistance  approaches  its  true  value.  The  effi- 
ciency is  therefore  not  reduced  but  due  to  the  high  slot  leakage 
the  reactance  is  increased  and  the  maximum  output  is  decreased. 

407.  Effect  of  Change  of  Voltage  and  Frequency. — If  the 
voltage  impressed  on  an  induction  motor  is  decreased  10  per 
cent,  while  the  frequency  is  maintained  constant,  the  flux  is 
decreased  10  per  cent,  and  the  exciting  current  is  decreased  more 
than  10  per  cent. ;  the  iron  loss  is  decreased  nearly  20  per  cent. ; 
the  diameter  of  the  circle  is  decreased  10  per  cent.  For  a  given 
output  the  current  is  increased  10  per  cent,  and  the  copper  loss  is 
increased  20  per  cent. ;  the  slip  is  increased  about  20  per  cent. ; 
the  speed  is  reduced.  The  efficiency  is  decreased  sUghtly.  The 
power  factor  at  light  load  is  increased  due  to  the  decreased  excit- 
ing current  but  above  full  load  it  is  decreased  due  to  the  increased 
current  and  decreased  circle  diameter.  The  maximum  output 
and  maximum  torque  are  decreased  20  per  cent. 

If  the  frequency  is  increased  10  per  cent,  while  the  voltage  is 
kept  constant,  the  flux  is  decreased  10  per  cent. ;  exciting  current 
is  decreased  more  than  10  per  cent. ;  the  iron  loss  remains  about  as 
before ;  the  diameter  of  the  circle  is  decreased  10  per  cent.  For 
the  same  output  the  current  is  as  before;  the  copper  loss  and  slip 
are  as  before  but  the  speed  is  higher  by  10  per  cent.    The  effi- 
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ciency  is  as  before.  The  power  factor  is  improved  at  light  loads. 
Maximum  output  and  torque  are  decreased  less  than  10  per  cent. 

A  10  per  cent,  increase  in  voltage  would  be  pretty  well  offset 
by  a  10  per  cent,  decrease  in  frequency  but  the  increased  losses 
and  lower  speed  would  cause  the  motor  to  heat  up. 

408.  Single-phase  Induction  Motor.'— The  stator  of  a  single- 
phase  induction  motor  has  a  single  winding  with  any  number  of 
pairs  of  poles. 

The  rotor  is  either  of  the  squirrel-cage  type  or  is  wound  with 
the  same  number  of  poles  as  the  stator  but  with  any  number  of 
phases. 


Y 

Fia.  452.  Fio.  453.  Fia.  454.  Fiq.  455.  Fig.  456. 

Figs.  452  to  456. — Single-phaso  induction  motor. 

Fig.  452  shows  the  relative  directions  of  the  currents  in  the  two 
windings  at  standstill.  The  stator  carries  a  current  /i  which 
consists  of  two  components,  /'  the  load  component  and  In  the 
magnetizing  current.  The  rotor  carries  a  current  J,  opposite  in 
phase  to  F  and  equal  to  it  in  m.m.f.  If  the  ratio  of  turns  is 
assumed  to  be  ni  in^  =  1  :  l;then/2  =  J'.  The  motor  at  stand- 
still is  a  transformer  with  a  short-circuited  secondary. 

The  flux  which  crosses  the  air  gap  and  links  with  both  stator 
and  rotor  is  produced  by  the  stator  exciting  current.  It  is 
always  directed  along  the  line  YOY.  There  is  no  component  of 
flux  in  the  horizontal  direction  XOX  and  therefore  no  torque  is 
exerted  tending  to  turn  the  rotor  in  either  direction.  Thus  the 
rotating  field  which  is  produced  in  the  polyphase  induction  motor 
does  not  exist  in  the  single-phase  motor  at  standstill.  The  single- 
phase  induction  motor,  therefore,  has  no  starting  torque.  If, 
however,  it  is  started  in  either  direction  it  will  develop  torque 
and  will  accelerate  and  come  up  approximately  to  synchronous 
speed  at  no  load. 

Fig.  453  represents  the  motor  with  the  rotor  open-circuited  and, 
therefore,  without  current  in  its  windings.  The  stator  carries 
only  the  magnetizing  current. 

Fig.  454  represents  conditions  at  synchronous  speed  at  the 
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instant  when  the  stator  magnetizing  current  is  maximum.  The 
stator  flux  is  then  maximum  downwards. 

The  rotor  conductors  moving  at  synchronous  speed  cut  the 
stator  flux  and  an  e.m.f .  is  generated  in  them  proportional  to  the 
product  of  flux  and  speed.  Since  the  flux  is  alternating  the  e.m.f. 
generated  is  of  double  frequency  and  produces  a  current  of  double 
frequency  in  the  closed-rotor  winding.  The  current  produces  a 
flux  the  rate  of  change  of  which  through  the  rotor  windings  gener- 
ates in  them  an  e.m.f.  equal  and  opposite  to  the  e.m.f.  generated 
by  rotation.  This  flux  must,  therefore,  be  of  the  same  value  as 
the  stator  flux  and  it  is  in  phase  with  the  rotor  current. 

The  rotor  current  goes  through  two  complete  cycles  during  one 
revolution.  In  Fig.  454  it  is  maximum  and  is  opposed  to  the 
stator  current,  but  the  e.m.f.  impressed  on  the  stator  is  constant 
and  the  stator  flux  is  constant,  and,  therefore,  a  current  must  flow 
in  the  stator  to  balance  the  m.m.f .  of  the  rotor  current  7'^.  Since 
the  ratio  of  turns  has  been  taken  as  1  :  1  the  increase  in  stator 
current  is  I'^f  and  the  total  stator  current  at  synchronous  speed  is 
Im  +  I'm-  I^  ^b®  position  shown  the  rotor  flux  is  not  produced 
because  the  rotor  m.m.f.  is  opposed  by  an  equal  and  opposite 
m.m.f.  on  the  stator. 

Fig.  455  represents  conditions  after  the  rotor  has  turned 
through  one-half  a  revolution  and  the  stator  current  has  passed 
through -one-half  cycle.  The  rotor  current  is  in  the  same  direc- 
tion as  before  and  has  completed  one  cycle. 

Fig.  456  represents  conditions  midway  between  Fig.  454  and 
Fig.  455.  The  stator  current  is  zero  and  the  rotor  current  is 
maximum  and  exerts  a  m.m.f.  in  the  horizontal  direction.  There 
is  no  stator  m.m.f.  opposing  it  and  a  flux  is  produced  of  the  same 
value  as  the  stator  flux  in  Fig.  454  or  Fig.  455.  Since  the  reluc- 
tance of  the  path  for  the  horizontal  flux  is  the  same  as  that  for  the 
vertical  stator  flux,  the  rotor  magnetizing  current  I'j^  must  be 
equal  to  the  stator  magnetizing  current  at  standstill  Int  and, 
therefore,  at  synchronous  speed  the  stator  magnetizing  current 
is  21 M  and  is  double  its  value  at  standstill. 

Thus  at  synchronous  speed  there  is  a  resultant  m.m.f.  of  con- 
stant value  revolving  at  synchronous  speed  and  the  magnetic 
field  of  the  single-phase  motor  is  identical  with  that  of  the  poly- 
phase motor,  Fig.  457.  The  m.m.f.  to  produce  the  vertical  field  is 
supplied  by  the  true  stator  magnetizing  current,  while  the  m.m.f. 
to  produce  the  horizontal  field  is  provided  by  an  equal  stator 
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magnetizing  current,  in  phase  with  the  true  stator  magnetizing 
current,  which  induces  in  the  rotor  the  rotor  magnetizing  current. 

When  the  rotor  runs  at  synchronous  speed  its  conductors  do 
not  cut  this  revolving  flux  and  the  only  current  in  the  rotor  is  the 
double-frequency  magnetizing  current. 

When  the  rotor  nms  at  a  slip  s  below  synchronous  speed  the 
rotor  conductors  cut  the  flux  and  currents  are  produced  in  them 
and  torque  is  developed  just  as  in  the  case  of  the  polyphase  motor. 


Fio.  457. — Revolving  field  of  a 
single-phase  induction  motor  at 
synchronous  speed. 


Fio.  458. — Revolving  field  of  a 
single-phase  induction  motor  at 
slip  8. 


409.  Horizontal  Field  at  Slip  s. — When  the  rotor  runs  at  a 
speed  iS  =  (1  —  s)  X  synchronous  speed,  the  e.m.f.  generated  in 
it  due  to  cutting  the  stator  flux  is  less  than  at  synchronous  speed 
in  the  ratio  1  —  s  :  1  and  the  horizontal  flux  and  the  rotor  mag- 
netizing current  are  less  in  the  same  ratio. 

The  stator  current  is  /at  +  (1  —  s)  Ju  +  /'  and  the  rotor  cur- 
rent is  (1  —  s)  /jif  +  /2.  The  frequency  of  the  rotor  magnetizing 
current  is  (2  —  s)f  and  the  frequency  of  the  rotor  load  current  is 
s/,  where  /  is  the  frequency  of  the  e.m.f.  impressed  on  the  stator. 

The  revolving  field  at  sUp  s  is  not  constant  in  value  but  has  the 
horizontal  axis  shorter  than  the  vertical  in  the  ratio  1  —  «  :  1, 
Fig.  458.     The  field  follows  an  elliptical  instead  of  a  circular  locus. 

The  torque  which  is  proportional  to  the  product  of  the  rotor 
load  current  and  the  horizontal  field  is  less  than  that  produced  in 
the  polyphase  motor  in  the  ratio  1  —  s  :  1. 

410.  Starting  Single-phase  Induction  Motors. — In  order  to 
obtain  the  torque  required  to  start  a  single-phase  induction  motor 
a  component  of  flux  in  quadrature  in  time  and  in  space  with  the 
stator  flux  must  be  produced  at  standstill.  It  has  been  shown 
that  when  once  the  motor  is  started  the  rotor  produces  the 
required  quadrature  flux  and  thus  the  torque  to  carry  the  load. 
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Two  principal  methods  are  employed  to  produce  the  quadrature 
flux  at  standstill:  (1)  phase  splitting  and  (2)  shading  coils. 

1.  If  the  two  stator  windings  of  a  two-phase  induction  motor 
are  connected  to  a  single-phase  supply,  phase  1  directly  and  phase 
2  through  a  suitable  resistance  or  condensive  reactance,  the  flux 
produced  by  phase  2  will  have  a  component  in  quadrature  in  time 
with  phase  1  and  will  thus  give  the  required  starting  torque, 
Fig.  459.  When  the  motor  has  come  up  to  half  speed,  the  starting 
winding  \a  cut  out  and  the  motor  runs  as  a  single-phase  motor  on 
phase  1.  This  method  of  starting  is  called  phase  spUtting.  The 
second  winding  need  not  have  as  many  turns  as  the  first  but  it 
should  be  placed  at  90  electrical  degrees  to  it. 

Fig.  459(6)  shows  a  three-phase  motor  connected  to  a  single- 
phase  circuit.  Two  phases  are  used  for  normal  operation  and 
the  third  phase  is  used  for  starting  only. 
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Fig.  459. 


Fio.  460. 


2.  The  shading  coils,  Fig.  460,  are  short-circuited  coils  surround- 
ing part  of  each  pole  of  the  stator.  Currents  are  induced  in  them 
and  oppose  the  increase  and  decrease  of  the  flux  in  the  parts  of  the 
poles  which  they  inclose.  Thus  the  north  pole  in  section  A  will 
reach  its  maximum  value  before  it  is  maximum  in  section  £. 
When  the  north  pole  has  decreased  to  zero  in  B  it  will  be  in- 
creasing in  section  C  and  thus  there  is  a  rotation  of  the  mag- 
netic field  and  torque  is  produced.  When  the  motor  is  started 
the  short-circuited  coils  may  be  opened  and  they  will  then  be  idle 
and  will  not  cause  any  power  loss. 

411.  Comparison  of  Single-phase  and  Pol]rphase  Motors. — 
Take  the  case  of  a  two-phase  motor  operating  on  a  single-phase 
circuit  using  only  one  phase  of  the  stator  winding. 

The  sUp  single-phase  is  less  than  two-phase  since  the  whole 
rotor  corresponds  to  one  phase  of  the  stator  and  thus  the  rotor 
current  and  rotor  copper  loss  are  decreased. 

The  eflSciency  is  lower  because  the  output  decreases  more  than 
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the  losses.     For  a  given  impressed  e.m.f .  and  frequency  the  iron 
and  friction  losses  remain  practically  constant. 

The  power  factor  is  lower  because  the  magnetizing  current  is 
approximately  doubled. 

A  given  motor  wound  single-phase  can  be  operated  at  higher 
densities  than  when  wound  polyphase  since  the  losses  are  less 
and  its  ventilation  is  the  same,  and  in  this  way  its  output  may  be 
made  from  65  to  75  per  cent,  of  its  output  polyphase. 
The  torque  at  any  speed  can  be  increased  by  introducing  re- 
sistance into  the  rotor  windings, 
but  this  changes  the  maximum 
torque  since  the  torque  is  propor- 
tional to  1  —  s. 

Fig.  461  shows  typical  speed- 
torque  curves  of  a  single-phase 
induction  motor  with  various 
external  resistances  connected  in 
the  rotor  windings. 

A  single-phase  induction  mo- 
tor is  usually  either  a  two-phase 
or  three-phase  motor  operated 
on  a  single-phase  circuit  using 
only  part  of  the  stator  winding. 
If  one  phase  of  a  two-phase 
motor  is  opened  at  light  load,  the  magnetizing  current  of  the 
other  phase  is  doubled  and  the  motor  runs  as  a  single-phase 
motor.  If  two  phases  of  a  three-phase  motor  are  opened  the 
motor  runs  as  a  single-phase  motor  with  the  magnetizing  current 
in  the  third  phase  trebled.  In  both  cases  the  flux  distribution 
and  flux  densities  remain  approximately  the  same  as  before. 

412.  Induction  Generator. — If  the  stator  of  an  induction 
motor  is  connected  to  the  supply  Unes  and  its  rotor  is  driven 
above  synchronous  speed,  the  machine  will  develop  electrical 
power  and  supply  it  to  the  system. 

The  stator  flux  is  not  affected  by  the  increase  in  the  speed  of 
the  rotor,  but  revolves  in  the  same  direction  as  when  the  machine 
operates  as  a  motor.  The  slip  is,  however,-  reversed  and  the 
e.m.fs.  and  currents  induced  in  the  rotor  are  reversed.  Thus 
the  direction  of  torque  and  power  is  reversed  and  the  mechanical 
power  supplied  to  drive  the  rotor  is  transformed  into  electrical 
power  and  supplied  over  the  lines  to  the  load. 
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Fio.  461. — Speed-torque  curves  of  a 
single-phase  induction  motor. 
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The  power  transferred  from  the  rotor  to  the  stator  depends  on 
the  slip  just  as  in  the  induction  motor.  Using  the  same  notation 
as  in  Art.  386,  the  power  transferred  to  the  stator  is 


P  —  nE%I%  cos  62 

sEi 


=  nJ?2 


r2 


Vr2^  +  sHci^  'Vr^~+  8^Xi^ 
snEih-Q, 


Ti 


2 


+  shc2^' 


Thus  to  increase  the  power  deUvered  by  the  generator  its  speed 
must  be  increased.  If  therefore  an  induction  generator  is  con- 
nected to  a  prime  mover  of  variable  speed,  it  will  Supply  power 
almost  in  proportion  to  the  increase  of  its  speed  above  synchro- 
nous speed. 

The  characteristics  of  an  induction  generator  may  be  deter- 
mined from  a  circle  diagram  (Fig.  462).  The  diagram  is  con- 
structed as  for  a  motor  but  since  the  slip  is  negative  the  complete 
circle  is  required.  Points  below  the  line  oa  represent  negative 
slip  and  therefore  power  output  as  a  generator. 


Fio.  462. — Circle  diagram  for  an  induction  generator. 

Assuming  the  generator  to  be  three-phase  star-connected,  the 
voltage  per  phase  is  Eq  and  the  voltage  between  terminals  is 

E  =  y/^Eo, 

For  the  point  d: 

Input  =  y/ZE  X  dm  watts  =  mechanical  power 

supplied. 
Rotor  copper  loss  =  y/ZE  X  pm  watts. 
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Output  to  stater 
Stator  copper  loss 
Stator  core  loss 
Output 

EflBciency 


\/3E  X  dp  watts. 
y/3E  X  gp  watts. 
\/3E  X  rq  watts. 

\^E  X  dr  watts. 

dr 

-j—  100  per  cent. 
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Indaetioa  Oeaeiator 

Fio.  463. — Induction  generator. 


The  magnetizing  current  oa  at  no  load  and  or  under  load  must 
be  supplied  by  a  synchronous  machine  operating  in  parallel  with 
the  induction  generator  (Fig.  463).  The  voltage  and  the  fre- 
quency of  the  system  are  also 
fixed  by  this  synchronous  gen- 
erator and  are  not  affected  by 
the  induction  generator. 

The  induction  generator  has 
two  very  serious  disadvantages; 
it  is  not  self-exciting,  and  it 
cannot  supply  reactive  currents 
to  an  inductive  load.  It  must, 
therefore,  be  operated  in  parallel 
with  an  alternator  of  sufficient 
capacity  to  supply  both  the 
magnetizing  current  for  the  induction  generator  and  the  reactive 
currents  required  by  the  load.  The  exciting  kilovolt-amperes  at 
no  load  may  be  as  low  as  12  per  cent,  of  the  full-load  rating  but 
under  load  it  will  never  be  less  than  25  per  cent.  If,  however, 
the  output  of  the  induction  generator  is  small  in  comparison  with 
the  capacity  of  the  synchronous  machines  on  the  system  this  will 
not  have  serious  effects. 

The  induction  generator  has  some  good  points:  (a)  it  does  not 
require  to  be  synchronized ;  (6)  there  is  no  danger  of  trouble  due 
to  hunting,  since  it  does  not  operate  at  constant  speed ;  (c)  in  case 
of  short-circuits  it  loses  its  excitation  and  dogs  not  tend  to  supply 
power  to  the  fault. 

In  construction  an  induction  generator  is  similar  to  an  induc- 
tion motor  but  the  exciting  current  must  be  kept  as  low  as  pos- 
sible by  making  the  air  gap  short.  Since  no  starting  torque  is 
required,  the  rotor  may  be  made  of  very  low  resistance  and  is 
usually  of  the  squirrel-cage  type. 

413.  Asynchronous  Phase  Modifier.— The  asynchronous  phase 
modifier  or  phase  advancer  is  a  machine  for  use  with  induction 
motors  to  improve  their  power  factor;  it  fills  the  place  of  the  ex- 
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citer  for  a  synchronous  motor.  A  number  of  different  types  have 
been  designed  but  only  the  simplest  one  will  be  discussed  here. 
It  consists  of  a  direct-current  drum  armature  with  a  commutator 
and  three  sets  of  brushes  per  pair  of  poles  displaced  at  120  degrees. 
The  stator  is  merely  a  frame  with  laminations  but  without  slots 
or  windings  except  in  the  larger  sizes  where  a  compensating  wind- 
ing may  be  required  to  take  care  of  commutation.  For  small 
sizes  the  stator  may  be  omitted  if  the  armature  windings  are 
placed  in  totally  closed  slots.  The  iron  above  the  slots  serves 
to  complete  the  magnetic  circuit. 


Transformn 


Ind  action 

Motor 
H  Horte.powvr 


Phase 
Advancer 
19  kT-a 


BtartiBg       Switches 
Beslstaacei 


Fio.  464. — Asynchronous-phase  modifier. 

Referring  to  Fig.  464,  A  is  the  main  motor,  which  must  have  a 
wound  rotor  and  starting  resistances  R.  The  switch  S  is  used 
to  disconnect  the  phase  advancer  and  close  the  rotor  circuits 
while  starting  up.  When  full  speed  is  reached,  the  switch  S  is 
opened,  connecting  the  terminals  of  the  rotor  to  the  three  brushes 
on  the  phase  advancer  B.  If  the  armature  is  at  rest  it  acts  as  a 
three-phase  reactance  and  produces  a  revolving  field  of  the  fre- 
quency of  slip.  When  the  armature  is  driven  in  the  direction 
of  the  revolving  field  and  at  the  same  speed  the  reactance  be- 
comes zero.  If  the  speed  is  then  increased^  the  reactance  is 
reversed  and  acts  as  a  capacity  reactance  causing  the  rotor 
current  I2  to  lead  the  rotor  induced  e.m.f.  £2(7,  and  so  improves 
the  stator  power  factor. 

The  change  in  phase  is  illustrated  in  Fig.  465.  (a)  is  the  dia- 
gram without  the  phase  advancer  and  (6)  represents  the  case 
where  the  phase  advancer  is  driven  at  such  a  speed  that  the 
stator  current  /i  i^in  phase  with  the  impressed  e.m.f.  Ei.    The 
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rotor  current  1 2  lias  then  two  components^  I' 2  the  component  ex- 
erting a  m.m.f .  equal  and  opposite  to  that  of  the  stator  current 
1 1  and  I'm,  the  rotor  magnetizing  current  filling  the  place  of 
the  ordinary  stator  magnetizing  current.  The  rotor  reactance 
drop  is  shown  to  be  reversed  and  is  approximately  8li{xB  —  x^) 
where  Xb  is  the  condensive  reactance  of  the  phase  advancer  wind- 
ing at  the  given  speed.  By  driving  the  phase  advancer  at  a  still 
higher  speed  the  primary  power  factor  may  be  made  leading. 


•  Is(«B-«|) 


Fio.  465. 

The  capacity  of  the  phase  advancer  is  very  small,  being  equal 
to  the  required  change  in  the  stator  reactive  volt  amperes  multi- 
plied by  the  sUp.  This  may  be  understood  from  the  following: 
A   stator  e.m.f.  Eig  corresponds  to  a  rotor  e.m.f.  E^g  =  sE^  = 

8  —  Eig.    A  stator  current  /'  corresponds  to  a  rotor  current  7j  = 
til 

Tit 

—  /'.     And,  therefore,  the  stator  volt-amperes  Eigl'  correspond 

Tl% 

to  the  rotor  volt-amperes  Ezgli  =  sEiJ', 

The  phase  advancer  is  driven  by  a  small  high-speed,  squirrel- 
cage  induction  motor  C  connected  to  the  supply  Unes  directly  or 
through  a  transformer.  It  supplies  the  friction  windage  and  iron 
losses  of  the  phase  advancer  but  the  copper  loss  is  supplied  from 
the  rotor  of  the  main  motor. 
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The  capacity  of  the  main  induction  motor  is  very  largely  in- 
creased by  the  elimination  of  the  reactive  currents  from  the 
stator.  The  supply  lines  are  also  relieved  of  a  large  component 
of  current. 

To  raise  the  power  factor  of  a  1,000-kva.  induction  motor  from 
86.6  per  cent,  to  100  per  cent.,  the  reactive  kilovolt-amperes  re- 
quired in^the  stator  =  l,000\/l  -0.8i^=  1,000  X  0.50  =  500 
kva.  Assuming  a  slip  of  3  per  cent,  the  capacity  of  the  phase 
advancer  is  only  0.03  X  500  =  15  kva.  A  3'^-hp.  driving  motor 
would  supply  the  losses.  The  power  developed  by  the  induction 
motor  is  increased  from  1,000  X  0.866  =  866.0  kw.  to  1,000  kw., 
that  is,  by  about  15  per  cent. 

To  reduce  the  required  phase  advancer  capacity  the  slip  of  the 
motor  should  be  made  as  small  as  possible  by  decreasing  its  rotor 
resistance. 

If  the  equipment  of  a  shop  consists  of  one  large  motor  and  a 
number  of  smaller  ones,  a  phase  advancer  may  be  applied  to  the 
large  motor  to  make  its  power  factor  leading  and  so  supply  the 
reactive  currents  for  all  the  motors. 

414.  Phase  Converter. — To  change  from  one  polyphase  system 
to  another,  as  from  two-phase  to  three-phase  or  three-phase  to 
six-phase,  stationary  transformers  should  be  used;  but  when  a 
change  from  single-phase  to  two-phase  or  three-phase  is  required, 
transformers  are  no  longer  satisfactory  since,  due  to  the  pulsating 
nature  of  single-phase  power,  energy  storage  must  take  place 
and  this  can  best  be  accomplished  by  means  of  the  momentum  of 
a  revolving  machine. 

To  change  from  single-phase  to  two-phase  an  ordinary  two- 
phase  induction  motor  with  a  squirrel-cage  rotor  may  be  used 
as  a  phase  converter.  The  connections  are  shown  in  Fig.  466(a). 
One  phase  A  of  the  stator  winding  is  connected  to  the  single- 
phase  supply  and  the  converter  runs  as  a  single-phase  induction 
motor  and  near  synchronous  speed  a  revolving  field  is  produced 
of  approximately  constant  value  (Art.  409).  This  field  cuts  the 
second  stator  phase  B  and  generates  in  it  a  voltage  in  quadrature 
with  the  supply  voltage  and  with  approximately  the  same  effect- 
ive value  at  no  load.  Fig.  466(6). 

One  phase  of  the  two-phase  system  receives  its  power  directly 
from  the  single-phase  supply  and  the  second  phase  is  suppUed 
from  the  phase  B  of  the  converter.  Under  load  the  voltage  of 
phase  1  remains  constant  but  that  of  2  decreases  due  to  increased 
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slip  and  to  the  impedance  drop  in  the  converter  and  it  falls  back 
in  phase  to  £'2,  Fig.  466(c).  This  unbalance  of  the  two-phase 
system  may  be  corrected  for  a  given  load  by  changing  the  connec- 
tions as  indicated  by  the  broken  lines  in  Fig.  466(a).  The  voltage 
across  phase  A  under  load  is  increased  by  changing  the  trans- 
former tap,  thus  raising  the  voltage  generated  in  B  and  in  addi- 
tion a  component  oa  of  the  supply  voltage  is  connect^  in  series 
with  B.     The  voltage  of  phase  2  is  thus  changed  from  E'z  back 

to  E2, 
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Fio.  466. 
Fios.  466  AND  467. 


Three* Phaae  Motor  (c) 

Fio.  467. 
-Pha49e  converters. 


When  changing  from  single-phase  to  three-phase  a  similar 
phase  converter  may  be  used  but  phase  B  must  be  wound  for 
only  87  per  cent,  of  the  voltage  of  phase  A.  Fig.  467(a)  shows 
the  connections  required  for  operating  a  three-phase  induction 
motor  from  a  tiingle-phase  circuit  and  the  equilateral  triangle 
abc  represents  the  balanced  three-phase  voltages  at  light  load. 
Under  load  the  voltage  Eb  decreases  and  falls  back  in  phase  and 
the  point  c  moves  to  cf.  To  balance  the  system  the  connection 
for  phase  B  must  be  changed  from  d  to  df  and  the  voltage  im- 
pressed on  A  must  be  increased  by  changing  to  tap  b\  This, 
however,  gives  a  balance  only  at  one  particular  load. 

In  both  cases  the  momentum  of  the  rotor  stores  and  returns 
energy  and  makes  possible  the  change  from  pulsating  single- 
phase  power  to  constant  polyphase  power. 

By  using  a  phase  converter  three-phase  induction  motors  can 
be  operated  from  a  single-phase  supply  circuit  for  the  propulsion 
of  electric  locomotives.  A  single  converter  may  be  used  to 
supply  a  number  of  induction  motors  and  it  may  be  designed  as  a 
high-speed  machine  and  will  therefore  be  light  and  cheap;  and 


INDUCTION  MOTOR  493 

since  it  exerts  very  little  torque  the  shaft  may  be  made  small. 
To  reduce  the  losses  and  sUp  the  rotor  should  be  made  of  very 
low  resistance.  The  weight  of  the  phase  converter  may  be  only 
about  25  or  30  per  cent,  of  the  combined  weight  of  the  motors 
which  it  suppUes. 

The  function  of  the  phase  converter  is  reversible  and  when  the 
motors  are  nmning  above  synchronous  sp)eed  they  become  gen- 
erators supplying  single-phase  power  back  to  the  system  and 
give  a  large  and  uniform  braking  effect. 

416.  Induction  Frequency  Converter. — The  induction  fre- 
quency converter  may  be  used  instead  of  the  synchronous-motor 
generator  set  to  convert  power  from  one  frequency  to  another 
or  to  link  up  two  systems  of  different  frequencies.  It  consists 
of  an  induction  motor  with  a  wound  rotor  driven  by  a  synchro- 
nous motor  connected  to  the  25-cycle  supply  lines.  The  stator 
of  the  induction  motor  is  also  connected  to  the  supply  and 
produces  a  revolving  field.  At  standstill  the  frequency  of  the 
e.m.fs.  generateH  in  the  rotor  windings  is  25  cycles.  When 
the  rotor  is  driven  backward  at  synchronous  speed  the  fre- 
quency is  50  cycles  and  when  driven  at  140  per  cent,  of  synchro- 
nous speed  it  is  60  cycles.  If  a  receiver  circuit  is  connected  to 
the  rotor  slip  rings  60-cycle  power  can  be  suppUed  to  it. 
Twenty-five-sixtieths  or  five-twelfths  of  the  power  output  is 
suppUed  to  the  rotor  by  transformer  action  from  the  stator  and 
the  remaining  seven-twelfths  is  supplied  by  the  synchronous 
motor  as  mechanical  power. 

The  principal  disadvantage  of  the  induction  frequency  con- 
verter is  its  poor  voltage  regulation.  Due  to  the  presence  of  the 
air  gap  in  the  magnetic  circuit  the  reactances  are  large  and  the 
e.m.fs.  consumed  by  the  reactances  are  large. 

The  exciting  current  required  by  the  induction  motor  may  be 
provided  by  over-exciting  the  fields  of  the  synchronous  motor 
and  making  it  draw  a  leading  current.  In  this  way  the  power 
factor  of  the  set  may  be  made  unity,  but  the  increased  current 
in  the  synchronous-motor  windings  increases  the  copper  losses 
and  the  heating. 

Since  the  rotor  of  an  induction  motor  may  be  wound  for  any 
number  of  phases  irrespective  of  the  number  of  stator  phases  the 
induction  frequency  converter  may  be  used  to  change  the  number 
of  phases  as  well  as  the  frequency.  The  same  result  may  of 
course  be  obtained  with  the  synchronous-motor  generator  set. 


CHAPTER  XIII 
ALTERNATING-CDRRENT  COMMUTATOR  MOTORS 

416.  Motor  Characteristics. — ^Direct-current  motors  are  of 
three  types,  shunt,  compound  and  series.  The  methods  of  vary- 
ing the  speed  of  such  motors  were  discussed  in  Arts.  161  and  172. 

Of  the  alternating-current  motors,  the  synchronous  motor  runs 
at  a  constant  speed  at  all  loads  and  this  speed  cannot  be  varied. 
The  induction  motor  with  a  low-resistance  rotor  also  runs  ap- 
proximately at  constant  speed  and  this  can  be  decreased  only  by 
using  a  wound  rotor  with  sUp  rings  and  inserting  resistance  in 
the  rotor  windings  to  increase  the  slip.  This  is  analogous  to  the 
introduction  of  resistance  in  series  with  the  armature  of  a  direct- 
current  motor  and  is  inefficient.  There  is  no  way  of  increasing 
the  speed  above  synchronous  speed  corresponding  to  the  field 
control  in  a  shunt  motor. 

The  single-phase  synchronous  motor  and  induction  motor  can- 
not start  under  load  but  the  polyphase  motors  exert  large  starting 
torque.  The  current  required,  however,  is  greater  than  for  a 
similar  direct-current  motor  since  it  is  not  in  phase  with  the  im- 
pressed voltage  and  tHe  torque  per  ampere  is  therefore  less. 

The  induction  motor  with  a  comparatively  high-resistance 
rotor  has  characteristics  very  similar  to  those  of  the  direct-current 
compound  motor.  The  speed  falls  off  under  load  and  the  start- 
ing torque  is  good. 

To  design  an  alternating-current  motor  with  characteristics 
similar  to  the  direct-current  series  motor  a  commutator  and 
brushes  must  be  added.  A  large  number  of  motors  of  this  kind 
have  been  developed  and  the  principles  of  their  operation  are 
discussed  below. 

By  adding  a  commutator  and  brushes  to  the  rotor  of  a  single- 
phase  induction  motor  the  power  factor  may  be  compensated  and 
the  speed  may  be  made  adjustable  from  values  above  synchro- 
nous speed  down  to  half  synchronous  speed. 

417.  Alternating-current  Series  Motor. — ^The  alternating-cur- 
rent series  motor  is  very  similar  to  the  direct-current  series  motor 
and  can  be  operated  on  direct-current  with  increased  efficiency 
and  output. 
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If  a  direct-current  series  motor  is  connected  to  an  alternating- 
current  supply  circuit  it  will  rotate  since  the  currents  in  the  field 
and  armature  reverse  together  and  therefore  the  torque  is  always 
in  one  direction,  but  it  will  be  very  inefficient  and  will  spark  very 
badly. 

With  alternating  current  flowing  in  the  field  winding  an  alter- 
nating magnetic  flux  is  set  up  through  the  magnetic  circuit  and 
causes  very  large  losses  due  to  hysteresis  and  eddy  currents.  To 
reduce  these  to  a  minimum  the  whole  magnetic  circuit  of  an 
alternating-current  series  motor  must  be  laminated.  The  field 
circuit  must  be  very  heavily  insulated  to  prevent  short-circuits 
between  turns  which  would  bum  out  the  motor  on  accoimt  of 
the  large  induced  currents. 

The  relation  between  the  e.m.fs.  and  current  in  the  direct- 
current  series  motor  is  given  by  the  equation 

£  =  8  +  /(fa  +  r/),  (444) 

where  E  =  imprq^ed  e.m.f., 

8  =  counter  e.m.f .  generated  by  rotation, 

I   =  current, 

Ta  =  resistance  of  the  armature, 

Vf  =  resistance  of  the  field. 

In  the  alternating-current  series  motor  the  alternating  flux  sets 
up  large  e.m.fs.  of  inductance  in  both  the  field  and  armature 
windings,  which  consume  components  of  the  impressed  e.m.f.  in 
quadrature  ahead  of  the  current.  If  L/  is  the  inductance  of  the 
field  and  La  the  inductance  of  the  armature,  their  reactances  are 
Xf  =  2vfLf  and  Xa  =  2irfLaj  respectively,  where  /  is  the  frequency 
of  the  impressed  e.m.f. 

d    Counter  Generated  E.M.F.  S  h 
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Fio.  468. — Vector  diagrams  of  a  single-phase  series  motor. 

Fig.  468  shows  the  vector  diagram  for  the  motor. 

ox  =  I     =  current  in  field  and  armature. 

oa  =  Ivf  =  e.m.f.  consumed  by  the  resistance  of  the  field. 
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ab  ss  Ixf  —  e.m.f.  consumed  by  the  reactance  of  the  field. 

be  =  Ifo  =  e.m.f .  consumed  by  the  resistance  of  the  armature. 

cd  =  Ixa  =  e.m.f.  consumed  by  the  reactance  of  the  armature. 

dft  ~  8  =  e.m.f.  generated  in  the  armature  due  to  rotation, 
in  phase  with  the  field  fiux  and,  therefore,  in  phase  with 
the  current,  neglecting  the  hysteretic  lag. 

ok  =  E  =  impressed  e.m.f. 

cos  kox  =  cos  <l>  =  load  power  factor. 

cos  dox  —  cos  4>9  =  power  factor  at  start. 

Taking  the  current  as  the  real  axis  the  relation  between  the 
current  and  the  impressed  e.m.f.  can  be  expressed  in  rectangular 
coordinates  as 

^  =  6  +  liXa  +  rs)  +  i/CXa  +  Xf)  (445) 

and  taking  absolute  values 

E  =  Vl  8  +  I{Ta  +  r/)}«  +  {I{Xa  +  X/)}«'  (446) 

At  standstill 

E  =  iViXa  +  TsY  +  {Xa  +  XjY  (447) 

and  the  current  is 

/ ,  ^  (448) 

ViXa  +  TfY  +  (Xa  +  XfY 

Full  voltage  can  usually  be  impressed  on  the  motor  at  stand- 
still without  causing  any  injury  since  the  current  is  limited  by 
the  large  impedance. 

The  power  factor  under  running  conditions  is 
cos»=^     ,  g  +  /(r.  +  r,) 

V{6  +  lira  +  r/)}2  +  /(xa  +  xj)]^ 
but  8  =  fcn*,  where  *  is  the  maximum  value  of  the  flux  per  pole, 
n  is  the  motor  speed  in  revolutions  per  second  and  A;  is  a  constant 
depending  on  the  number  of  turns  in  the  armature  winding  and 
on  the  shape  of  the  flux  wave.  The  flux  *  is  almost  propor- 
tional to  the  current  /  9.nd  the  generated  e.m.f.  may  be  expressed 
as 

8  =  k'ni. 

Substituting  this  value  for  8  in  equation  and  eliminating  / 

cos  4>  =      ,  -— -  =\  (450) 

\/(fc'n  +  ra  +  TfY  +  (Xa  +  XfY' 

the  power  factor,  therefore,  increases  with  increasing  speed  and 
approaches  unity.     At  low  speed  and  at  standstill  it  is  low  on 


ALTERNATING^URREUT  COMMUTATOR  MOTORS  497 


account  of  the  reactances  in  the  field  and  armature  and  for  satis- 
factory operation  it  is  necessary  to  make  these  reactances  as  low 
as  possible. 

418.  Design  for  Minimum  Reactance. — The  inductance  of  any 
coil  is  proportional  to  the  square  of  the  number  of  turns  and  is 
inversely  proportional  to  the  reluctance  of  the  magnetic  circuit 
through  it.  To  reduce  the  inductance  L/  of  the  field  winding  it 
is  designed  with  a  small  number  of  turns  but  this  reduces  the 
field  m.m.f .  and  in  order  to  obtain  the  required  flux  the  reluctance 
of  the  magnetic  circuit  must  be  made  very  low.  For  this  purpose 
large  sections  of  high  permeability  are  used,  the  slots  are  partially 
closed  and  the  air  gap  is  made  as  short  as  possible. 

The  reactance  of  the  winding  is  proportional  to  the  product  of 
the  inductance  and  the  frequency  and  therefore  the  frequency 
should  be  low.  •  Motors  are  usually  designed  for  25  cycles  since 
that  is  the  lowest  standard  frequency,  but  they  will  operate  on 
15  cycles  or  on  direct  current  with  a  much  improved  efficiency 
and  power  factor  and  a  larger  output.  The  frequency  of  the 
supply  does  not  affect  the  speed  of  the  motor  directly,  but  it 
does  indirectly  since  the  reactance  drop  decreases  with  the  fre- 
quency and,  therefore,  the  speed  for  a  given  current  increases. 


"FtQ,  469. — Four-pole,  single-phase,  series  motor  with  compensating  winding. 

419.  Compensating  Windings. — ^The  armature  inductance  and 
reactance  cannot  be  decreased  by  reducing  the  number  of  turns 
on  the  armature  since,  for  a  given  impressed  voltage,  that  would 
increase  the  speed  of  the  motor,  and,  further,  since  the  field  is 
made  comparatively  weak  the  armature  must  be  made  corre- 
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Bpondingly  strong  in  ampere-turns  in  order  to  produce  the  re- 
quired torque. 

The  armature  m.m.f.  as  in  direct-current  machines  is  cross- 
magnetizing  and  distorts  the  main  field  and  so  weakens  it  and 
interferes  with  commutation.  The  flux  produced  by  it  is  alter- 
nating and  induces  in  the  armature  a  back  e.m.f.  of  armature 
inductance.  This  flux  of  armature  reaction  or  armature  induct- 
ance may  be  reduced  as  in  the  direct  current  generator  by  the 
use  of  a  compensating  winding.  The  compensating  winding  is 
placed  in  slots  in  the  pole  faces  as  shown  in  Fig.  469.  It  is  dis- 
tributed over  the  whole  periphery  of  the  armature  and  exerts  a 
m.m.f.  opposing  the  armature  m.m.f.  and  so  limiting  the  cross 
flux  to  a  very  small  value  and  reducing  the  armature  inductance 
and  reactance  in  the  same  proportion. 

The  m.m.f.  of  the  compensating  winding  can  be  produced  in 
two  ways  illustrated  in  Fig.  470  and  Fig.  471.  The  first  is  called 
inductive  compensation  and  the  second  conductive  compensation. 
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Fio.  470. — Induc- 
tively compensated 
series  motor. 


FiQ.  471. — Con- 
ductively  compen- 
sated series  motor. 


Fio.  472. — Series 
motor  with  variable 
voltage  supply. 


1.  In  the  inductively  compensated  series  motor  the  compensat- 
ing m.m.f.  is  produced  by  short-circuiting  the  compensating  coil. 
It  then  acts  as  the  closed  secondary  of  a  transformer  of  which  the 
armature  is  the  primary.  The  m.m.f .  of  the  compensating  wind- 
ing is  almost  equal  to  the  m.m.f .  of  the  armature  but  can  never  be 
greater  than  it  and,  therefore,  over-compensation  is  not  possible. 
The  combined  reactance  of  the  armature  and  compensating  wind- 
ing corresponds  to  the  reactance  of  a  transformer  on  short-circuit. 
The  mutual  flux  is  almost  destroyed  but  the  leakage  fluxes  remain. 

2.  In  the  conductively  compensated  motor  the  compensating 
coil  is  connected  in  series  with  the  field  and  armature  and  the 
amount  of  compensation  can  be  varied.  When  the  m.m.fs.  of 
the  two  windings  are  equal  there  is  no  mutual  flux  and  the  com- 
bined reactance  is  a  minimum.  When  the  m.m.f .  of  the  compen- 
sating winding  is  stronger  than  that  of  the  armature  the  armature 
reaction  flux  is  reversed  but  the  reactance  of  the  compensating 
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winding  is  increased  and  so  part  of  the  advantage  is  lost,  but  the 
flux  due  to  over-compensation  assists  commutation  of  the  load 
current  in  the  same  way  that  interpoles  do  and  is  thus  a  great 
advantf^e. 

A  conductively  compensated  motor  can  be  operated  on  direct 
current  but  an  inductively  compensated  motor  cannot  since  the 
compensating  winding  would  not  be  effective  and  sparking  would 
occur. 

420.  Commutartion. — Satisfactory  commutation  is  very  much 
more  difficult  to  obtain  in  the  alternating-current  series  motor 
than  in  the  direct-current  motor  because,  as  may  be  seen  in  Fig. 
473,  the  short-circuited  coil  is  in  the  position  of  the  short-circuited 
secondary  of  a  transformer  with  the  main  field  as  primary  and 
tends  to  have  as  many  ampere-tums  induced  in  it  as  there  are  on 


n_ 


a  pair  of  field  poles.  This  lai^  short-circuit  current  interferes 
with  commutation  and  must  be  reduced  as  far  as  possible.  For 
this  purpose  high-resistance  leads,  called  preventive  leads,  are 
connected  between  the  coils  and  the  commutator  bars,  as  shown 
in  Fig.  474,  and  narrow  carbon  brushes  of  high  contact  resistance 
axe  used.  The  short-circuit  current  must  pass  through  two  resist- 
ance leads  in  series  and  is  thus  greatly  reduced  while  the  load 
current  is  carried  by  two  or  more  in  multiple.  The  resistance  of 
one  of  the  leads  must  be  very  much  higher  than  that  of  an  arma- 
ture coil  in  order  to  reduce  the  current  sufficiently. 

There  are  losses  in  the  leads  due  to  the  resultant  of  the  two 
currents  Sowing  in  them,  but  by  increasing  the  resistance  up  to  a 
certain  point  the  short-circuit  current  is  reduced  and  the  com- 
bined loss  is  reduced. 

The  resistance  leads  are  not  made  of  large  enough  capacity  to 
carry  the  current  continuously  but  under  running  conditions  any 
one  lead  is  in  circuit  for  only  a  very  short  time.  If  the  motor 
is  stalled  with  power  on  the  leads  are  likely  to  be  destroyed. 

The  torque  of  the  motor  is  very  much  improved  by  the  use  of 
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resistance  leads  since  without  them  the  large  short-circuit  current 
would  weaken  the  main  field  and  decrease  the  torque. 

Fig.  475  shows  the  characteristic  curves  of  a  150  hp.,  single- 
phase  series  motor.  The  torque  and  speed  curves  are  very 
much  the  same  shape  as  those  of  the  direct-current  series  motor. 

The  power  factor  approaches  unity  at  light  load  when  the 
speed  is  high  as  explained  above,  but  at  full  load  it  is  still  very 
good,  reaching  90  per  cent,  in  some  cases.  At  start  and  at  low 
speeds  it  is  low  because  the  reactance  of  the  motor  is  constant. 
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FiQ.  476.^Characteri8tic    curves    of    a    25-cycle,    250-volt,    150-horae-power, 

single-phase  series  motor. 

Efficiencies  up  to  85  per  cent,  can  be  obtained  but  the  motors 
must  be  designed  more  liberally  than  the  corresponding  direct- 
current  motors  and  are  therefore  heavier  and  more  expensive. 

On  account  of  unsatisfactory  commutation  alternating-cur- 
rent series  motors  are  only  built  for  voltages  of  250  volts  and 
under. 

421.  Speed  Control. — The  speed  of  the  series  motor  can  be 
controlled  by  supplying  the  motor  through  a  transformer  with 
a  number  of  secondary  taps  (Fig.  472).  By  changing  the  taps 
the  speed  of  the  motor  for  any  load  can  be  adjusted  through  a 
wide  range.  The  alternating-current  series  motor  has  in  this 
respect  an  advantage  over  the  direct-current  series  motor,  since 
the  change  of  impressed  voltage  is  not  accompanied  by  rheostatic 
losses. 
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422.  Polyphase  Commutator  Motor. — ^A  three-phase  commu- 
tator motor  with  a  series  characteristic  is  shown  in  Fig.  476.  The 
armature  is  similar  to  that  in  the  single-phase  motor  but  the  com- 
mutator has  three  sets  of  brushes  per  pair  of  poles,  spaced  at  120 
electrical  degrees.  The  three-phase  stator  winding  is  usually 
connected  to  the  Une  through  trans- 
formers and  the  other  terminals  are 
connected  to  the  three  brushe^l  The 
machine  is  a  combination  of  three  single- 
phase  series  motors  in  one  and  hasBimilar 
characteristics.  If  three  compensating 
windings  are  added  to  the  stator,  at 
right  angles  to  the  three  exciting  wind- 
ings and  connected  in  series  with  them, 
the  power  factor  will  be  improved  but 
the  cost  will  be  increased.  The  speed 
for  any  load  can  be  adjusted  by  moving 
the  brushes  relative  to  the  exciting 
windings  but  the  120-degree  displace- 
ment must  be  maintained. 

423.  Repulsion  Motor. — In  construc- 
tion the  repulsion  motor  resembles  the 

single-phase  series  motor  with  conductive  compensation.  The 
armature  is,  however,  not  connected  in  series  with  the  field  but 
is  short-circuited  and  receives  its  current  by  induction. 

The  principle  of  its  operation  can  be  understood  by  reference 
to  Figs.  477  to  479.  In  Fig.  477  the  armature  is  shown  short- 
circuited  with  the  brushes  in  line  with  the  field  poles.    Current  is 


Fig.  476. — Three-phase 
commutator  motor. 


(a) 

Fig.  478.  Fio.  479. 

Figs.  477  to  479. — Repulsion  motor. 


(t) 


induced  in  it  as  in  the  secondary  of  a  transformer  and  is  very 
large  but  the  torque  exerted  in  each  direction  is  the  same  and 
thus  the  resultant  torque  is  zero.  In  Fig.  478,  with  the  brushes 
turned  through  90  degrees  there  is  no  current  induced  in  the 
armature  and  therefore  no  torque.    In  order  that  the  motor  may 
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exert  torque  the  brushes  must  be  placed  in  some  intermediate 
position  Fig.  479(a).  The  same  result  is  accomplished  by  placing 
a  second  winding  at  right  angles  to  the  main  field  winding.  This 
is  shown  as  the  compensating  coil  C  in  Fig.  479(6)  and  is  carried 
in  slots  in  the  pole  faces  as  in  the  series  motor.  The  brushes  are 
placed  in  line  with  this  coil  and  the  armature  receives  its  cunent 
by  induction  from  it.  Torque  is  produced  which  is  proportional 
to  the  product  of  the  armature  current  induced  by  the  compensat- 
ing coil  and  the  flux  produced  by  the  main  field,  but  it  is  necessary 
to  show  that  the  current  and  flux  are  in  time  phase  with  one 
another. 

If  voltage  is  impressed  on  the  motor  at  rest,  current  flows  in 
both  coils  C  and  F.  There  is  a  large  drop  of  voltage  across  F 
since  its  reactance  is  high,  but  only  a  very  small  drop  across  C 
since  its  reactance  is  low,  due  to  the  presence  of  the  short-cir- 
cuited armature  winding  and  thus  at  standstill  a  large  flux 
passes  through  F  and  a  small  flux  through  C 

The  flux  in  F  is  in  time  phase  with  the  field  current;  the  cur- 
rent in  the  armature  is  in  phase  opposition  to  the  field  current 
and  therefore  reaches  its  maximum  at  the  same  instant  as  the 
flux  in  F,  and  the  torque  which  is  proportional  to  their  product 
retains  its  sign  as  they  reverse  together. 

When  the  armature  rotates  an  e.m.f.  is  generated  between  the 

brushes    by    the    armature   conductors 
cutting  the  flux  from  F.    This  e.m.f.  is 
at   every   instant   proportional   to   the 
product  of  the  flux  and  the  speed  and  is 
in  phase  with  the  flux  and  is  therefore 
90  degrees  behind  the  e.m.f.  across  F, 
The  armature  now  acts  at  the  primary 
of  a  transformer  with  the  compensating 
coil  as  secondary  and  it  produces  a  flux  which  transfers  the  speed 
e.m.f.  to  the  compensating  coil  and  the  coil  C  therefore  con- 
sumes a  large  component  of  the  impressed  e.m.f. 
In  Fig.  480, 

/  is  the  line  current  which  flows  in  the  coils  F  and  C 
*F  is  the  flux  in  F,  which  is  in  phase  with  the  current. 
Ep  is  the  component  of  impressed  e.m.f.  across  the  termi- 
nals of  F. 
Es  is  the  e.m.f.  generated  in  the  armature  by  rotation  and 
transferred  to  the  compensating  coil. 
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Ec  is  the  component  of  impressed  e.m.f .  across  the  termi- 
nals of  C ;  it  is  equal  to  £5  if  the  coil  C  has  the  same  num- 
ber of  turns  as  the  armature,  and  it  is  in  phase  with  it. 

E  =  y/EiF^  +  E(^  is  the  constant  Une  voltage  impressed 
on  the  motor. 

The  e.m.f.  consumed  by  the  impedance  of  the  armature  and  com- 
pensating winding  is  neglected.  As  the  speed  increases  the  e.m.f. 
Ec  increases  and  Ep  decreases,  the  flux  in  the  main  field  F  de- 
creases and  the  current  and  torque  decrease. 

At  start,  when  the  drop  across  C  is  small,  the  current  is  large 
and  the  main  field  F  is  very  strong.  The  repulsion  motor,  there- 
fore, gives  a  good  starting  torque.  The  field  at  start  will  be 
decreased  to  a  certain  extent  by  the  current  in  the  short-cir- 
cuited coil  undergoing  commutation,  as  in  the  series  motor. 

424.  Commutation. — In  the  single-phase  series  motor  and  the 
repulsion  motor  there  are  two  currents  to  be  commutated:  (1) 
the  load  current  and  (2)  the  short-circuit  current  produced  in 
the  coil  under  the  brush  by  the  alternating  flux  of  the  main  field. 

1.  To  reverse  the  load  current  a  m.m.f.  is  required  opposing 
the  m.m.f.  of  armature  reaction  and  strong  enough  to  produce  a 
flux  in  the  opposite  direction  to  the  armature  reaction  flux.  Such 
a  flux  can  be  produced  by  interpoles  placed  between  the  main 
poles  and  excited  by  a  winding  in  series  with  the  main  field  or  it 
can  be  produced  by  a  compensating  winding.  The  conductively 
compensating  winding  is  the  only  one  which  can  give  perfect 
commutation  since  its  m.m.f.  can  be  made  stronger  than  the 
armature  m.m.f.  Commutation  is  assisted  by  the  use  of  high- 
resistance  carbon  brushes. 

2.  To  eliminate  the  short-circuit  current  in  the  coil  under  the 
brush  an  e.m.f.  must  be  generated  in  the  coil  equal  and  opposite 
to  the  e.m.f.  producing  the  short-circuit  current.  The  neutraliz- 
ing e.m.f.  cannot  be  generated  by  the  alternation  of  a  magnetic 
flux  through  the  coil,  since  that  would  require  a  flux  equal  and 
opposite  to  the  field  flux  and  would  destroy  the  field  of  the  motor. 
The  required  e.m.f.  can,  however,  be  generated  by  the  rotation 
of  the  armature  through  a  commutating  field  of  the  proper  inten- 
sity and  position,  but  the  field  must  be  in  quadrature  with  the 
main  field  in  both  time  and  space.  In  the  repulsion  motor  under 
running  conditions  such  a  field  is  produced  in  the  compensating 
coil  C.     The  intensity  of  the  field  varies  with  the  speed  of  the 
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motor.    Near  synchronous  speed  the  e.m.f.  is  entirely  neutral- 
ized and  the  current  is  wiped  out.    Below  synchronous  speed  the       / 
current  is  reduced  and  above  synchronous  speed  another  current 
is  produced  as  objectionable  as  before  and  commutation  becomes 
bad  again.    At  standstill  no  neutraUzing  e.m.f .  is  produced. 

In  the  single-phase  series  motor  there  is  no  field  in  quadrature 
with  the  main  field  in  time  and  so  no  neutraUzing  e.m.f.  can  be 
produced,  but  the  short-circuit  current  is  reduced  by  using  high- 
resistance  preventive  leads  as  explained  in  Art.  420. 

Thus  near  synchronous  speed  the  commutation  of  the  repulsion 
motor  is  better  than  that  of  the  series  motor. 

Since  preventive  leads  are  not  used  in  the  repulsion  motor  the 
short-circuit  current  in  it  at  start  will  be  greater  than  in  the  series 
motor  and  will  weaken  the  main  field  and  decrease  the  starting 
torque. 

While  running  the  short-circuit  current  is  not  so  great,  since  it 
cannot  reach  its  maximum  value  on  account  of  the  self -inductance 
of  the  coil. 

The  repulsion  motor  cannot  be  operated  more  than  40  per  cent, 
above  synchronous  speed  on  account  of  commutation  troubles. 

426.  Compensated  Repulsion  Motor. — The  main  field  wind- 
ing, F,  or  the  torque  field  of  the  repulsion  motor  may  be  omitted 
if  two  extra  brushes  are  placed  on  the  commutator  at  right  angles 
to  the  main  brushes  as  shown  in  Fig.  481.    The  armature  winding 


(a)  (6) 

Fig.  481. — CompenBated  repulsion  motor. 

is  thus  made  to  carry  the  exciting  current  and  the  total  reactance 
of  the  motor  is  decreased  and  the  power  factor  improved.  It  is 
not  usually  desirable  to  design  the  armature  with  the  proper 
number  of  turns  for  excitation  and  the  motor  Fig.  481  (o)  may 
be  replaced  by  that  in  (6),  in  which  the  exciting  brushes  are 
supplied  from  taps  on  the  secondary  of  a  transformer  with  its 
primary  in  series  with  the  compensating  coil  C  With  this 
arrangement  the  speed  may  be  controlled  by  changing  the  tap  to 
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which  the  exciting  brush  is  connected.  These  motors  have  the 
serious  objection  that  four  sets  of  brushes  are  required  per  pair 
of  poles. 

A  large  number  of  motors,  differing  in  certain  details  from  the 
simple  series  and  repulsion  motors  described  ber^,  have  been  de- 
signed and  have  good  operating  characteristics,  but  a  discussion 
of  them  is  beyond  the  scope  of  this  book. 

426.  Alternating-current  Commutator  Motors  with  Shunt 
Characteristics. — ^The  single-phase  induction  motor  has  a  speed 
characteristic  similar  to  a  shimt  motor  but  the  speed  cannot  be 
adjusted  and  the  motor  has  no  starting  torque. 

If  the  squirrel-cage  rotor  is  replaced  by  a  direct-current  arma- 
ture with  two  sets  of  short-circuited  brushes  at  right  angles  as 
shown  in  Fig.  482  the  characteristics  of  the  motor  are  not  changed 
but  it  is  possible  to  improve  its  power  factor  and  to  adjust  its 
speed. 

When  the  motor  is  at  rest  there  is  no  e.m.f.  between  the  xx 
brushes  and  no  current  flows  and  therefore  there  is  no  fltix  along 
the  XX  axis.    There  is  flux  along  the  yy  axis  and  current  flows 
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Fio.  482. 


(«)  (b)  (c) 

TiQ,  483. — Single-phase  commutator  motor  with 
power-factor  compensation. 


through  the  yy  brushes.  If  the  motor  is  started  in  either  direc- 
tion the  conductors  cut  the  yy  flux  and  an  e.m.f.  is  generated 
between  the  xx  brushes  in  phase  with  the  yy  flux  and  proportional 
to  the  speed.  This  e.m.f.  causes  a  current  to  flow  in  the  xx 
brushes  which  produces  a  torque  field  along  the  xx  axis  and  thus 
torque  is  developed  as  in  the  single-phase  induction  motor 
(Art.  408). 

There  are  three  ways  of  improving  the  power  factor  of  the 
motor:  (1)  By  introducing  in  the  circuit  of  the  yy  brushes  a 
stator  winding  in  the  xx  axis,  Fig.  483(a) ;  (2)  by  introducing  in 
the  circuit  of  the  xx  brushes  a  stator  winding  in  the  yy  axis. 
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Fig.  483(6) ;  and  (3)  introducing  in  the  circuit  of  the  xx  brushes 
an  e.m.f.  in  phase  with  the  line  voltage,  Fig.  483(c). 

There  are  likewise  three  methods  of  controlling  or  adjusting 
the  speed:  (1)  By  introducing  in  the  circuit  of  the  xz  brushes  a 
stator  winding  in  the  xx  axis.  Fig.  484(a) ;  (2)  by  introducing  in 
the  circuit  of  the  xx  brushes  a  variable  inductance,  Fig.  484(b) ; 
and  (3)  by  introducing  in  the  circuit  of  the  yy  brushes  an  e.m.f. 
in  phase  with  the  line  voltage,  Fig.  484(c). 
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(a)  (6)  («) 

Fio.  484. — Single-phase  oommutator  motor  with  speed  adjustment. 

427.  Single-phase  Induction  Motor  with  Repulsion  Starting. — 

The  repulsion  motor  in  Fig.  479(a)  may  be  changed  into  a  single- 
phase  induction  motor  by  short-circuiting  the  commutator. 
When  the  brushes  of  such  a  motor  are  set  at  the  proper  angle  to 
the  stator  winding  a  good  starting  torque  is  produced.  A  centri- 
fugal governor  may  be  set  to  short-circuit  all  the  segments  of 
the  commutator  and  to  raise  the  brushes  when  a  certain  speed 
is  reached  and  the  motor  will  then  operate  as  an  induction 
motor  at  approximately  constant  speed. 


CHAPTER  XIV 
TRANSMISSION  SYSTEMS 

428.  Transmission  Line. — The  transmission  line  carries  the 
electrical  energy  from  the  generating  station  to  the  receiving 
station  or  substation,  where  it  is  either  transformed  into  mechani- 
cal energy  or  distributed  to  the  customers  throughout  the  district. 

The  most  important  characteristics  of  a  transmission  line  are: 
(1)  reliability,  (2)  regulation  and  (3)  efficiency. 

1.  To  insure  reliability  of  service  lines  should,  wherever  pos- 
sible, be  installed  in  duplicate  and  all  the  necessary  protective 
devices  applied. 

2.  For  good  regulation  the  reactance  of  the  line  should  be  as 
small  as  possible  and  therefore  the  frequency  should  be  low.  The 
capacity  of  a  line  draws  a  leading  current,  which  partially  coun- 
teracts the  drop  in  voltage  due  to  reactance  and  so  improves  the 
regulation. 

3.  The  power  losses  in  a  line  are  the  resistance  loss,  which  varies 
as  the  square  of  the  current,  and  the  comparatively  small  losses 
due  to  leakage  over  the  insulators  and  to  the  formation  of  corona 
around  the  conductors. 

To  reduce  the  power  loss  the  resistance  of  the  line  should  be 
made  as  low  as  possible.  This  can  be  done  by  increasing  the 
cross-section  of  the  conductors,  but  the  increased  cost  of  the 
material  required  soon  overcomes  the  saving  due  to  the  increase 
in  efficiency. 

For  a  given  loss  and  a  given  voltage  between  lines  power  can 
be  transmitted  with  a  smaller  amount  of  conducting  material 
three-phase  than  either  single-phase  or  two-phase. 

429.  Relative  Amounts  of  Conducting  Material  for  Single-^ 
Two-  and  Three-phase  Transmission  Lines. 

Let      P  =  power  input  to  the  line  in  watts. 

p  =  per  cent,  loss  of  power  in  the  line  resistance  due  to 

full-load  current. 
/  5=  full-load  current. 

607 
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cos  6  =  power  factor. 

r  =  resistance  of  each  conductor. 
n  =  number  of  conductors  in  the  system. 
The  loss  in  the  line  is 

100  ' 

and  the  resistance  of  each  conductor  is 

pP 
^       100  nP' 

For  the  same  voltage  E  between  conductors  the  current  is 

^  =  F^'  single-pha^e, 

p 

/  =  — 7= ,  three-phase, 

VSE  cos  ^ 

and  the  resistance  per  conductor  is 

pP  X  E^  cos^  g       -„_p^2cos«^    .     ,      , 
^  =      100  X  2P^      ""  ^ '  smgle-phase, 

pP  X  4jE?2  cos^  ^      ^  ^,  pE^  cos^  ^  ^         , 
^  ""       100  X  4P' —  ""  ^ — P '  two-phase, 

^  pP  X  3g»  cos^  6  ^         pE^cos^  three-Dhase 
r  —       j^QQ  X  3  P^  P        '  tnree-pnase. 

Since  the  single-phase  line  has  only  two  conductors  while  the 
two-phase  line  has  four  the  amount  of  copper  required  for  both  is 
the  same.  The  three-phase  line  consists  of  three  conductors  of 
the  same  section  as  the  two-phase  conductors  and,  therefore,  the 
amount  of  copper  required  for  a  three-phase  line  is  only  75  per 
cent,  of  that  required  for  a  two-phase  or  single-phase  line  with  the 
same  per  cent,  power  loss  and  the  same  maximum  voltage  between 
lines. 

430.  Reactance. — The  inductance  of  a  line  per  mile  of  con- 
ductor is  (equation  163) 

L  =  (o.74  logio  ^  +  0.0805)  lO"'  henrys 

where  D  is  the  distance  between  conductors, 

and  R  is  the  radius  of  the  conductors. 

The  reactance  of  the  line  per  mile  of  conductor  is 

X  =  2vfL  ohms. 
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The  reactance  could  be  decreased  by  decreasing  the  distance 
between  the  conductors  or  by  increasing  the  radius,  but  these 
quantities  are  fixed  by  other  considerations  than  the  reactance 
and  reactance  drop. 

431.  Capacity. — ^The  capacity  of  a  line  per  mile  of  conductor 
between*  the  conductor  and  neutral  is 

38  8 
C  == ts^^d  10"^  farads  (equation  38). 

lOglO        jg 

This  value  applies  for  each  conductor  of  a  single-phase  or  poly- 
phase line.  If  the  conductors  of  a  three-phase  line  are  suspended 
in  one  plane  instead  of  in  the  form  of  an  equilateral  triangle  the 
capacity  of  the  central  conductor  is  slightly  greater  than  that  of 
the  others,  but  since  all  lines  are  transposed  the  total  capacity  of 
each  of  the  three  is  the  same  and  is  given  with  sufficient  accuracy 
by  the  formula  above  if  the  distance  D  is  taken  as  the  shortest 
distance  between  conductors. 

The  capacity  reactance  per  mile  of  conductor  is 

and  the  charging  current  per  mile  of  conductor  is 

/c  =  ^  =  ^fCe, 

where  e  is  the  voltage  between  conductor  and  neutral. 

For  transmission  lines  up  to  50,000  volts  the  capacity  is  very 
small  and  its  effect  on  the  regulation  may  be  neglected.  If,  how- 
ever, any  part  of  the  transmission  is  carried  out  through  under- 
ground cables,  the  capacity  may  be  very  largely  increased  and 
may  not  be  negligible.  Above  50,000  volts  the  capacity  of  the 
line  must  be  considered  in  calculating  the  regulation.  For  lines 
up  to  100  miles  in  length  and  for  voltages  up  to  100,000  volts  the 
capacity  of  each  conductor  may  be  considered  as  a  condenser 
connected  at  the  center  of  the  line  between  conductor  and  neutral. 
If  more  accurate  results  are  necessary  the  fact  that  both  the  re- 
actance and  the  capacity  of  the  line  are  distributed  over  the  whole 
length  must  be  taken  into  account. 

Due  to  the  presence  of  the  charging  current  in  a  line  the  current 
flowing  into  the  receiving  circuit  may  be  very  much  larger  than 
the  current  entering  the  line  at  the  generating  station. 
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432.  Voltage  and  Frequency. — Voltages  up  to  150,000  volte 
are  now  in  use  for  the  transmission  of  large  amounts  of  power 
over  long  distances.  The  voltage  employed  in  any  given  system 
is  as  a  general  rule  approximately  one  thousand  times  the  length 
of  the  line  in  miles. 

Power  is  usually  generated  and  transmitted  at  either  25  cycles 
or  60  cycles.    With  25  cycles  the  reactance  drop  in  the  line  is  less 
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Fio.  489. — Spacing  of  conduotois. 


than  with  60  cycles  and  therefore  the  voltage  regulation  is  better. 
In  the  case  of  very  long  high-voltage  lines  the  increased  charging 
current  at  the  higher  frequency  may  counteract  the  larger  react- 
ance drop  of  voltage.  Where  power  is  required  for  lighting  60 
cycles  is  necessary  unless  frequency  chargers  are  installed. 

433.  Spacing  of  Conductors. — The  distance  between  the  con- 
ductors of  a  transmission  line  depends  both  on  the  voltage  and 
also  on  certain  points  in  the  mechanical  design,  such  as  the  mate- 
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Fio.  486. — Single-phase  transmission  line. 


rial  of  the  conductor,  length  of  span  and  the  amount  of  sag  al- 
lowed. The  curve  in  Fig.  485  gives  approximately  the  relation 
between  the  spacing  of  the  conductors  and  the  voltage. 

434.  Single-phase  Transmission  Line. — 1.  A  single-phase  trans- 
mission line,  Fig.  486,  delivers  5,100  kw.  to  a  receiver  circuit  at 
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60,000  volts.     If  the  power  factor  of  the  load  is  85  per  cent., 
find  the  generator  voltage. 

r  =  resistance  of  the  line  =  20  ohms. 
X  =  reactance  of  the  line  =  50  ohms. 

The  power  delivered  to  the  receiver  circuit  is 

P  =  £/  cos  0  =  5,100,000  watts, 
where  E  ==  60,000  is  the  receiver  voltage 

and  cos  <t>  ==  0.85  is  the  power  factor; 

the  current  is  therefore 

r  _      P       _      5,100,000       _  .nn„^^ 
^  ~  ffcos*  ■"  60,000  X  0.85   ""  ^""^°^P- 

The  vector  diagram  is  drawn  with  the  current  0/  =  /  as  hori- 
zontal. 

The  receiver  e.m.f .  OE  =  E  leads  the  current  by  *an  angle  0 
and  has  two  components 

OEi  =  ^1  =  E  cos  0  in  phase  with  /  and 
OEz  =  E2  =  E  Bin  <t>  in  quadrature  ahead  of  /. 

The  voltage  consumed  in  the  resistance  of  the  line  is./r  in 
phase  with  /;  the  voltage  consumed  in  the  reactance  of  the  line 
is  Ix  in  quadrature  ahead  of  /. 

The  component  of  the  generator  e.m.f .  in  phase  with  /  is 

Ei  +  Ir  =  Eco8<l)  +  Ir 

and  the  component  in  quadrature  ahead  of  /  is 

E2  +  Ix  -  E  sin  <l}  +  Ix, 

and  therefore  the  generator  e.m.f.  is 

Eo  =  V{E  COS0  +  /r)2  +  {E  sin  0  +  /x)-, 

or  substituting  the  numerical  values 

Ea  =  V(60;006  X  0.85  +  100  X  20)2+(60,000  X  0.52+100X50)* 
=  64,000  volts. 

The  e.m.f.  consumed  in  the  line  is 

Iy/r2  +  a;2  =  100  V20*  +  50^  =  5,400  volts. 

The  loss  of  power  in  the  line  is 

Pr  =  100*  X  202  =  200,000  watts. 

=  200  kw. 

The  power  factor  at  the  generator  is 

£  cos  <^  +  Jr      53,000      ^  ^oo       on  o  * 

cos  <k  = ^— ^ =  -  .~r.f^  =  0.828  =  82.8  per  cent. 

Ea  64,000 
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Using  rectangular  coordinates  and  taking  the  current  as  axis, 
the  e.m.f.  at  the  receiver  terminals  is 

^  =  £  cos  0  +  jJE?  sin  0, 

the  e.m.f.  consumed  in  the  impedance  of  the  line  is 

r  =  /r+j/a:, 

and  the  generator  e.m.f.  is 

Ea  =  :e  +  S'  =^  (E  coa  <t>  +  Ir)  +  j{E  sin  «  +  Ix), 

and  its  absolute  value  is 

Eo  =  ViE  cos  0  +  Iry  +  {E  sin0  +  Ix^. 

The  capacity  of  the  line  has  been  neglected  in  this  example. 

2.  A  transmission  line  of  impedance  ^  =  r  +  jx  delivers  power 
to  a  receiver  circuit  of  admittance  J^  =  flf  —  j&  at  a  constant 
voltage  E.  If  the  capacity  of  the  line  is  assumed  to  be  concen- 
trated at  the  center  determine  the  charging  current  of  the  line, 
the  total  current  delivered  by  the  generator  and  the  terminal 
voltage  of  the  generator. 

The  condensive  reactance  of  the  line  is 
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Fig.  487. — Single-phase  transmission  line  with  capacity. 

where  /  is  the  frequency  of  the  impressed  e.m.f.  and  C  is  the  ca- 
pacity of  the  line  in  farads;  the  condensive  susceptance  of  the 
line  is  2 

and  it  is  represented  as  a  condenser  connected  across  the  line 
(Fig.  487). 
The  current  in  the  receiver  circuit  is 

and  the  e.m.f .  at  the  center  of  the  line  is 
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The  charging  current  of  the  line  is 


=  A^  { 


1  +  ^^  (g  -  jb)  ]  >  (451) 

and  the  current  from  the  generator  is 

/«  =  /  +  /c  =  ^[(7  -  jb+jbc{l  +  ^^^07  -  jb)]]'  (452) 
The  terminal  e.m.f.  of  the  generator  is 

^  e\i  +  (r  +  jx){g  --  jb  +  j^)  +j\(r+jxy(g  -jb)  - 

(463) 

For  lines  of  small  capacity  the  last  term  may  be  neglected  and 
equation  (453)  reduces  to 

^o  =  ^  j  1  +  (r  +  jx)  {g^jb+j^^  ).  (454) 

This  is  equivalent  to  replacing  the  capacity  susceptance  be 

at  the  center  of  the  line  by  a  condenser  of  susceptance  -^  at  the 

receiver  end  of  the  line. 

3.  A  single-phase  transmission  line  delivers  10,000  kw.  at 
100,000  volts  to  a  receiver  circuit  of  85  per  cent,  power  factor; 
find  the  voltage,  current^nd  power  factor  at  the  generating  end 
of  the  line,  the  impedance,  drop  and  power  loss  in  the  line  and 
the  charing  current.  Find  also  the  generator  voltage  required 
to  give  a  receiver  voltage  of  100,000  volts  at  no  load. 

Length  of  line  =  100  miles. 
Size  of  wire  =  No.  000  B.  &  S.  copper. 
Diameter  of  wire  =  2/2  =  0.41  in. 
Distance  between  wires  =  D  =  100  in. 
Frequency  =  60  cycles  per  second. 

The  inductance  or  coefficient  of  self-induction  of  each  wire  of 
the  line  is,  by  equation  (163), 

Li  =  (o.74  logio  p  +  O.O8O5)  10-»  henrys  per  mile, 

33 


/ 
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and  therefore  the  inductance  of  the  line  consisting  of  two  wires  is 
L  =  2OOL1  =  200  (0.74  logio  ^^  +  O.O8O5)  10-»=  0.41  henrys; 

the  inductive  reactance  of  the  line  is 

X  =  2irfL 
=  2  X  3.14  X  60  X  0.41  =  154.5  ohms. 

The  capacity  of  each  wire  to  neutral  is,  by  equation  (38), 
Ci  = fi 5 1^*  farads  per  mile, 

1  U  —  rC 

logio  — g— 
and  the  capacity  between  wires  is 

C2  =  — *  = ^ d1^'  farads  per  mile  of  line; 

Z         ,  JJ  —  K 

therefore,  the  capacity  of  the  line  is 

1Q  4- 
C  =  IOOC2  =  100  X  — ^^^  10-* 

=  0.73  10-«  farads. 

The  condensive  reactance  is 
1 


^'  ~  2irfC 


=  2X3jrx60 W733O0^«  =  ^^  °^°"' 
and  the  condensive  susceptance  of  the  line  is 

^«  =  ~  =  Q  3 in  =  0.000275. 
Xc      3,640 

The  resistance  of  the  line  at  20°C.  is 

I 
r  =  p~.         .,- 
ar.  771118 

,_  ,200  X  5,280       ..  .    , 
=  10.4  -    77V7^x , —  =  65.4  ohms. 
(410)2 

The  load  delivered  to  the  receiver  is 

P  =  £7  cos  0  =  10,000,000  watts, 
but  E  =  100,000  and  cos  <t>  =  0,85 ; 

therefore,  the  current  in  the  receiver  circuit  is 

7  -  _  ^_  -      10,000,000      _      . 

^  "  £:  cos  0  "■  100,000  X  0.85      "^  ^P"' 
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the  power  component  is 

/p=  /cos0  =  117  X  0.85  =  100  amp.; 
the  quadrature  component  is 

Iw  ^  I&m<t>  =  VI*  -  /p*  =  VII72  -  100^  =  60  amp. 
The  admittance  of  the  receiver  is 


'^-E-  mm  =  '•^"'' 


the  conductance  is 


/co8«  _      100      _nnni. 
^  ~      E      ~  100,000  ~  "•""^' 

and  the  susceptance  is 

,         /sin<^  60  nnnna 

^  =  -E-  =  iopoo  =  ^•<^' 

The  generator  voltage  is,  by  equation  (453), 
^„  =  ^  j  1  +  (r  +  jx)  (g  -  jb  +  j  I)  +  j  |(r  +  jx^ig  -  jb) ) . 
and  substituting  the  values  obtained  above 
^0  =  ^{l  +  (65.4  +  154.5J)  (o.OOl  -  0.0006J  +  2:2^?Z5j) 

+  QQQQ^^^  j (65.4  +  154.6i) « (0.001  -  0.0006J)) 

and  simplifying 

Eo  =  £(1.137  +  0.114i7), 

•  • 

and  the  absolute  value  is 

Eo  =  £^(1.137)'  +  (0.114)« 

=  100,000  X  1.142  =  114,200  volts. 

The  current  from  the  generator  is,  by  equation  (542), 

lo  =  ^[g-3b  +  jb.  [i  +  ~j~(g-jb)]] 

=  £  [o.OOl  -  O.OOOei  +  0.000275j 

j  J  _|_  65.4  +^154.5j  ^^^^  _  ^^^^^^  j  j 

«  ^(0.000984  -  0.00029i), 
and  its  absolute  value  is 

/„  =  100,000\/(OT000984)M-  (6^00029)'  =  102.6  amp. 
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The  charging  current  of  the  line  is,  by  equation  (641), 

=  ^  (-  0.0000158  +  0.00031J), 
and  its  absolute  value  is 

Ic  =  100,000\/(b.0000158)2  +  (0.00031)2  =  31  amp. 
=  26.5  per  cent,  of  the  receiver  current. 

At  no  load  E  =  100,000,  (/  =  0,  6  =  0  and  the  generator  vol- 
tage is 

and  its  absolute  value  is 

Eo  =  100,000 V(0.9786) 2  +  (0.0098) »  =  97,860  volts. 
The  power  factor  at  the  generator  may  be  found  by  reference 
to  the  diagram  in  Fig.  488. 


Fio.  488. 


Eo  leads  E  by  an  angle  <l>',  where 


,  _   11,400 


lo  lags  behind  E  by  an  angle  0",  where 

tan  «"  =  J;-?  =  0.0296; 
98.4 

and  la  lags  behind  Eg  by  an  angle  0©  =  0'  +  0"; 

tan  ^  =  tan  (,'  +  ,")  =  /^  f;^,*^^  =  '■''^' 
and  00  =  7°  30' ; 

the  power  factor  at  the  generator  is 

cos  4>o  =  cos  7°  30'  =  0.99 
=  99  per  cent. 

The  impedance  drop  in  the  line  is  found  very  approximately  as 

Ez  =  /V72~+T2 

=  117^(6574)^"+  (154^  =  19,650  volts 

=  19.6  per  cent,  of  the  receiver  voltage. 
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The  power  loss  in  the  line  is  found  approximately  as 

I  L  —  J-Q    2^  ^    2 

=  (102.6)234  +  (117)234 

=  826,000  watts 

=  826  kw. 

=  4.13  per  cent,  of  the  output. 

436.  Three-phase  Transmission  Line. — A  three-phase,  trans- 
mission line  delivers  30,000  kva.  at  100,000  volts,  60  cycles  to  a 
receiving  circuit  of  88  per  cent,  power  factor;  determine  the 
voltage  and  current  and  power  factor  at  the  generating  station, 
the  charging  current  and  charging  kilovolt-amperes  of  the  line  and 
the  efficiency  of  the  transmission.  Determine  also  the  rise  in 
voltage  at  the  terminals  of  the  receiving  circuit  if  full  load  is 
suddenly  removed. 

Length  of  line  100  miles. 

Conductor  =  No.  0000  B.  &  S.  copper  of  97  per  cent,  conduc- 
tivity. 

Diameter  of  conductor  =  2i2  =  0.46  in. 

Distance  between  conductors  =  100  in. 
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FiQ.  489. — Three-phase  transmission  line. 

In  Fig.  489 

E  —  voltage  between  lines  at  the  receiving  end  =  100,000. 

ino  000 

e  =  voltage  between  lines  and  neutral  =  - — ^f^  -  =  57,600. 

Eq  =  voltage  between  lines  at  the  generating  station. 

E 
Cq  =  voltage  between  lines  and  neutral  =  -y-- 

I  =  load  current  in  each  conductor. 

le  =  charging  current  in  each  conductor. 

la  =  current  per  conductor  at  the  generating  station. 
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Y  =  -s/g^  +  b^  =  admittance  of  each  phase  of  the  receiving 
circuit. 

Z  =  x/r^  -j-  a;^  =  impedance  of  each  line  including  the  step- 
up  and  step-down  transformers. 

6c  =  capacity  susceptance  of  each  conductor  to  neutral,  which 
is  assumed  to  be  concentrated  at  the  center  of  the  line. 

Resistance  of  a  single  conductor  of  97  per  cent,  conductivity 

at  20°C.,   100  miles  long  =  r'  =  0.2667  X  100  =  26.67   ohms 

(article  86). 

T      ,  ^       r  30,000,000 

Load  current  =  i  =  —^ — , '    ^^^  =  173  amp. 

\/3  X  100,000  ^ 

Resistance  drop  in  each  conductor  =  //  =  173  X  26.67  = 

A  Aon      u         4'620  X  100      ^ 

4,620  volts  =  — ioqooq'    =  8  per  cent. 

Assuming  a  resistance  drop  in  step-up  and  step-down  trans- 
formers of  0.5  per  cent,  each,  the  total  resistance  drop  per  Une  is 

8  +  2(0.5)  =  9  per  cent. 

9 
r  =  equivalent    resistance    of    each  line  =  26.67  X  «  =  30 

ohms. 

Inductance  of  each  conductor  is 

100 
L  =  (0.74  logio  ^  +  0.0805)10-  «X  100  =  0.203  henry. 

Inductive  reactance  of  each  conductor  =  x'  =  27r/L  =  2  X 

3.14  X  60  X  0.203  =  77  ohms. 

Reactance   drop   per   conductor  =  Ix'  =  173  X  77  =  13,321 

,^    •    13,321  X  100       „  , 
volts  =  — lAQ  nno  "    =23.1  per  cent. 

Reactance  drop  in  each  transformer  =  3.45  percent,  (assumed). 

Total  reactance  drop  per  line  =  23.1  +  2(3.45)  =  30  per  cent. 

■*  77  X  30 

X  =  equivalent  reactance  of  each  line  =   -oo"^ —  =  100  ohms. 

Capacity  of  each  conductor  to  neutral  is 

QQ  Q 

C  = 100  -  0  23  ^  ^^'  ^  ^^°  ^  ^'^^^  ^  10-«  farads. 
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Capacity   reactance   of   each   conductor   to  .  neutral  =  Xc  = 

2  X  3.14  X  60  X  1.475  ^  ^'^^  ''^^• 

be  =  capacity  susceptance  per  line  =  —  =  0.000555. 

Xe 

I  173 

Y  =  load  admittance  per  phase  =  -  =  ^^   =  0.003. 

cos  6  =  load  power  factor  =  0.88. 

g  —  load    conductance    per    phase  =  — =  Ycos^  = 

0.003  X  0.88  =  0.00264. 

6  =  load  susceptance  per  phase  =  =  y  sin  ^  = 

0.003  X  0.475  =  0.001425. 
Voltage  between  lines  and  neutral  at  the  generating  station  at 
full  load  is 

eu*  =  e  \l  +  (r  +  jx)(g  —  jb  +  i  "^)  }  equation  (454). 

=  6[l  +  (30+100j;)  [  0.00264 -i(0.001425- 0.0002775)  j] 

=  6(1.1942  +  0.23J) 
and  its  absolute  value  is 

ea  =i50^Vn^2Vo:23'  =  70,000  volts 
V3 

0.230 

and  it  leads  the  terminal  e.m.f.  e  by  angle  0'  =  tan""'^  \qao  ~ 

tan-^  0.1925  =  10.9  deg. 

Ea  =  voltage  between  lines  =  V3eo=  \/3X70,000  =  121,600  volts. 
The  current  per  conductor  at  the  generating  station  is 

/«  =  e[g  -  jb  +  a{  1  +  ^-^^  [g  -  jb)  )  ] 
=  c  [0.00264-0.001425;  +  0.000555J  X 

jl  +  30jL10pi^QQQ264  -  0.001425j)  )] 

=  e  [0.00258  -  O.OOOSlj] . 
and  its  absolute  value  is 

,      100,000   p       I     rzz:rr^ 

lo  =  —7^  -  JO.00258  +  0.00081    =  161  amp. 
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0  00081 
It  lags  behind  the  terminal  e.m.f.  e  by  angle  d"  =  tan"^  /^  /xAoco 

=  tan-i  0.314  =  17.45  degrees. 

lo  lags  behmd  eo  by  angle  $0  =  6'  +  6"  =  10.9  +  17.45  = 
28.35  degrees  and  the  power  factor  at  the  generator  is  cos  Oq  = 
cos  28.35  degrees  =  0.88  =  88  per  cent. 

The  charging  current  per  line  may  be  taken  as  tjie  product  of 
the  capacity  susceptance  ho  and  the  average  of  the  two  voltages 
ea  and  e,  thus, 

J.  =  f^  ,.=,  Z2»±iL600  X  0.000555 

=  63,800  X  0.000555  =  35.4  amp. 
and  the  charging  kilovolt-amperes  for  the  system 

\     2     I  '       3  X  63,800  X  35.4  _  ^  ^^  ,. 
im  i;006  "*  b,800kva. 

The  copper  losses  in  the  three  lines  and  the  step-up  and  step- 

T 

down  transformers  may  be  taken  as  3(7©*  +  /*)  «  =  3U61*  + 

2  502 
173»)15  =  2,520,000  watts  =  2,520  kw.  =  gq  000  X  0  88  ^  ^^ 

=  9.5  per  cent. 

Assuming  the  iron  losses  in  the  transformers  to  total  1  per 
cent,  the  total  loss  is  10.5  per  cent,  and  the  efficiency  of  the 
transmission  from  the  generator  busbars  to  the  low-voltage  bus- 
bars in  the  receiving  station  is  89.5  per  cent. 

If  the  load  is  suddenly  removed,  the  rise  in  the  receiver  voltage 
may  be  found  from  the  following  relations: 

g  =  0,  6  =  0,  Co  is  assumed  to  be  maintained  constant,  and 

eo  =  e  (l  +  (r+jx)  (i|)  )=«{!  +  (30  +  lOOj)  (0.0002775j) } 

=  6(0.97225-0.008/) 

and  taking  absolute  values 

70,000  =  eo  =  e\/(0.97225)«  +  (0.008)*  =  e  X  0.9723 

,  eo  70,000      ^c,r^      u 

^^^     .  ^  =  09723^0:9723  =  ^2'^^^^'^ 

and  B  =  y/Ze  =  \/3  X  72,000  =  124,700  volts. 

mu           IX..    124,700  -  100,000  ,,  ,^^  ^       «>!  T 

The  regulation  is iqqqqq    ^  ^^  ^^  ^^**  =  ^^^ 

cent. 
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436.  Application  of  a  Synchronous  Phase  Modifier  to  a  Trans- 
mission System. — In  the  transmission  system  worked  out  in  the 
last  article,  the  regulation  is  poor  and  the  efficiency  is  low.  These 
can  both  be  improved  by  installing  in  the  receiving  station  a 
synchronous  machine  to  operate  as  a  phase  modifier.  It  should 
be  over-excited  and  draw  full  leading  kilovolt-ampferes  at  periods 
of  full  load  to  keep  the  receiver  voltage  up  and  should  be  under- 
excited  and  draw  lagging  kilovolt-amp^res  at  periods  of  light  load 
to  keep  the  voltage  down.  With  such  an  equipment  the  voltage 
at  the  generating  station  may  be  maintained  at  a  suitable  con- 
stant value  and  the  receiver  voltage  may  likewise  be  maintained 
constant  at  some  lower  value  by  means  of  an  automatic  vol- 
tage regulator  excited  from  the  constant  receiver  voltage  and 
operating  on  a  shunt  to  the  field  rheostat  of  the  phase  modifier. 

'  The  equation  e^  =  ?  1 1+  ir+jx)  Ig  —  jb  +  j  ^j  Iwas  derived 

on  the  assumption  that  the  capacity  susceptance  was  connected 
at  the  center  of  the  line,  but  the  same  result  is  obtained  if  one-half 
of  this  susceptance  is  connected  at  the  receiving  end.  When  the 
synchronous  phase  modifier  is  added,  Fig.  490(o),  the  equation 
becomes 

ea  =  e[l+(r+jx)  {g  -  jb  +  j^  ±  jb.)j  (455) 

where  6,  is  the  susceptance  per  phase  of  the  phase  modifier; 
6,  is  positive  when  drawing  a  leading  current  and  negative  when 
drawing  a  lagging  current. 

The  rating  of  the  phase  modifier  required  for  any  system  can 
best  be  found  by  a  graphical  construction  and  equation  (455) 
used  only  as  a  check. 

1.  If  it  is  desired  to  operate  the  system  of  Art.  435  with  a  con- 
stant voltage  E  =  100,000  volts  and  a  constant  generating  sta- 
tion voltage  Ea  =  110,000  volts,  the  rating  of  the  required  phase 
modifier  may  be  found  as  follows: 

In  Fig.  490 

100,000 
Oa  =  receiver  voltage  to  neutral  =  e  =  — y^  =  57,600  volts. 

ab  =  receiver  current  per  phase  =  7  =  173  amp.  at  full  load. 

Cos  6  =  load  power  factor  =  0.88. 

ac  =  resistance  drop  per  line  due  to  the  load  current  =  /r  = 
173  X  30  =  5,200  volts. 
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cd  =  reactance  drop  per  line  due  to  the  load  current  =  Iz  = 
173  X  100  =  17,300  volts. 

ad  =  impedance  drop  per  line  =  /  Vr*  +  x^  =  173\/302  +  100* 

=  173  X  104.4  =  18,060  volts  leading  the  current  by  angle  a  = 

,     _,  a:      .     .1  100 
tan  1  -=  tan  ' -^' 

Assuming  the  line  capacity  to  be  represented  by  the  susceptance 

^  at  the  receiver,  Fig.  490  (a),  the  charging  current  flowing  over 

the  line  is  e  X  2^  =  57,600  X  0.0002775  =  16  amp.  =  ah. 


Mi-^"^ 


BadlOt  antf  Q  aBBSflO 


Fio.  4y0. 


FiQ.  491. 


ak  =  impedance  drop  due  to  current  ah  =  16\/30*  +  100*  = 
1,670  volts.     If  dg  is  drawn  through  d  making  angle  a  =  tan~* 

X 

with  the  charging  current  line  and  dl  is  cut  off  equal  to  oA;, 

then  01  is  the  voltage  to  neutral  required  at  the  generating  sta- 
tion, without  the  phase  modifier  =  70,000  volts  from  the  dia- 
gram.    This  value  was  also  obtained  in  Art.  435. 

Eo        110,000 
About  0  draw  a  circle  of  radius  Cq  =  ""7^  =  ~7^  =  63,360 

to  cut  dg  at  /;  then  the  line  If  represents  the  impedance  drop  per 
line  produced  by  the  leading  current  flowing  to  the  phase  modifier. 
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Since  ad  is  the  impedance  drop  due  to  the  load  current  the  line 
If  will  represent  the  kilovolt-ampfere  rating  of  the  phase  modifier 
to  the  same  scale  that  the  line  ad  represents  the  load  kHovolt- 

amp^res  of  30,000.     The  rating  of  the  phase  modifier  is  therefore 

If 

^  X  30,000  =  12,500  kilovolt-amp^res. 

At  no  load  the  voltage  required  at  the  generating  station, 
without  the  phase  modifier,  is  represented  by  the  line  Ok  but 
since  Cq  is  maintained  constant  at  63,360  volts,  the  phase  modifier 
must  be  under-excited  and  draw  a  lagging  current  to  cause  an 
impedance  drop  represented  by  A:/',  where  /'is  the  point  of  inter- 
section of  the  Co  circle  with  the  line  kaf  making  angle  a  with 
ag,  kf  is  approximately  equal  to  If  and  the  phase  modifier  will 
be  carrying  full  lagging  current. 

It  is  not  usual  to  maintain  constant  voltage  over  such  a  wide 
range  and  the  rating  of  the  phase  modifier  may  be  reduced  con- 
siderably especially  if  a  greater  difference  between  e©  and  e  is 
allowable. 

2.  If  it  is  required  to  maintain  a  constant  receiver  voltage,  E 
=  100,000  from  full  load  of  30,000  kva.  at  88  per  cent,  power 
factor  to  one-fourth  load  of  7,500  kva.  at  75  per  cent,  power 
factor,  determine  the  rating  of  the  phase  modifier  and  the  most 
suitable  voltage  at  the  generating  station. 

The  point  h  in  Fig.  491,  corresponds  to  point  I  in  Fig.  490  and 
is  found  in  the  same  way;  and  angle  Oi  =  6  =  cos"^  0.88. 

At  one-fourth  load  of  7,500  kva.  at  75  per  cent,  power  factor. 

ab^  =  -j~  =  -T-  =  43.25  amp.  =  load  current. 
Cos  $2  =  0.75  =  load  power  factor. 
Angle  d2ab2  =  angle  diobi  =  a  =  tan~*    • 

Points  d2  and  {2  are  found  in  the  same  way  as  d  and  {,  Fig.  490. 

To  enable  the  phase  modifier  to  be  used  to  its  full  capacity 
leading  at  full  load  and  full  capacity  lagging  at  one-fourth  load, 
the  generator  voltage  must  have  the  value  represented  by  the 
radius  of  a  circle  drawn  about  0,  which  will  make  the  two  inter- 
cepts fill  and  /2Z2  equal.  The  required  value  of  e©  is  65,350  volts 
and  Eo  =  \/3  X  65,350  =  113,000  volts.     The  capacity  of  the 

phase  modifier  is  -^  X  30,000  ==  9,100  kva.  and  its  suscept- 
ance  per  phase  at  full  load  is  6,  =    '    ^  ^     =  0.00091. 
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Referring  to  Fig.  490(a)  the  current  in  each  line  at  full  load  is 

f  h 

lo^  e\^g  -  jb+j  ^+jt>»]  ' 

=  €{0.00264  -  i(0.001425  -  0.0002775  -  0.00091)} 
=  e  (0.00264  -  0.00025^) 

and         lo  =  57,600  Vo.0264*  +  0.00025^    =  153  amp. 

The    full-load    copper    loss  =  3  X  (153)*  X  30  =  2,115,000 

2  115 
watts  =  2,115  kw.  =  30,00^  x  0.88^  100  =  8  per  cent. 

Taking  the  transformer  iron  losses  as  1  per  cent.,  the  efficiency 
of  the  transmission  is  91  per  cent.  The  losses  in  the  phase 
modifier  should  be  subtracted. 

437.  High-voltage  Direct-current  System. — ^The  transmission 
of  power  over  long  distances  by  direct  current  is  limited  by  the 
difficulty  of  obtaining  a  sufficiently  high  voltage.  In  the  Thury 
system  the  required  line  voltage  is  obtained  by  connecting  a 
number  of  series-wound  generators  in  series  and  the  line  current 
is  automatically  maintained  constant.  Series  machines  are 
built  generating  from  1,500  to  5,000  volts  with  a  single  commuta- 
tor. A  single  generating  unit  may  have  two  commutators  and 
two  units  may  be  driven  by  one  prime  mover  giving  a  direct 
voltage  up  to  20,000  volts  per  set.  If  five  such  machines  are 
connected  in  series  the  voltage  between  lines  will  be  100,000  volts. 

To  maintain  constant  line  current  with  variable  load,  the  gen- 
erator voltage  must  be  varied;  this  is  accomplished  by  means  of 
an  automatic  regulator  which  moves  the  brushes  and  varies  the 
resistance  in  a  rheostat  or  diverter  shunting  part  of  the  field 
winding.  In  some  cases  the  speed  of  the  prime  mover  is  varied. 
The  regulator  may  be  set  for  any  required  current.  In  the  sys- 
tems at  present  in  operation  currents  from  50  to  200  or  300  amp. 
are  employed. 

It  is  impossible  to  insulate  rotating  machines  for  the  high 
voltages  required  for  transmission  and  it  is  therefore  necessary 
to  mount  the  generators  on  insulated  platforms  and  to  couple 
them  to  the  prime  movers  by  insulating  couplings. 

The  various  generating  units  need  not  be  included  in  a  single 
station  but  may  be  located  at  any  point  along  the  proposed  line. 
In  this  way  a  number  of  small  generating  stations  may  be  linked 
up  into  one  large  system  and  since  the  current  is  constant  they 
cannot  be  overloaded  under  any  condition. 
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Fig.  492  shows  the  layout  of  a  60,000-volt,  150-amp.  system. 

At  periods  of  light  load  any  generator  may  be  taken  out  of 
service  by  disconnecting  the  regulator  and  moving  the  brushes 
over  to  the  position  of  zero  voltage  and  then  closing  the  short- 
circuiting  switch.  To  put  it  in  service  again  it  is  brought  up  to 
speed,  the  short-circuiting  switch  is  opened  and  the  regulator  set 
for  the  required  current. 

The  substation  equipment  is  very  similar  to  that  in  the  gen- 
erating station  and  like  it  may  be  located  in  one  or  more  stations. 
If  it  is  necessary  to  operate  the  motors  at  constant  speed  a  regu- 
lator is  provided  which  maintains  the  speed  constant  by  moving 
the  brushes  and  shunting  part  of  the  motor  field  current. 
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Fia.  492. — Thury  or  series  system. 


The  motors  must  drive  through  insulating  couplings  and  are 
put  in  operation  by  opening  a  short-circuiting  switch  and  moving 
the  brushes  to  the  proper  position.  The  regulator  is  then  con- 
nected in  and  takes  care  of  the  speed. 

In  the  majority  of  terminal  stations  the  power  which  has  been 
transmitted  by  direct  current  is  converted  into  alternating  cur- 
rent for  local  distribution,  the  series  motors  driving  alternat- 
ing-current generators. 

438.  Advantages  and  Disadvantages  of  the  Thury  or  Series 
System. — Advantages. — 1.  Power  factor  is  always  unity  as  there 
is  no  reactance  drop.  Cables  carrying  direct  currents  can  be 
laid  in  iron  pipes  if  necessary. 

2.  Higher  voltages  may  be  used  for  the  same  line  insulation. 
Direct  voltages  may  be  double  the  eflfective  alternating  voltages 
since  there  are  no  dielectric  losses  in  the  cables. 

3.  Two  conductors  only  have  to  be  insulated  and  the  center 
point  of  the  system  may  be  grounded  to  reduce  stresses. 
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4.  A  number  of  stations  can  be  operated  in  series  and  a  new 
station  may  be  connected  to  the  line  at  any  point.  The  indi- 
vidual stations  are  entirely  independent  of  local  overloads  or  lack 
of  demand  since  the  current  is  maintained  constant  and  regula- 
tion does  not  enter  into  the  question. 

5.  Switching  arrangements  are  very  simple. 

6.  Cost  of  right-of-way  will  usually  be  very  small  since  the 
line  may  be  placed  entirely  underground  making  it  possible  to 
cross  country  where  a  right-of-way  could  not  be  obtained.  In 
crossing  large  bodies  of  water  high-voltage  submarine  cables  may 
be  used  saving  the  expense  of  step-down  and  step-up  transformers 
required  in  a  similar  case  in  the  alternating-current  system.  To 
supply  electric-railway  substations  the  line  could  be  placed  under- 
ground along  the  right-of-way,  a  single  conductor  being  tapped 
at  each  substation. 

7.  A  single  conductor  with  earth  return  may  be  used  either 
as  the  ordinary  method  of  operation  or  in  case  of  emergency. 
All  other  grounds  must  then  be  removed  and  some  of  the  appar- 
atus insulated  for  the  full-line  voltage. 

Disadvantages. — 1.  Insulated  floors  and  couplings  are  required. 

2.  Units  are  of  moderate  size.  A  single  unit  delivering  250 
amp.  at  20,000  volts  has  a  rating  of  only  5,000  kw. 

3.  Line  loss  is  constant  independent  of  the  load. 

4.  Special  regulating  devices  are  required  to  keep  the  motor 
speed  constant. 

5.  Motors  have  no  overload  capacity,  since  the  current  is 
constant. 


CHAPTER  XV 

■ 

ELECTRICAX  INSTRUMENTS 

439.  Electrical  Instnunents. — A  complete  study  of  electrical 
instruments  is  beyond  the  scope  of  this  book  but  in  the  following 
pages  the  principles  of  a  number  of  the  more  important  types 
used  in  the  measurement  of  electrical  quantities  are  discussed. 

440.  Direct-current  Voltmeters  and  Ammeters. — The  majority 
of  direct-current  voltmeters  and  ammeters  are  of  the  movable- 
coil  permanent-magnet  type  (Fig.  493).  A  light  rectangular  coil 
of  wire  M,  wound  on  an  aluminum  frame,  turns  in  the  field  of  a 
permanent  magnet  NS,  The  field  is  made  uniform  by  placing 
an  iron  cylinder  C  between  the  poles  and  this  gives  the  instru- 
ment a  uniform  scale.     The  coil  is  supported  on  jewelled  bearings 
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Fia.  493. — Weston  perma- 
nent-magnet type  of  direct- 
current  voltmeter  or  ammeter. 


Fio.  494. — Ammeter 
shunt. 


Fig.  495. 


and  its  motion  is  controlled  by  two  spiral  springs  s,  s,  above  and 
below,  coiled  in  opposite  directions.  The  springs  are  used  to 
lead  the  current  in  and  out  of  the  coil.  The  aluminum  frame 
acts  as  a  damper  and  makes  the  instrument  dead  beat. 

A  large  resistance  r  must  be  inserted  in  series  with  the  coil  to 
limit  the  current  in  it  to  a  suitable  value.  The  resistance  re- 
quired varies  from  50  to  150  ohms  per  volt  and  the  current 
ranges  from  7  to  20  milliamp.  at  full-scale  deflection. 

441.  Voltmeter  Multipliers. — If  it  is  desired  to  change  the 
range  of  a  voltmeter  an  extra  resistance  r^.  Fig.  495,  must  be 
connected  in  series  with  the  movable  coil.    If  the  resistance  r^ 
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of  the  multiplier  is  exactly  equal  to  the  resistance  of  the  coil  plus 
any  resistance  r  in  series  with  it,  then  for  a  given  line  voltage  the 
current  is  reduced  to  half  and  the  scale  reading  to  half.  Such 
a  multiplier  doubles  the  range  of  the  instrument  and  all  readings 
must  be  multiplied  by  2.  Multipliers  from  2tolupto20tol 
are  used  with  direct-current  voltmeters. 

442.  Ammeter  Shunts. — The  anuneter  is  exactly  similar  to 
the  voltmeter  in  construction  (Fig.  493).  A  shunt  of  known  re- 
sistance r„  Fig.  494,  is  placed  in  the  circuit  and  carries  the  cur- 
rent to  be  measured.  A  voltmeter  or  milli voltmeter  is  connected 
across  the  terminals  and  the  pointer  indicates  the  drop  of  voltage 
across  the  shunt.  This  drop  is  /r«  and  is  proportional  to  the 
current  since  the  resistance  r,  is  constant.  By  properly  arrang- 
ing the  resistance  of  the  shunt  and  the  resistance  r  in  series  with 
the  movable  coil  the  instriunent  may  be  made  to  read  directly 
in  amperes. 

If  a  shunt  has  a  resistance  r«  =  0.001  ohm  and  carries  a  cur- 
rent of  100  amp.,  the  voltage  drop  is  0.1  volts  =  100  millivolts. 
Instead  of  calibrating  the  scale  in  millivolts  it  may  be  calibrated 
directly  in  amperes. 

If  the  ammeter  is  provided  with  a  number  of  shunts  it  may  be 
used  to  measure  a  large  range  of  currents.  For  the  smaller  cur- 
rent ranges  the  shunt  is  usually  placed  inside  the  meter  case. 

The  permanent  magnet  type  is  standard  for  direct-ciurent  in- 
struments but  cannot  be  used  for  alternating  currents. 

443.  Thomson  Inclmed-coil  Ammeter. — Fig.  496  shows  a  sec- 
tion of  an  inclined-coil  ammeter  or  voltmeter.  The  current  to 
be  measured  flows  through  the  inclined  coil  and  produces  a  mag- 
netic field  perpendicular  to  the  plane  of  the  coil.  A  soft-iron 
core  is  placed  in  the  field  and  tends  to  turn  until  it  becomes  par- 
allel to  the  direction  of  the  flux.  The  motion  is  controlled  by  a 
spiral  spring  and  the  counterweight  balances  the  moving  parts. 
The  motion  of  the  pointer  is  damped  by  a  light  alumimmi  vane. 
In  the  ammeter  the  stationary  coil  consists  of  a  few  turns  of  large 
wire,  while  the  voltmeter  has  a  large  number  of  turns  of  small 
wire.  The  scale  is  not  uniform.  Inclined-coil  meters  may  be 
used  for  both  alternating  and  direct  currents  but  they  are  not  so 
good  as  the  permanent-magnet  direct-current  meters. 

444.  Weston  Soft-iron-type  Ammeters  and  Voltmeters. — This 
type  of  instrument  is  illustrated  in  Fig.  497.  A  is  a  fixed  tri- 
angular piece  of  soft  iron  bent  into  the  form  of  a  cylinder  and  B 
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is  a  movable  piece  carried  on  a  shaft.  A  magnetic  field  is  pro- 
duced by  the  coil  C  which  carries  the  current  to  be  measured  or  a 
current  proportional  to  the  voltage  to  be  measured.  The  two 
Boft>iron  pieces  become  magnetized  in  the  same  direction  and 
repel  one  another,  producing  a  deflection  of  the  pointer.',  Motion 
is  controlled  by  a  spiral  spring  and  oscillations  arc  damped  out 
by  a  vane  enclosed  in  an  air  chamber.  The  iron  pieces  are 
shaped  to  give  a  uniform  scale. 

Such  instruments  may  be  used  to  measure  direct  currents  aa 
well  as  alternating  currents. 


Fio.  406. — Thomson  iDctioed- 


446.  Electrodjmamometer-type  Voltmeter. — The  electrodyna- 
mometer-type  voltmeter,  Fig.  498,  depends  on  the  interaction 
between  two  coils  carrying  a  current  proportional  to  the  voltage 
to  be  measured.  The  permanent  magnet  of  Fig.  493  is  replaced 
by  a  coil  of  wire  in  series  with  the  moving  coil.  No  iron  is  used 
in  the  instrument.  This  construction  is  not  suitable  for  am- 
meters since  the  current  must  be  carried  by  a  moving  contact 
between  the  coils.  It  can  be  used  for  voltmeters  but  other  types 
are  more  satisfactory.  Wattmeters  are,  however,  designed  on 
this  principle. 

446.  Hot-wire  Ammeters  and  Voltmeters. — The  expansion  of 
a  wire,  due  to  the  heat  produced  by  the  passage  of  current  through 
it,  is  utilized  in  this  type  of  meter  (Fig.  499).  AB  is  a  wire  of 
platinum-silver  alloy  which  carries  the  current  to  be  measured. 
As  it  expands  the  tension  on  the  fine  phosphor-bronze  wire  CD  is 
reduced  and  this  enables  the  spring  S  to  pull  the  silk  fiber  FE  to 
the  left.  The  silk  fiber  passes  around  a  pulley  oh  the  shaft  of 
the  moving  system  and  causes  the  pointer  to  move  over  the 
scale.  The  motion  of  the  disc  is  damped  by  the  aluminum  disc 
which  turns  between  the  poles  of  the  permanent  magnet  shown 
in  F^.  499(a). 
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For  voltmeters  a  large  resistance  R  is  connected  in  series  with 
the  hot  wire  so  that  the  current  is  proportional  to  the  voltage  to 
be  measured.    The  zero  can  be  adjusted  by  the  screw  at  A. 
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FiQ.  499. — Hot-wire  ammeter  or  voltmeter. 


447.  Dynamometer-type  Wattmeter. — The  dynamometer  prin- 
ciple is  satisfactory  when  applied  to  wattmeters,  Fig.  500,  because 
the  two  coils  are  not  connected  in  series  but  carry  diflFerent 
currents.  The  series  coil  of  large  wire  carries  the  line  current 
and  takes  the  place  of  the  permanent  magnet  in  the  direct- 
current  voltmeter,  Fig.  493.  The  voltage  coil  is  exactly  similar 
to  the  moving  coil  in  the  direct-current  voltmeter  and  is  supported 
and  controlled  in  the  same  way. 


(a)   Unoompenaated  (b)    CompeMated 

Fio.  600. — Dynamometer  type  wattmeter. 

The  torque  exerted  on  the  moving  coil  is  proportional  to  the 
product  of  line  current  and  line  voltage,  that  is,  to  the  power  in 
the  circuit. 

If  necessary  a  shunt  may  be  used  in  parallel  with  the  current 
coil  and  a  multiplier  in  series  with  the  voltage  coil. 
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A  wattmeter  conoected  as  in  Fig.  500(a)  has  a  slight  zero  error, 
because  when  no  curreot  is  being  supplied  to  the  load,  the  current 
for  the  voltage  coil  passes  through  the  series  coil  and  the  watV 

E* 
meter   indicates   a   small   amount  of  power  =  Ei  =  -^    where 

E  is  the  line  voltage  and  R  is  the  resistance  of  the  voltage  coil. 
To  correct  this  error  a  third  coil  C  called  the  compensating  coil 
Fig.  500(b)  is  added.  It  has  the  same  number  of  turns  as  the 
series  coil  but  is  wound  in  the  opposite  direction  and  its  m.m.f. 

E 
neutralizes  the  m.m.f.  of  the  small  current  i  =  „• 

For  ordinary  measurements  of  power  the  voltage  is  applied 
between  terminals  A  and  B,  but  when  the  meter  is  to  be  cali- 
brated, using  separate  voltage  and  current  sources,  no  zero  error 
is  introduced  and  a  third  terminal  D  must  be  provided  instead  of 
A.  In  series  with  it  is  a  resistance  r„  equal  to  the  resistance  of 
the  compensating  coil. 

Dynamometer-type  wattmeters  can  be  calibrated  with  direct 
current  and  used  on  alternating-current  circuits. 


FlO.  601.— Induction- type  wattmetfit. 

448.  Induction-type  Wattmeter. — An  induction  wattmeter  is 
shown  in  Fig.  501.  The  voltage  coils  VV  are  connected  in  series 
across  the  line  and  the  current  coils  are  connected  in  series  with 
the  lina  Both  sets  of  coils  are  wound  on  the  same  laminated 
ux)ncore. 

The  voltage  coils  on  the  two  legs  are  wound  in  the  same  direc- 
tion and  their  m.m.fs.  add.     The  circuit  is  h^;hly  inductive  and 
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the  current  through  it  is  nearly  90  degrees  behind  the  line  volt- 
age. The  flux  0v  is  in  phase  with  the  current  and  is  therefore  in 
quadrature  behind  the  line  voltage. 

The  current  coils  on  the  two  legs  are  wound  in  opposite  direc- 
tions and  both  tend  to  produce  a  flux  <t>e  in  the  gap  in  mechanical 
quadrature  with  the  flux  <^v.  The  flux  0e  is  in  phase  with  the  line 
current  and  with  non-inductive  load  it  is  90  degrees  ahead  of  the 
flux  <t>v.  A  revolving  field  is  thus  produced  in  the  space  between 
the  poles. 

A  light  aluminum  cup  or  disc  D  is  pivoted  in  this  field  and 
tends  to  turn  with  it  but  is  opposed  by  spiral  springs.  The 
torque  is  proportional  to  the  product  of  the  voltage  and  the  line 
current,  that  is,  to  the  power  in  the  circuit. 

The  current  in  the  circuit  VV  and  the  flux  <t>v  produced  by  it  are 
never  quite  90  degrees  behind  the  line  voltage  E  due  to  presence 
of  resistance  in  the  coil  and  to  iron  losses  in  the  core.  The  error 
introduced  would  be  negligible  for  power  factors  near  unity  but 
with  inductive  loads  it  would  be  serious.  To  make  the  potential 
flux  lag  exactly  90  degrees  behind  the  line  voltage  a  second  coil 
S  is  wound  on  the  upper  part  of  the  core  and  it  is  closed  through 
an  adjustable  resistance  r.  The  flux  </>r,  Fig.  501(a),  induces  in 
the  coil  S  an  e.m.f.  and  current  approximately  90  degrees  behind 
it  and  this  current  produces  a  component  of  flux  <t>,  in  phase  with 
itself.  0,  combines  with  <t>v  and  produces  a  resultant  potential 
flux  0  exactly  in  quadrature  behind  E.  0,  may  be  adjusted  by 
adjusting  the  resistance  r  in  series  with  the  coil  S. 

Polyphase  wattmeters  are  made  in  the  same  way  and  consist 
of  two  single-phase  elements  exerting  torque  on  a  single  disc. 

Induction-type  ammeters  and  *  voltmeters  have  also  been 
constructed.  All  meters  of  this  type  are  accurate  only  for  the 
frequency  for  which  they  have  been  designed. 

If  the  controlling  springs  are  removed  from  a  wattmeter  and  a 
registering  mechanism  is  added  the  meter  becomes  a  watt-hour 
meter  and  registers  energy  consumption. 

449.  Power-factor  Meters. — Power-factor  meters  indicate 
the  power  factor  of  a  circuit;  they  are  constructed  on  the  same 
principles  as  wattmeters,  of  both  electrodynamometer  and  induc- 
tion types  and  may  be  either  single-phase  or  polyphase. 

The  circuits  of  a  Weston  single-phase  power-factor  meter  are 
shown  in  Fig.  502.  The  current  coil  F  is  similar  to  that  in  the 
wattmeter.  Fig.  500,  but  the  moving  system  is  made  up  of  two 
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similar  coils  Ci  and  Cj.  The  common  terminal  of  the  two  coils 
is  connected  to  one  side  of  the  line  and  the  other  terminals  are 
connected  through  a  resistance  R  and  an  inductance  L  to  the 
other  side  of  the  line.  The  current  in  Ci  is  therefore  in  phase 
with  the  line  voltage  and  the  current  in  C2  is  in  quadrature  behind 
the  line  voltage. 

At  non-inductive  load  the  currents  in  Ci  and  F  are  in  phase 
and  Ci  will  be  forced  around  until  its  plane  is  parallel  to  the  plane 
of  F.  If  the  load  current  lags  90  degrees  behind  the  voltage  the 
current  in  C2  is  in  phase  with  that  in  F  and  d  is  turned  into  the 
plane  of  F.  For  intermediate  power  factors  the  moving  element 
takes  up  intermediate  positions. 


Fig.  502. — Weston  single-phase  power-factor  motor. 


This  instrument  can  be  used  as  a  two-phase  power-factor  meter 
if  Ci  and  d  are  each  connected  across  one  phase  in  series  with  a 
suitable  resistance. 

A  three-phase  meter  has  three  coils  on  the  moving  element 
connected  in  star  to  the  three  lines. 

460.  Frequency  Meters. — The  vibrating  reed  frequency  meter 
(Fig.  603)  contains  a  number  of  steel  strips  of  different  lengths 
fixed  at  one  end  and  free  to  vibrate  at  the  other.  An  electro- 
magnet is  placed  behind  the  strips  and  is  excited  from  the  circuit 
of  which  the  frequency  is  required.  The  strip  with  a  natural 
period  corresponding  to  that  of  the  magnetic  field  will  be  set 
in  vibration.  The  ends  of  the  reeds  are  painted  white  and  when 
one  is  in  vibration  it  shows  as  a  white  band.  The  periods  of  the 
reeds  are  adjusted  during  manufacture  by  attaching  minute 
weights  to  the  free  ends. 
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461.  The  Weston  Frequency  Meter.— The  elementa  of  a  Wes- 
ton frequency  meter  are  shown  in  Fig,  504.  Two  stationary  coils 
A  and  B  are  fixed  at  right  angles ;  a  resiBtance  R  and  inductance 
X  are  connected  in  seri^  across  the  line;  the  coil  A  is  connected 
in  series  with  an  inductance  Xa  across  the  resistance  R  and  coil 
B  is  connected  in  series  with  a  resistance  Rg  across  the  induc- 
tance X,  The  series  inductance  JC.  is  added  to  damp  out 
h^her  harmonics. 


Fio.  503. — VihratiDB  reed  frequeocy  meter. 


The  moving  element  consists  of  a  soft-iron  core  C  moimted  on 
a  shaft  without  control  of  any  kind  and  it  takes  up  a  i>osition  in 
the  direction  of  the  resultant  of  the  two  fields. 

When  the  frequency  increases,  the  current  in  A  decreases  and 
that  in  B  increases  and  the  core  and  pointer  move  with  the 
resultant  field. 


M 


Pio.  505. — Synchroscope. 

452.  Synchroscope. — A  synchroscope  indicates:  (1)  whether 
the  incoming  machine  is  running  too  fast  or  too  slow,  and  (2) 
the  exact  instant  when  synchronism  is  reached. 

One  form  of  synchroscope  is  shown  in  Fig.  505.  It  has  a  lam- 
inated bipolar  magnetic  circuit  M  excited  by  field  coils  FF,  which 
afe  connected  across  the  alternating-current  busbars  at  1  and  2 
and  produce  an  alternating  field.  The  moving  core  C  is  also 
laminated  and  carries  two  windings  A  and  B  at  right  angles  to 
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one  another.  Their  common  terminal  is  connected  to  one  side 
of  the  incoming  machine  at  4.  The  other  terminals  of  A  and  B 
are  connected  respectively  through  a  reactance  x  and  a  resistance 
r  to  the  other  side  of  the  machine  at  3. 

The  current  in  F  is  in  quadrature  behind  the  line  voltage,  the 
current  in  il  is  in  quadrature  behind  the  machine  voltage  and  the 
current  in  iff  is  in  phase  with  the  machine,  voltage. 

When  the  incoming  machine  is  exactly  in  synchronism  the  coil 
A  takes  the  position  shown  in  the  figure  since  the  current  in  A 
is  in  phase  with  the  current  in  F.  When  the  machine  is  90  degrees 
behind  the  position  of  synchronism  the  current  in  J?  is  in  phase 
with  the  current  in  F  and  the  armature  turns  through  90  degrees 
and  brings  the  coil  B  in  line  with  the  poles. 

For  intermediate  phase  relations  the  armature  takes  inter- 
mediate positions  such  that  the  revolving  field  produced  by  the 
armature  winding  is  in  line  with  the  field  poles  when  the  current 
in  F  is  maximum.  The  phase  relation  is  indicated  by  a  pointer 
on  the  dial  of  the  synchroscope. 

When  the  frequency  of  the  incoming  machine  is  lower  than 
that  of  the  line,  the  phase  of  the  current  in  A  continually  falls 
behind  that  of  F  and  the  pointer  rotates  in  the  direction  marked 
"Slow."  When  the  incoming  machine  is  running  too  fast,  the 
rotation  of  the  pointer  is  in  the  opposite  direction  marked  '*  Fast." 

When  the  machine  is  running  exactly  at  synchronous  speed 
and  is  exactly  in  phase,  the  pointer  is  vertical  and  stationary. 
The  switch  can  then  be  closed  and  the  speed  and  excitation  ad- 
justed until  the  machine  takes  its  proper  share  of  the  load  and 
operates  at  the  proper  power  factor.    . 

The  synchroscope  described  is  for  a  single-phase  circuit.  It 
can  be  used  for  a  two-phase  machine  by  connecting  the  two  coils 
A  and  B  to  the  two  phases  of  the  machine  and  the  coils  FF  across 
one  phase  of  the  line. 

For  three-phase  systems  the  armature  carries  a  three-phase 
winding  connected  to  the  three  phases  of  the  machine. 

463.  Tirrill  Regulator. — The  Tirrill  regulator  is  an  automatic 
voltage  regulator  designed  to  maintain  a  steady  voltage  at  the 
terminals  of  a  direct-current  generator  irrespective  of  ordinary 
load  fluctuations  or  changes  in  generator  speed.  It  can  also  be 
made  to  compensate  for  Une  drop  by  increasing  the  generator 
voltage  as  the  load  increases. 

The  regulator  controls  the  voltage  by  rapidly  opening  and  clos- 
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ing  a  shunt  circuit  across  the  field  rheostat  of  the  generator.  The 
rheostat  is  so  adjusted  that  when  in  circuit  it  tends  to  reduce  the 
voltage  considerably  below  normal  and  when  short-circuited  the 
voltage  tends  to  rise  above  normal.  The  relative  lengths  of 
time  during  which  the  short-circuit  is  closed  or  opened  determines 
the  average  value  of  the  field  current  and  therefore  the  value  of 
the  terminal  voltage. 

The  method  of  operation  of  the  regulator  is  illustrated  in  Fig. 
606.  The  regulator  consists  essentially  of  two  magnets  control- 
ling two  sets  of  contacts.  The  main  control  magnet  has  two  in- 
dependent windings,  one,  the  potential  winding,  connected  across 


Oompenaatlmt  Resistance  Shimt 


Potential  Winding 


Fig.  506. — Automatic  voltage  regulator. 

the  generator  terminals  and  the  other  across  a  shunt  in  the  load 
circuit.  The  latter  is  the  compensating  winding  and  is  used  only 
when  a  rise  of  voltage  with  load  is  required.  The  relay  magnet 
is  diflferentially  wound  and  controls  the  circuit  shunting  the  field 
rheostat.  The  operation  is  as  follows:  When  the  short-circuit 
across  the  field  rheostat  is  opened  the  voltage  tends  to  fall  below 
normal.  The  main  control  magnet  is  weakened  and  allows  the 
spring  to  pull  out  the  movable  core  until  the  main  contacts  are 
closed.  This  closes  the  second  circuit  of  the  differential  relay 
and  demagnetizes  it.  The  relay  spring  then  lifts  the  armature 
and  closes  the  relay  contacts.  The  field  rheostat  is  short-cir- 
cuited and  the  field  current  and  terminal  voltage  tend  to  rise. 
The  main  control  magnet  is  strengthened  and  opens  the  main 
contacts  allowing  the  differential  relay  to  open  the  short-circuit 
across  the  field  rheostat.     The  terminal  voltage  falls  again  and 


ELECTRICAL  INSTRUMENTS 


537 


this  cycle  of  operations  is  repeated  at  a  very  rapid  rate  main- 
taining a  steady  voltage  at  the  generator  terminals.  When  the 
compensating  wmding  is  not  used  the  terminal  voltage  is  main- 
tained constant. 

When  it  is  necessary  to  compensate  for  line  drop  and  maintain 
a  constant  voltage  at  the  receiver  end  of  the  line,  the  compen- 
sating winding  is  connected  across  a  shunt  in  the  load  circuit. 
The  resistance  of  the  shunt  is  adjusted  to  give  the  required  com- 
pounding. The  compensating  winding  opposes  the  action  of  the 
potential  winding  on  the  main  control  magnet  so  that  as  load 
increases  a  higher  potential  is  necessary  at  the  generator  ter- 
minals in  order  to  close  the  main  contacts  and  open  the  shunt 
across  the  field  rheostat.  Thus,  the  generator  voltage  rises  with 
load.  The  condenser  connected  across  the  relay  contacts  serves 
to  reduce  the  sparking  when  the  circuit  is  opened. 


Main  Contacts 


Compenaatinc 
Wlndli 


A.  CFleld  A.C.  Generator 

Bhoostat 

Fia.  507. — Automatic  voltage  regulator  for  alternating-current  generators. 


454.  Automatic  Voltage  Regulator  for  Altematiiig-current 
Generators. — The  regulator  described  in  Art.  453  may  be  modi- 
fied to  regulate  the  voltage  of  alternators.  The  desired  voltage 
is  maintained  by  opening  and  closing  a  short-circuit  across  the 
exciter  field  rheostat. 

The  method  of  operation  of  the  regulator  can  be  understood 
from  the  diagram  of  connections  shown  in  Fig.  607.  The  direct- 
current  control  magnet  is  connected  to  the  exciter  busbars  and 
has  a  fixed  core  in  the  bottom  and  a  movable  core  in  the  top 
attached  to  a  pivoted  lever,  at  the  other  end  of  which  is  a  spring 
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which  closes  the  main  contacts.  The  alternating-current  control 
magnet  has  a  potential  winding  connected  across  one  phase  of  the 
alternator  and  it  may  also  have  a  compensating  winding  con- 
nected through  a  current  transformer  to  one  of  the  feeders.  The 
core  is  movable  and  is  connected  to  a  pivoted  lever  controlled  by 
a  counterweight.  The  relay  magnet  is  differentially  wound  and 
is  connected  as  shown. 

Operation. — The  direct-  and  alternating-current  control  mag- 
nets are  adjusted  for  the  required  voltage  by  means  of  the  coun- 
terweight. The  exciter  field  rheostat  is  then  set  to  reduce  the 
voltage  about  65  per  cent,  below  normal.  This  weakens  both  of 
the  control  magnets  and  the  spring  closes  the  main  contacts  and 
demagnetizes  the  relay  magnet.  The  pivoted  armature  is  re- 
leased and  the  relay  contacts  are  closed  and  thus  short-circuit 
the  exciter  field  rheostat  and  immediately  raise  the  exciter  voltage 
and  the  alternator  voltage.  When  the  alternator  voltage  reaches 
the  value  for  which  the  regulator  is  adjusted,  the  main  contacts 
open  again,  the  relay  magnet  is  again  magnetized  and  the  short- 
circuit  on  the  exciter  field  rheostat  is  opened.  This  reduces  the 
voltage  as  before  and  the  cycle  of  operations  is  repeated  at  a 
very  rapid  rate  and  maintains  a  constant  voltage  at  the  terminals 
of  the  alternator  if  the  compensating  winding  is  not  connected. 


(a)  ^Imsle-phaae 


tbm  pl»w 


(6)  Three-phaae 
Fio.  508. — ^Line  compensators. 


When  it  is  necessary  to  maintain  a  constant  voltage  at  the 
receiver  end  of  the  line  the  compensating  winding  is  connected  as 
shown.  As  the  load  increases  it  brings  the  main  contacts  closer 
together  and  so  increases  the  time  of  short-circuit  of  the  field 
rheostat  and  thus  increases  the  terminal  voltage  of  the  alternator. 
Using  a  current  transformer  and  a  dial  switch  any  line  drop  up  to 
l6  per  cent,  can  be  compensated  for,  but  only  at  a  given  power 
factor.  When  the  power  factor  of  the  load  varies  through  a 
wide  range  a  line  compensator,  Fig.  508(a),  should  be  used  in  con- 
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junction  with  the  potential  coil  and  the  compensating  coil  should 
be  disconnected. 

The  line  compensator  forms  a  local  circuit  with  the  same  vol- 
tage characteristics  as  the  main  line.  The  shupt  transformer  Ti 
gives  a  secondary  voltage  proportional  to  the  generator  voltage. 
The  current  transformer  T2  produces  through  the  circuit  rx  a  cur- 
rent proportional  to  the  load  current,  r  is  a  resistance  which 
consumes  a  voltage  proportional  to  and  in  phase  with  the  resist- 
ance drop  in  the  line  and  this  voltage  is  transferred  to  the  com- 
pensator circuit  by  the  potential  transformer  T^,  a;  is  a  reactance 
and  consumes  a  voltage  proportional  to  the  reactance  drop  in 
the  line.  This  voltage  is  transferred  to  the  compensator  circuit 
by  the  transformer  Ti  which  also  forms  the  reactance.  Thus 
there  are  in  the  compensator  circuit  three  voltages  proportional 
respectively  to  the  generator  voltage  and  the  resistance  and 
reactance  drops.  If  the  same  proportions  are  maintained  in  each 
case,  the  voltage  between  the  terminals  AB  will  be  proportional 
to  the  voltage  at  the  end  of  the  line,  and,  therefore,  if  the  poten- 
tial coil  of  the  regulator  is  connected  across  AB  it  will  maintain 
a  constant  voltage  at  the  receiver  end  of  the  line.  In  the  case 
of  transmission  lines  of  very  high  voltage  a  correction  must  be 
made  for  the  capacity  of  the  lines.  With  a  three-phase  alter- 
nator, as  in  Fig.  507,  two  current  transformers  must  be  used 
connected  as  shown  in  Fig.  508(6). 

One  automatic  voltage  regulator  can  be  applied  to  control  the 
voltage  of  a  system  operating  two  or  more  alternators  in  parallel. 

The  regulator  may  also  be  applied  to  the  exciter  of  a  syn- 
chronous-phase modifier  to  maintain  a  constant  voltage  at  the 
receiver  end  of  the  line. 
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Condensers  in  multiple,  24 

series,  24 
Conductance,  81,  131,  134 
Conductivity,  81 

standard  of,  81 
Conductors,  1 

Constant  current  transformer,  401 
potential  to  constant  current, 
140 
transformer,  363 
Converters,  frequency,  414,  493 
phase,  414,  491 
split-pole,  432 
synchronous,  414 
booster,  431 
Cooling  of  transformers,  384 
Copper  losses,  215 

properties  of,  83 
Core  loss,  222 

current,  364 
type  transformer,  383 
Corona,  46 

Coulomb,  definition  of,  2 
Cross-magnetizing,  185,  187,  275 
Current  capacity  of  wires,  85,  87 
densities  in  alternators,  356 
brush  contacts,  236 
direct-current  armatures,  261 
field  windings,  274 
transformer,  phase  angle  of,  400 


Current   transformer,  ratio  correc- 
tion factor  of,  400 
unit  of,  54 
Cylindrical  rotors,  282,  361 


D 


Damping  grids,  343^  436 
Demagnetizing  m.m.f.,  185, 187,  275 
Design  of  alternators,  354 

direct-current  machines,  264 

transformers,  405 
Dielectric  constant,  2,  43 

flux,  4 

hysteresis,  44 

losses,  44 

permeance,  13 

strength,  41-43 
Dispersion  coefficient,  263 
Distribution  factors,  290 
Double  current  generators,  436 

windings,  174 
Drum  winding,  168-172 


E 


Eddy-current  loss  in  armature  co]>- 
per,  221 

in  direct-current  machines,  218 

in  transformers,  379 
Effective  value  of  a  sine  wave,  106 

complex  wave,  142 
Efficiency    of    direct-current    ma- 
chines, 222,  252 

transformers,  381,  382 
Electric  energy,  55 

loading,  259,  261 

power,  55 
Electrical    measuring    instruments, 

527 
Electrification,  1 

Electrodynamometer  voltmeter,  529 
Electromagnetics,  2,  51 
Electromotive  force  equation  of  an 
alternator,  284,  300 

a  direct-current  generator,  180 

unit  of,  52 
Electrostatic  field,  3,  4,  5 

stresses  in,  27 
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Electrostatics,  laws  of,  2 
Equalizer  connection,  242 

rings,  171 
Equipotential  surfaces,  9,  21 
Equivalent  sine  wave,  142 
Excitation  of  alternators,  358 

regulation,  322 
Exciting  current  of  induction  motor, . 
478 

transformer,  368 


Farad,  definition  of,  13 
Field  characteristic  of  direct-current 
generator,  190 

windings,  178 
Flashing,  239 
Form  factor  of  alternating  waves, 

142,  286 
Fourier  series,  146 
Frequency  converter,  493 

meters,  533 

of  hunting,  35.^ 


G 


/ 


Induced  charges,  6 
Inductance,  92,  107 

of  armature  coil,  227 
of  iron-clad  circuits,  94 
Induction  frequency  converter,  493 
generator,  486 
motor,  444 

analysis  by   rectangular   co- 
ordinates, 465 
applications  of,  475 
circle  diagram  of,  454 
single-phase,  482 
speed  control  of,  476 
starting,  473,  481 
synchronous  speed,  447 
regulator,  403 
type  wattmeters,  531 
Inductive  compensation,  498 
Inductor  alternator,  282 
Insulation,  breakdown  of,  43 
of  alternators,  356 
resistance,  44 
Insulators,  1 
Interpole  motors,  213 
Interpoles,  237 


Graded  insulation  for  cables,  35 

H 

Harmonics  in  e.mi.  wave,  296,  297 
Heat  units,  80 
Heating,  253 

of  converters,  422 
Henry,  definition  of,  93 
High  voltage  direct-current  system 

of  transmission,  524 
Homopolar  generators,  251 
Hot  cathode  rectifier,  442 

wire  instruments,  529 
Hottest  spot  temperatures,  255 
Hunting,  frequency  of,  352 

of  synchronous  machines,  351 
Hysteresis,  71 

loss,  271,  378 
Hysteretic  constants,  73 


Joule,  definition  of,  56 
Joule's  law,  79 

K 

Kirchoff's  laws,  88 

applied   to    alternating-current 
circuits,  141 


Lead,  properties  of,  83 
Leakage  fluxes,  304 

reactances  of  induction  motors, 
479 
of  transformers,  368 
Lifting  magnets,  76 
Limits  of  output  of  direct-current 
machines,  252 
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Line  compensator,  538  , 

Load  characteristics  of /synchronous 

motors,  331,  ^40 
Losses  in  alternators,  359 

direct-current  ma^^hines,  215 

transformers,  378i' 


Open-circuit   test   of   transformers, 
374 
-delta  connection,  391 
Output  equation  of  alternating-cur- 
rent generator,  359 
direct-current  generator,  259 


M 


Magnetic  characteristics,  69 
of  cast  iron,  70 
of  cast  steel,  70 

field,  47,  67 

energy  stored  in,  66 

flux,  47 

leakage,  263 

loading,  259 

materials,  73 

potential,  48 
Magnetism,  laws  of,  47 

theories  of,  75 
Magnetization,  46 

curves  for  cast  iron,  271 
.cast  steel,  271 
sheet  steel,  271 
Magnetizing  current,  364 

force,  47 
Magnetomotive  fprce,  49 

unit  of,  61 
Manganese,  properties  of,  83 
Maxwell's  corkscrew  rule,  51 
Mercury,  properties  of,  83 

vapor  rectifiers,  440 
Motor  starter,  209 
Multiple-circuit  windings,  294 

w^ire  systems,  211 
Mutual  inductance,  95 

N 

N-phase  converter,  419 
No  load  neutral,  183 
No-voltage  release,  209 

O 

Ohm,  definition  of,  79 
Ohm's  law,  79 


Parallel  operation  of  alternators,  346 

direct-current  generators,    242 

synchronous  converters,  435 

three-wire  generators,  439 

transformers,  395 
Permeability,  50 
Permeance,  dielectric,  13 

magnetic,  51 
Phase   angle   of  instrument   trans- 
formers, 398,  400 

characteristics  of  synchronous 
motor,  333,  341 

converter,  491 

splitting,  485 
Platinum,  properties  of,  83 
Pole  face  loss,  220 

pieces,  165 
Polyphase    alternating-current    cir- 
cuits, 152 

armature  reaction,  305 

commutator  motor,  501 
Potential,  5 

gradient,  9-11,  16,  19 

transformer,  397 
Potentiometer,  91 
Power,  electric,  55 

-factor,  116,  121 
meters,  532 

in  alternating-current  circuits, 
116 

in  three-phase  circuits,  158 
measurement  of,  159 

units  of,  56 
Progressive  winding,  174 

R 

Radiator  tank,  386 

Ratio  correction  factors  for  instru- 
ment transformers,  398, 
400 
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Reactance,  50,  131,  132 

condensive,  111 

inductive,  109 

of  transformers,  408 

voltage,  228,  233 
Reactive  factor,  121 
Rectangular  coordinates,  134 
Rectifier,  hot  cathode,  argon  filled, 
442 

mercury  vapor,  440 
Regulation,  252 

curves  of  alternators,  317 
direct-current  generators,  1 88, 

196 
transformers,  376 
Repulsion  motor,  501 

compensated,  504 
Resistance,  79,  80 

commutation,  230 

temperature  coefficient  of,  81 
Resistances  in  parallel,  90 

series,  90 
Reson&nt  circuit,  128 
Reversing  induction  motor,  450 
Revolving  field,  307 
Rosenberg  generator,  250 
Rotor,  450,  475 


•     / 


Saturation  curve,  no  load,  186,  270 

under  load,  187 
Scott  connection,  393 
Self-inductance,  95 
Self-starting    synchronous    motors, 

343 
Semi-enclosed  motors,  256 
Separate  excitation,  179 
Series  excitation,  179 
Series  field-copper  loss,  215 
Series-parallel  speed  control,  212 
Shading  coils,  485 
Shell-type  transformers,  383 
Short-circuit  currents  of  alternators, 
323 
test  of  transformers,  375 

pitch  windings,  171,  235,  294 
Shunt  excitation,  179 

-field  copper  loss,  215 

35 


Silicon  steel,  74 
Silver,  properties  of,  83 
Sine  wave,  104 

average  value  of,  106 

effective  value  of,  106 
Single-phase  induction  motor,  482 
Slip,  450 

Spacing  of  conductors,  510 
Sparkless  commutation,  233 
Specific  inductive  capacity,  2 

resistance,  81 
Speed  characteristics  of  motors,  201 
construction  of,  ^204 

equation       of      direct-current 
motor,  199 

methods  of  varying,  199 

variation  with  line  voltage,  206 
Split-pole  converter,  432 
Starter    for    direct-current    motor, 

209 
Starting  induction  motors,  473,  481 

synchronous  converters,  433 
motors,  342 

torque,    direct-current    motor, 
208 
induction  motor,  469 
Stator  of  induction  motor,  444 
Storage  batteries,  245 
Surface  leakage,  45 
Synchronizing  power,  338 
Sjrnchronous  booster  converter,  431 

motor,  327     ^ 

phase  modifier,  345 

speed,  328,  447 
Synchroscope,  634 


Tee  connection,  392 
Temperature  limits,  253 
Third  harmonics  in  alternators,  299 
Thompson   inclined    coil   ammeter, 

528 
Three-wire  generators,  437 
Thury  system,  524 
Time  constant  of  a  circuit,  99 
Tirrill  regulator,  535 
Tooth  taper,  268 
Torque  characteristics  of  motors,  204 
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Torque,   characteristics   of   motors, 
construction  of,  207 

starting,  208,  469 
Totally  enclosed  motors,  2t)8 
Transformer,  363 

constant  current,  401 

constants  of  a,  374 
Transmission  systems,  507 
Tubular  tank,  385 
Tungsten,  properties  of,  83 
Turbo-alternators,  284 


'*V"  curves  for  synchronous  motor, 

341 
Vector  diagrams  for  alternators,  313 

synchronous  motors,  328 

transformers,  366 
Vent  ducts,  167 
Ventilation,  359 
Volt,  definition  of,  6 
Voltage   characteristics  of  alterna- 
tors, 315 


Voltage    characteristics   of   direct- 
current  generators,   188-193 
transformers,  378 

Voltmeters,  527 

W 

Ward  Leonard  system,  211 
Watt,  definition  of,  56 

-ratio  curve,  161 
Wattmeter,  dynamometer  type,  530 

induction  type,  531 
Weston  soft  iron  instruments,  528 
Windage  loss,  220 
Wire  table,  85 
Wound  rotor,  474 


*'Y"  connection,  155 
Yoke,  165 


Zig-zag  leakage  flux,  479 


